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PREFACE 


This handbook interprets by illustration and explanatory remarks 
the American Standard National Plumbing Code, ASA A40.8-1955. 
It will enable the reader to grasp readily the general scope and 
intent of the Code covering the hydraulics and pneumatics involved. 
Printed in bold print underneath the Code regulations are explana- 
tory comments in nontechnical language. Illustrations follow, 
identified by paragraph numbers. 

Parts I and II cover the practical Code regulations which .will be 
of interest to those engaged in plumbing design, plumbing-code 
preparation, and the study of plumbing in general. This will include 
engineers, architects, plumbing contractors,, journeymen, appren- 
tices, building contractors,^ublic health^' b^cials, collegej) of 
engineering, plumbing-trade schools,- .architectural and engineering 
students, technical libraries, and many others affiliated with the 
plumbing industry. 

Part III covers those phases of the sciences of hydraulics and 
pneumatics which are inherent in plumbing S3’-stems; it will hence 
be of interest to engineers, researchers, and students. 

A great deal of the scientific and research data produced at the 
National Bureau of Standards and other nationally recognized 
research centers and universities is published here for the first time. 

A few examples of the usefulness of this handbook are: 

For the design engineer — Where no mandatory ordinance is in 
effect. Parts I and II illustrate safe and sanitary minimum stand- 
ards. The engineer’s experience and his comprehension of the 
functions and life expectancy of the installation which he is designing 
will dictate the extent of upgrading desirable. 

For the contractor — This handbook offers authoritative evidence 
of installation requirements affecting public health, sanitation, 
and safety. 

For the student — Information is provided as to minimum require- 
ments for a safe plumbing installation. 

The American Standard ASA A40.8-1955, National Plumbing 
Code, is the successful culmination of a 30-year effort. The 
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first plumbing code to achieve national prominence was the Hoovei 
Code,” 1928, re\dsed 1932. In 1949, under the auspices of the 
U.S. Department of Commerce and the Housing and Home Finance 
Agency, a committee was organized, named the Coordinating 
Committee for a National Plumbing Code, comprising representa- 
tives of the following organizations: 

American Public Health Association 
American Society of Mechanical Engineers 
American Society of Sanitary Engineering 
Building Officials Conference of America 
Conference of State Sanitaiy Engineers 
National Association of Plumbing Contractors 
Western Plumbing Officials Association 

In addition, there was an advisory committee consisting of repre- 
sentatives of the following government agencies: 

Department of the Army 
Department of the Navy 
Department of Agriculture 
Veterans Administration 
General Ser^dces Administration 
United States Public Health Service 

The Coordinating Committee studied the existing plumbing 
codes; the plumbing research conducted at the National Bureau 
of Standards, at the University of Iowa, and at other testing labora- 
tories; and the reactions to many field installations, in order to 
arrive at the mostauthoritativerecommendationsfor suitable plumb- 
ing materials as well as for safe and efficient plumbing techniques. 

The committee recorded its findings in 1951 in a pamphlet 
entitled “Report of the Coordinating Committee for a National 
Plumbing Code,” published by the Government Printing Office. 
The report was favorably received by the plumbing world, and the 
American Society of IMechanical Engineers and American Public 
Health Association jointly undertook to sponsor it before the 
American Standards Association as a proposed American Standard. 
The American Standards Association investigated and verified 
the report’s findings and in 1955 adopted it as an American Standard. 


Vincent T. Manas 
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INTBODCCTION 


History of The Notional Plumbing Code 


The first plumbing code to achieve national prominence and 
regard was the Hoover Code, published in 1928 and revised in 1932. 
This was the popular name given to BH13, Recommended. Minimum 
Requirements for Plumbing. It was the culmination of work 
started by the Subcommittee on Plumbing of the U.S. Department 
of Commerce, in 1921. A preliminary report knqwn as BH2 had 
been prepared in 1922 and was followed by about five years of 
research at the National Bureau of Standards before BH13 was 

I 

undertaken. i 

The late Dr. Roy B. Hunter of the National Bureau of Standards 
initiated studies of the hydraulics and pneumatics of plumbing sys- 
tems which made it possible to provide the committee mth techni- 
cal information. Dr. Hunter was succeeded by Herbert N. Eaton, 
Chief of the Hydraulics Laboratory, assisted by John L. French and 
Robert S. Wyly. The research was considerably expanded and has 
contributed greatly to our present knowledge. 

In 1928, the American Standards Association organized its Sec- 
tional Committee on Minimum Requirements for Plumbing and 
Standardization of Plumbing Equipment, A40. A preliminarj’- 
Plumbing Code A40 was produced in 1942 and expanded in 1944. 

In 1933, the National Association of Master Plumbers published 
its Standard Plumbing Code, and revised it in 1942. 

In 1936, a major revision of the BH recommendations was accom- 
plished by the Central Housing Committee for Plumbing, and in 
1940, this revision was published by the government as BMS66, 
Plumbing Manual. 

In 1938, the Western Plumbing Officials initiated the first draft 
of their Utiiform Plumbing Code. 

In 1941, when the United States became involved in' World 
War II, the plumbing industry, likd^^ 'other industries, was called 
upon to conserve critical materials by recdmmending minimum 
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requirements of materials and labor. The National Association of 
Plumbing Contractors, the United Association of Journeymen and 
Apprentices of the Plumbing and Pipe Fitting Industry (American 
Federation of Labor), and the government agencies readily collabo- 
rated and developed the Emergency Plumbing Standards. These 
standards vere published by the government and remained effective 
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throughout the war years. These standards can be considered as 
the first plumbing code to function successfully on a nationwide 
basis. 

After the war, the plumbing industry felt that the favorable 
experience with the Emergency Plumbing Standards had made that 
wartime standard a natural foundation on which to build a peace- 
time standard. Therefore in 1946, a J oint Committee, known as the 
Uniform Plumbing Code Committee, was formed by the National 
Association of Plumbing Contractors, the United Association of 
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Journeymen and Apprentices, and the interested government 
agencies, for the purpose of drafting a peacetime standard. To 
provide accurate and conclusive data on the pneumatics and 
hydraulics of pliunbing systems, extensive research was performed 
at the National Bureau of Standards, Washington, D.C.; the 
University of Iowa; the University of Illinois; the U.S. Public 
Health Service Environmental Center, Cincinnati, Ohio; and at 
other nationally recognized laboratories. In order that at least 
some of this research could be observed by members of industry at 
large, a soimd motion picture entitled “Toward a Uniform Plumbing 
Code” was produced, which enjoyed wide circulation. 

In 1949, the Uniform Plumbing Code, applying to dwelling 
units, was produced by this committee and published by the 
government. 

Then it was decided by the organizations comprising the Uniform 
Plumbing Code Committee to expand the Uniform Plumbing Code 
to apply to all types of structures, not only dwelling units. Organi- 
zations concerned vith developing and administering codes were 
invited to participate in drafting an expanded code and to appoint 
delegates to serve on the committee. The committee called itself 
“The Coordinating Committee for a National Plumbing Code.” 
The combined experience and qualifications of the membership was 
impressive and represented aU major elements of the plumbing 
industry. 

Two of the member organizations of the Coordinating Committee, 
the American Public Health Association and the American Society 
of Mechanical Engineers, then submitted a report to the American 
Standards Association with the recommendation that it be con- 
sidered for designation as an American Standard. The industry 
councils and task committees of the American Standards Associa- 
tion spent three years in investigating the merits of the provisions 
in the report. A few changes were suggested, and the Coordinating 
Committee concurred. 

The report was then approved bythe American Standards Associa- 
tion for designation as American Standard National Plumbing Code, 
ASA A40.8-1955. 



Part One 


NATIONAL PLUMBING LOBE 



Basic Principles 


The basic principles enumerated as a preamble to the National Plumbing 
Code are basic goals to environmental sanitation worthy of accomplishment 
through properly designed, acceptably installed, and adequately maintained 
plumbing systems. Some of the details of plumbing construction must vary, 
but the basic sanitary and safety principles are the same. The results desired 
and necessary to protect the health of the people are the same everywhere. 
The following principles merit serious study. Furthermore, as unforeseen situa- 
tions arise which are not covered in the body of the Code, the principles may 
serve to define the intent. 

Principle No. 1: All premises intended for human habitation, occupancy, or 
use shall be provided with a supply of pure and wholesome water, neither con- 
nected with unsafe water supplies nor subject to the hazards of backflow or back 
siphonage. 

Principle No. Plumbing fixtures, devices, and appurtenances shall be sup- 
plied with water in sufficient volume and at pressures adequate to enable them 
to function satisfactorily and without undue noise under all normal conditions 
of use. 

Principle No. S: Plumbing shall be designed and adjusted to use the minimum 
quantity of water consistent with proper performance and cleaning. 

Principle No. 4: Devices for heating and storing water shall be so designed and 
installed as to prevent dangers from explosion through overheating. 

Principle No. 5: Every building having plumbing fixtures installed and 
intended for human habitation, occupancy, or use on premises abutting on a 
street, alley, or easement in which there is a public sewer shall have a connection 
with the sewer. 

Principle No. 6: Each family dwelling unit on premises abutting on a sewer or 
with a private sewage-disposal system shall have, at least, one water closet and 
one kitchen-type sink. It is further recommended that a lavatory and bathtub 
or shower shall be installed to meet the basic requirements of sanitation and per- 
sonal hygiene. 

All other structures for human occupancy or use on premises abutting on a 
sewer or with a private sewage-disposal system shall have adequate sanitary 
facilities but in no case less than one water closet and one other fixture for clean- 
ing purposes. 

Principle No. 7: Plumbing fixtures shall be made of smooth nonabsorbent 
material, shall be free from concealed fouling surfaces, and shall be located in 
ventilated enclosures. 

Principle No. 8: The drainage system shall be designed, constructed, and 
maintained so as to guard against fouling, deposit of solids, and clogging, and 
with adequate cleanouts so arranged that the pipes may be readily cleaned. 

3 
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Prmaplc No. 9: The piping of the plumbing system shall be of durable mate- 
rial, free from defective workmanship, and so designed and constructed as to 
give satisfactory service for its reasonable expected life. ■ ^ 

Principle No. 10: Each fixture directly connected to the drainage system shall 
be equipped with a water-seal trap. 

Principle No. 11: The drainage system shall be designed to provide an ade- 
quate circulation of air in all pipes with no dangei- of siphonage, aspiration, or 
forcing of trap seals under conditions of ordinarj'^ Use. 

Principle No. 12: Each vent terminal shall extend to the outer air and be so 
installed as to minimize the possibDities of clogging and the return of foul air to 
the building. 

Principle No. 13: The plumbing system shall be subjected to such tests as will 
effectively disclose all leaks and defects in the work. 

Principle No. 14: No substance which will clog the pipes, produce explosive 
mixtures, destroy the pipes or their joints, or interfere unduly with the sewage- 
disposal process shall be allowed to enter the building drainage system. 

Principle No. 15: Proper protection shall be provided to prevent contamina- 
tion of food, water, sterile goods, and similar mafc;rials by backflow of sewage. 
When necessary, the fixture, device, or appliance shall be connected indirectly 
with the building drainage system. 

Principle No. 16: No water closet shall be located in a room or compartment 
which is not properly lighted and ventilated. 

Principle No. 17: If water closets or other plumbing fixtures are installed in 
buildings where there is no sewer within a reasonable distance, suitable provision 
shall be made for disposing of the building sewage by some accepted method of 
sewage treatment and disposal. 

Principle No. 18: 'Where a plumbing drainage system may be subjected to 
backflow of sewage, suitable provision shall be made to prevent its overflow in 
the building. 

Principle No. 19: Plumbing systems shall bo niaintained in a sanitary and 
serviceable condition. See definition “Plumbing.’’ 

Principle No. 20: All plumbing axtures shall be so installed with regard to 
spacing as to be reasonably accessible for their intended use. 

Principle No. 21. Plumbing shall be installed with due regard to preservation 
of the strength of structural members and prevention of damage to walls and 
other surfaces through fixture usage. 

Principle No. 22: Sewage or other waste from a plumbing system which may 
be deleterious to surface or subsurface waters shall not be discharged into the 
ground or into any waterway unless it has first been rendered innocuous through 
subjection to some acceptable form of treatment. 
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Definitions 


Definitions provide a common language in plumbing, by means of which, 
irrespective of locality or custom, similar meaning can be given to the various 
portions of the plumbing system. 

In order that these definitions may be more clearly understood, an illustration 
has been included where it is felt that it is needed. 

Because the primary purpose is to define terms rather than words, the defini- 
tions are arranged alphabetically according to the first word of the term rather 
than the noun. 


Definition of Terms 

Administrative Authority. The administrative authority is the individual 
official, board, department, or agency established and authorized by a state, 
county, city, or other political subdivision created by law to administer and 
enforce the provisions of the plumbing code as adopted or amended. 


► The administrative authority referred to here is generally the chief of 
the plumbing-inspection department of the municipality. Under certain 
rules it is a board or commission that is legally designated by law, but in 
most cases the authority of said board is delegated to the chief plumbing 
inspector, who has the responsibility to interpret the requirements of the 
code or grant special permission where it is justifiable. 


Air Gap. An air gap in a water-supply system is the unobstructed vertical 
distance through the free atmosphere between the lowest opening from any pipe 
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or faucet supplying water to a tank, plumbing fixture, or other device and the 
flood-level rim of the receptacle. See Fig. 1-1. 

Anchors. See Supports. 

Approved. Approved means accepted or acceptable under an applicable 
specification stated or cited in this Code, or accepted as suitable for the pro- 
posed use under procedures and powers of the administrative authority. 

► Acceptable to the administrative authority enforcing the plumbing code. 

Area Drain. An area drain is a receptacle designed to collect surface or rain 
water from an open area. 

A receptacle provided with a strainer, which permits surface or rain 
water to flow through at the specified rate. 

Backflow. Backflow is the flow of water or other liquids, mixtures, or sub- 
stances into the distributing pipes of a potable supply of water from any source 
or sources other than its intended source. (See Back Siphonage.) 

Backflo-w Connection. Backflow connection or condition is any arrangement 
whereby backflow can occur. 

► Any physical connection between a potable-water-supply system and any 
other source which is not potable irrespective of whether or not it is 
separated by a valve or check valve. 

Backflo-»v Preventer. A backflow preventer is a device or means to prevent 
backflow into the potable-water system. 


► A device which prevents contaminated water or liquids from being 
siphoned into the potable-water system. Figure 1-2 illustrates one type 
of backflow preventer. 
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Battery of Fixtures. A “battery of fixtures” is any group of two or more 
similar adjacent fixtures which discharge into a common horizontal waste or soil 
branch. See Fig. 1-3. 



► Fixtures need not be located in the same room, but must be under one 
occupancy or ownership. 

Boiler Blowoff. A boiler blowoff is an outlet on a boiler to permit emptying or 
discharge of sediment. 

► This also applies to the hot discharge from a water-storage tank or any 
other equipment which may discharge hot water over 140°F or steam. 



Branch. A branch is any part of the piping system other than a main, riser, or 
stack. 



Fig. 1-5 
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Branch Interval. A branch interval is a length of soil or waste stack cor- 
responding in general to a stor 3 '- height, but in no case less than 8 feet, within 
which the horizontal branches from one floor or story of a building are connected 
to the stack. 


SOIL STACK FROM 

upper floors 


5TH FLOOR 


HORIZONTAL BRANCHES FOR 
5th floor F'IXTURES 


THIS LINE REPRESENTS 
A BRANCH INTERVAL 
THE NUMBER OF FIXTURE- 
UNITS THAT MAY BE CON - 
NECTED TO THIS BRANCH 

interval is given in the 

LAST COLUMN OF TABLE 
11.5.3 


horizontal branch for 

4TH floor 

ASSUME A horizontal BRANCH AT THIS POINT 
WHICH RECEIVES THE DISCHARGE OF A GROUP 
OF FIXTURES 

THE DISTANCE OF 7'-0'' BETWEEN BRANCHES IS 
NOT CONSIDERED A BRANCH INTERVAL THE 
DEFINITION OF A BRANCH INTERVAL STATES 
that THE DISTANCE MUST BE "IN NO CASE LESS THAN 8 FEET" 
Fig. 1-6 



Branch Vent. A branch vent is a vent connecting one or more individual 
vents with a vent stack or stack vent. 



^VENT STACK 

Fig. 1-7 


y INDIVIDUAL 
VENTS TO 

fixtures 


Building. A building is a structure built, erected, and framed of component 
stractural parts designed for the housing, shelter, enclosure, or support of per- 
sons, animals, or property of any kind. ^ 
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Building Classification. Building classification is the arrangement adopted 
by the administrative authoritj’- for the designation of buildings in classes based 
upon their use or occupancy. 

Building Drain. The building (house) drain is that part of the lowest piping 
of a drainage system which receives the discharge from soil, waste, and other 
drainage pipes inside the walls of the building and conveys it to the building 
(house) sewer, beginning 3 feet outside the building wall. See Fig. 1-8. 


BUILDING SEWER 



Fig. 1-8 

► Figure 1-8 illustrates a building drain extending 6 feet beyond the 
building wall to the house sewer. Most local codes require that the house 
drain extend at least 3 feet beyond the building wall, but some local 
requirements range from 2 to 10 feet. 


Building Sewer. The building (house) sewer is that part of the horizontal 
piping of a drainage system which e.\-tends from the end of the building drain 
and which receives the discharge of the building drain and convej's it to a public 
sewer, private sewer, individual sewage-disposal system, or other point of 
disposal. 



Building Storm Drain. A building (house) storm drain is a building drain 
used for conveying rain water, surface water, ground water, subsurface water, 
condensate, cooling water, or other similar discharge to a building storm sewer 
or a combined building sewer, extending to a point not less than 3 feet outside 
the building wall. 
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^ Same as a building drain, Fig. 1-8, except that only storm water is 
carried by pipe. 

Building Storm Sewer. A building (Louse) storm sewer is the extension 
from the building storm drain to the public storm sewer, combined sewer, or 
other point of disposal. 

► Same as building sewer except that only storm water is carried by pipe 

Building Subdrain. A building (house) subdrain is that portion of a drainage 
svstem which cannot drain by gravity into the building sewer. 



► The wastes from a subdrain are collected by gravity into a drainage 
sump or ejector, and then these collected wastes are discharged into the 
building drain or carried separately into the building sewer, depending 
on the quantity to be discharged. A subdrain should not be confused 
with a subsoil drain. 

Building Trap. A building (house) trap is a device, fitting, or assembly of 
fittings installed in the budding drain to prevent circulation of air between the 
drainage system of the building and the budding sewer. 

► Figure 1-11 dlustrates the general location of a btidding trap. A build- 
ing trap is also sometimes installed on the outside of the budding or at the 
inlet of a septic tank. 

Circuit Vent. A circuit vent is a branch vent that serves two or more traps 
and extends from in front of the last fixture connection of a horizontal branch to 
the vent stack. 

The circuit vent diustrated in Fig. 1-12 is the vent from a horizontal 
branch taken between the first two fixtures and connecting into the main 
vent ^ A circuit vent is simdar to a loop vent except that a loop vent con- 
nects into the stack vent, forming a loop. 



DEFINITIONS 


1-7 


FRESH AIR INLET — GOOSENECK OR WALLGRATE 



SOIL 

STACK 


CIRCUIT VENT 




L 


Vi 
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I 

I 

Jlf 


VENT 

STACK 


I-FIXTURE NO I 
-FIXTURE N0.2 


FIXTURE NO 6 
Fig. 1-12 


Code. The word “code” when used alone shall mean these regulations, sub- 
sequent amendments thereto, or any emergency rule or regulation which the 
administrative authority having jurisdiction may lawfully adopt. 


► Code does not necessarily mean that it is an ordinance, unless it has 
been officially passed and adopted by a municipality. The ASA A40.8 
National Plumbing Code or the report of the Coordinating Committee for a 
National Plumbing Code are not mandatory. They represent a guide or 
standard similar to the National Electric Code or other standards pro- 
duced by recognized groups or associations as standards of recommended 
practice. 


Combination Fixture. A combination fixture is a fixture combining one sink 
and tray or a two- or three-compartment sink or traj' in one unit. 
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Figure 1-13 illustrates a “combination” sink and tray. A two- or 
three-compartment sink likewise is a “combination fixture” when installed 
together. 



Combined Building Server. A combined building sewer receives storm 
water and sewage. 

► The use of a combined building sewer is gradually decreasing because 
of the increased populations and greater loads imposed upon present 
sewers and the fact that its use imposes an unnecessary load on the 
treatment plant. It is far more economical to provide separate sanitary 
and storm sewers. 


Combination Waste and Vent System. A combination waste and vent 
system is a specially designed system of waste piping embodying the horizontal 
wet venting of one or more sinks or floor drains by means of a common waste 
an vent pipe adequately sized to provide free movement of air above the 
flow Ime of the drain. 


T ^ expedient 

tod econo^cal and adopted by many modem codes in the past few years, 
t was first mitiated by the Western Plumbing Officials' Association. It 
onSI sufficient size to permit the flow 

berinSa c^r of ^lieving vents at the end and 

Beginning of the rim. See Fig. 1 - 14 , 



DEFINITIONS 


1-9 


3” RELIEF VETIT MAY BE OMITTED IF A 
/HOUSE TRAP AND FRESH AIR 
'^IS INSTALLED 




FLOOR DRAINS MAY 
RECEIVE DRIP FROM 
REFRIGERATORS 


_^FLOOR DRAIN J | j 

V ^ & I 57 




A 


FLOOR DRAINS 

►SINKS ON OR UNDER COUNTERS^ 
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,3 VENT 


'SINK 


.SINK WITH 
FOOD WASTE 
GRINDER 


4 SANITARY DRAIN FROM 
TOILET ROOM FIXTURES 
SHOULD CONNECT AT POINT 
SHOWN OR CARRIED TO 
OUTSIDE OF BUILDING 
WALL AND CONNECTED 
TO BUILDING SEWER 


WT/ 


-2 VENT '4 VENT 3 VENT 

-THE HEAVY LINE PIPING SHOWS 
THE COMBINATION WASTE AND 
VENT system 


Fig. 1-14 


Common Vent. A common vent is a vent connecting at the junction of two 
fi.\ture drains and serving as a vent for both fixtures. 



dotted LINES 

represent 

COMMON VENTS 



FIXTURES 


Fig. 1-16 



► 


Figure 1-16 illustrates several types of common vents; actually a com- 
mon vent is also called a back vent in some parts of the country. 


Continuous Vent. A continuous vent is a vertical vent that is a continuation 
of the drain to which it connects. 
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Fig. 1-16 


Figure 1-16 illustrates a continuous vent. The vent must be in a ver- 
tical position and be a continuation of the drain. The drain may be 
vertical or horizontal. A continuous vent is also known as a back vent or 
an individual vent. 


Continuous Waste. A continuous waste is a drain from a combination fix- 
ture or two or three fixtures in combination connected to a single trap. 



CONTINUOUS WASTE (ORAINl FOR THREE- 
COMPARTMENT SINK, OR three trays 
OR THREE LAVATORIES IN BATTERY 

Fig. 1-17 


► Figure 1-17 illustrates one type of continuous waste. It is generally 
17- to 20-gauge brass tubing used on the house side of a fixture trap. It 
may be used for connecting a sink and tray or three lavatories or various 
fixture combinations for which one trap is ordinarily used. 


Cross Connection. A cross connection is any physical connection or arrange- 
ment between two otherwise separate piping systems, one of which contains 
potable water and the other water of unknown or questionable safety, whereby 
water may flow from one system to the other, the direction of flow depending on 
the pressure differential between the two systems. 

► Figure 1-18 illustrates one of many typical cross connections where the 
source of water for the fire system is taken from a polluted source, such as 
a river, and the potable-water supply is cross connected into the fire main 
as an emergency supply, A check or valves are not considered a safe 
separation between the potable- and nonpotable-water supplies; the 
cross connection is therefore considered positive. 
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OF PREVENTING BACK-SIPHONAGE 
Fig. 1-18 


Dead End. A dead end is a branch leading from a soil, waste, or vent pipe, 
building drain, or building sewer, which is terminated at a developed distance of 
2 feet or more by means of a plug or other closed fitting. 



PLUGGED PIPE EXTENDING 
MORE THAN TWO FEET, 
BEGINNING AT THE END 


OF THE LAST FITTING OF 
SOILWASTE OR VENT PIPE 

Fig. 1-19 


► 


Figure 1-19 illustrates a dead end. Any extension of a pipe longer 
than 2 feet to which no fixture wastes into is a dead end. 


De\ eloped Length. The developed length of a pipe is its length along the 
center line of the pipe and fittings. 
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^ Figure 1-20 illustrates how a pipe and fittings are measured along its 
developed length. 

Diameter. Unless specifically stated, the term “diameter” is the nommal 
diameter as designated commercially . 


► As an example of nominal diameters, type L copper tube is designated 

as follows: ^ 

Nominal Diameter Outside Diameter Inside Diameter 

1 ^ in. 0.62B in. 0.527 m. 


Standard-weight pipe is designated as follows: 
Nominal Diameter Outside Diameter 
in. 0.840 in. 


Inside Diameter 
0.622 in. 


It can be noted that there is a difference in the diameter of the copper tube 
and iron pipe. They are, however, designated as H inch nominal diam- 
eter for both. It is also to be noted that the tubing outside diameter will 
be the same for type K, L, or M; the thickness of the metal is taken in the 
inside diameter. This is also true of iron pipe where standard, extra 
Strong, or double strong are of the same outside diameter. 


Double Offset. A double offset is two changes of direction installed in succes- 
sion or series in continuous pipe. 
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Fig. 1-21 


► Figure 1-21 illustrates a double offset where the pipe returns to its 
Original position or where it offsets twice in the same direction but within 
one branch interval. 

Drain* A drain is any pipe which carries waste water or water-borne wastes in 
a building drainage system. 
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DRAIN FROM W.C. 

DRAIN FROM SINK 
LAVATORY 

Fig. 1-22 


Drainage System. A drainage system (drainage piping) includes all the 
piping within public or private premises, which conveys sewage, rain water, or 
other liquid wastes to a legal point of disposal, but does not include the mains of 
a public sewer system or a private or public sewage-treatment or disposal plant. 


► The drainage system includes all piping as described in the foregoing 
definition but does not include any part of the venting system. The 
venting system and the drainage system are part of the plumbing system. 


Durham System. Durham system is a term used to describe soil or waste 
systems where aU piping is of threaded pipe, tubing, or other such rigid con- 
struction, using recessed drainage fittings to correspond to the tj’pes of piping. 


The Durham system was first developed by the Durham Brothers about 
the year 1880 in New York City. They initiated the idea of using screwed 
pipe and fittings on the drainage system. Prior to that time, lead and 
cast iron were generally used for both underground and above the ground 
within the building. 

Effective Opening. The effective opening is the minimum cross-sectional area 
at the point of water-supply discharge, measured or expressed in terms of 
(1) the diameter of a circle, (2) if the opening is not circular, the diameter of a 
circle of equivalent cross-sectional area. 



THE FAUCET 


Fig. 1-2.3 
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^ The eSective opening is the opening within the supply fitting which 
forms the smallest waterway, whether this opening is round or square. 
(See Fig. 1-23.) 

Existing Work. Existing work is a plumbing sj’-stem or anj’- part thereof 

which was installed prior to the effective date of this Code. 

^ Existing work cannot be made to comply with the requirements of a new 
ordinance because a new law cannot be made retroactive, unless an alter- 
ation is made that would require compliance with the new ordinance. 
A building erected several years prior to the adopted plumbing code might 
contain many violations. If these violations affect the safety or health of 
the occupants, then it is necessary to set a time limit for their correction. 

Fixture Brancli. A fixture branch is a pipe connecting several fixtures. 

► Figure 1-24 illustrates several fixture branches in the drainage system. 


FIXTURE 






FIXTURE DRAIN 


FIXTURE 

V 


fixture drain 



FIXTURE BRANCH 


( COMBINATION Y S 1/8 BEND 
^FIXTURE BRANCH 


Fig. 1-24 


Fixture Drain. A fixture drain is the drain from the trap of a fixture to the 
junction of that drain with any other drain pipe. 

► Figure 1-24 illustrates a fixture drain. The difference between the 
fixture branch and the fixture dr ain is that the former carries the waste • 
from several fixtures to the main stack or building drain, and the fixture 
drain handles the waste from one fixture and connects it with the branch. 

Fixture Supply. A fixture supplj- is a water-supply pipe connecting the fix- 
ture branch. 



Fig. 1-25 



DEFINITIONS 


1-15 


►- Fixture supply is the individual pipe which supplies either hot or cold 
water to a fixture. See Fig. 1-26. 


Fixture Unit. A fixture unit is a quantity in terms of which the load-produc- 
ing effects on the plumbing system of different kinds of plumbing fixtures are 
expressed on some arbitrarily chosen scale. 


► The data on which a fixture unit is based are expressed as a mathe- 
matical formula. Explanatory data will be found in Part III. 


Fixture-unit Flow Rate. Fixture-unit flow rate is the total discharge flow in 
gallons per minute of a single fixture divided by 7.5 which provides the flow rate 
of that particular plumbing fixture as a unit of flow. Fixtures are rated as 
multiples of this unit of flow. 


► This definition should not be confused with the fixture-unit or load- 
factor definition, although they are related in the over-all problem. The 
fixture-unit flow rate designates only the measured amount of water 
discharged through the waste plug of a fixture in gallons per minute. 


Flood-level Rim. The flood-level rim is the top edge of the receptacle from 
which water overflows. 


► In a lavatory it is the top edge of the fixture over which water would 
flow. The overflow opening in a lavatory or bathtub is not related to the 
flood-level rim. 


Flooded. A fixture is flooded when the liquid therein rises to the flood-level 
rim. 


This term applies to any fixture which is part of the plumbing system. 


Flush Valves. A flush valve is a device located at the bottom of the tank for 
the purpose of flushing water closets and similar fixtures. 


Figure 1-26 illustrates several component parts of a water-closet flush 
tank. A flush valve is located within the tank, and it provides the dis- 
charge through which the fixture is flushed. 
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HUSH TUBE 

Fig. 1-26 


Flushometer Valve. A flushometer valve is.a device which discharges a pre- 
determined quantity of water to fixtures for flushing purposes and is actuated 
by direct water pressure. 




Fig. 1-27 


► Flushometer valves provide a predetermined amount of water for each 
cycle. The two most common types of flushometer valves are the piston, 
and the diaphragm illustrated in Fig. 1-27. 


Frostproof Closet. A frostproof closet is a hopper that has no water in the 
bowl and has the trap and the control valve for its water supplj' installed below 
the frost line. 
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HOPPER type 
CLOSET- 


GROUND 



TRAP 


VALVE 

SUPPLY TO HOPPER 

SEAT OF VALVE BELOW 
FROST line 


\ 


DRIP FROM 
STAND PIPE 

Fig. 1-2S 


WATER PIPE BELOW 
FROST LINE 


► A frostproof closet has been outlawed by most codes in the country 
because of the possibility of contamination of the water supply. This is 
possible, as illustrated in Fig. 1-28. 

Grade. Grade is the slope or fall of a line of pipe in reference to a horizontal 
plane. In drainage it is usuall}'' expressed as the faU in a fraction of an inch per 
foot length of pipe. 


AT'/4 = 3‘’ 



► Figure 1-29 illustrates slope, fall, or grade as applying to a drainage pipe. 

Horizontal Branch. A horizontal branch is a drain pipe extending laterally 
from a soil or waste stack or building drain, with or uuthout vertical sections or 
branches, which receives the discharge from one or more fixture drains and con- 
ducts it to the soil or waste stack or to the building (house) drain. 


BRANCH TO FIXTURES 





STACK I 


^horizontal branch 

Fig. 1-30 


► Figure 1-30 illustrates a horizontal branch of a drainage system. 
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Horizontal Pipe. A horizontal pipe is any pipe or fitting which is installed in 
a horizontal position or which makes an angle of less than 45 degrees with the 
vertical. 



I DEGREE 


HORIZONTAL 

PLANE 


THIS ARC REPRESENTS 
THE POSITION OF A 
PIPE WHICH IS CON- 
SIDERED A HORIZONTAL 
POSITION; LESS THAN 45* 

Fig. 1-31 


► In the drainage and venting system, horizontal pipe refers to an instal- 
lation in relation to a horizontal plane. See Fig. 1-31. 


House Drain. See Building Drain. 

House Server. See Building Sewer. 

House Trap. See Building Trap. 

Indirect Waste Pipe. An indirect waste pipe is a pipe that does not connect 
directly with the drainage system but conveys liquid wastes by discharging into 
a plumbing fixture or receptacle which is directly connected to the drainage 
sj'stem. 
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-WASTE FROM SINK DISCHARGES 
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SYSTEM 


/ FLOOR DRAIN 
INDIRECT DISCHARGE 


Fig. 1-32 


► Figure 1-32 illustrates an indirect waste pipe. 


Individual ^ ent. An individual vent is a pipe installed to vent a fixture trap 
and which connects with the vent system above the fixture served or terminates 
in the open air. 
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VENT ► 

^FIXTURE 

TRAP 

WASTE ► 

Fig. 1-33 

► Figure 1-33 illustrates an individual vent. 

Industrial Wastes. Industrial wastes are liquid wastes resulting from the 
processes employed in industrial establishments and are free of fecal matter. 

► Industrial wastes containing acids that would damage drainage or 
vent piping or containing residues that would stop up the piping must be 
treated before being discharged. 

Insanitary. Contrary to sanitary principles — injurious to health. 
Interceptor. An interceptor is a device designed and installed so as to sepa- 
rate and retain deleterious, hazardous, or undesirable matter from normal 
wastes and permit normal sewage or liquid wastes to discharge into the disposal 
terminal by gravity. 



Figure 1-34 illustrates a standard-type grease interceptor. 

reaching Well or Pit. See Individual Sewage-disposal System. 

..eader. A leader (downspout) is the water conductor from the roof to the 
luilding storm drain, combined building sewer, or other means of disposal. 

► A leader is interpreted to be the pipe generally installed within the 
building to carry rain water only. 

Liiquid Waste. Liquid waste is the discharge from any fixture, appliance, or 
ippurtenance in connection with a plumbing system which does not receive 
ecal matter. 

Discharges from processing vats, storage-water tanks, or similar equip- 
ment are liquid wastes. 
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Load Factor. Load factor is the percentage of the total connected fixture-unit 
flow rate which is likeh- to occur at any point in the drainage system. It varies 
with the type of occupancy, the total flow unit above this point being con- 
sidered, and with the probability factor of simultaneous use. 

► Load factor represents the ratio of the probable load to the potential 
load. It is a reconcilement of the average rates of flow of the various 
kinds of fixtures, the average frequency of use, the duration of flow 
during one use, and the number of fixtures installed. See Part III. 

Local Ventilating Pipe. A local ventilating pipe is a pipe on the fixture side 
of the trap through which vapor or foul air is removed from a room or fixture. 

► Plumbing fixtures requiring a local ventilating pipe are becoming obso- 
lete. Certain special devices such as sterilizers are sometimes provided 
with a local ventilating pipe in order to remove vapors. A local ventilating 
pipe is not connected into the regular venting system of the drainage 
system. 

Loop Vent. A loop vent is the same as a circuit vent except that it loops back 
and connects with a stack vent instead of a vent stack. 


STACK VENT-. 


■LOOP VENT 




SOIL STACK- 


FIXTURES. 


Fig. 1-35 
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A loop vent is the pipe which connects a horizontal branch upstream and 
is then looped back into the soil or waste stack. See Fig. 1-36. 

IVIain. The main of any system of continuous piping is the principal artery of 
the sj^stem, to which branches may be connected. 

► Main is applied to the drainage or water-supply system and is generally 
the lowest horizontal piping. In the drainage system it is the house drain. 
In the water system it is the distributing main, whether located in the 
basement or on the top floor. 


Main Sewer. See Public Sewer. 

Vent. The main vent is the principal artery of the venting sj'stem, to 
which vent branches may be connected. 
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main vent 
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111 MAIN VENT 


Fig. 1-36 


► The main vent is either a vertical pipe which collects one or more branch 

vents or a horizontal pipe to which a number of vent stacks are connected 
before they go through the roof. See Fig. 1-36. 

iVIay. The word "may” is a permissive term. 

Nuisance. The word "nuisance ” embraces public nuisance as known at com- 
mon law or in equit}’’ jurisprudence. W'hatever is dangerous to human life or 
detrimental to health; whatever building, structure, or premises is not suffi- 
ciently ventilated, sewered, drained, cleaned, or lighted, in reference to its 
intended or actual use; and whatever renders the air or human food or drink or 
water-supply unwholesome are considered nuisances. 

Offset. An offset in a line of piping is a combination of elbows or bends which 
brings one section of the pipe out of line but into a line parallel with the other 
section. 


45* 

OFFSET 




90* 

OFFSET 


30" 

OFFSET 


\ 


30" OR 45" 
DOUBLE 
OFFSET 


) 


Fig. 1-37 


► An offset may be made at an angle of 30 to 46 degrees or 90 degrees in 
any piping of the plumbing system. See Fig. 1-37. 

Person. Person is a natural person, his heirs, executors, administrators, or 
assigns; and includes a firm, partnership, or corporation, its or their successors 
or assigns. Singular includes plural; male includes female. 

Pitch. See Grade. 

Plumbing. Plumbing includes the practice, materials, and fixtures used in the 
installation, maintenance, extension, and alteration of all piping, fixtures, 
appliances, and appurtenances in connection with any of the following: sanitary- 
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drainage or slorni'drainage facilities, the venting system and the public or 
private water-supply systems, within or adjacent to any building, structure, or 
conveyance; also the practice and materials used in the installation, mainte- 
nance, extension, or alteration of the storm-water, liquid-waste, or sewerage, 
and water-supply systems of any premises to their connection with any point of 
public disposal or other acceptable terminal. 

> The extent to which “plumbing” is inclusive depends on the local regu- 
lations. Certain municipalities do not include the building sewer (from 
street to house) as part of the plumbing system. Others exclude the 
service-water main (from street to meter.) 

Plumbing Fixtures. Plumbing fixtures are installed receptacles, devices, or 
appliances which are supplied with water or which receive or discharge liquids or 
liquid-borne wastes, with or without discharge into the drainage system with 
which they may be directly or indirectly connected. 

>■ This definition is not so all-inclusive as it appears. A boiler may require 
a water-supply outlet; yet it is not a plumbing fixture. Some types of 
equipment require water supply, direct or indirect waste, yet are not 
themselves considered plumbing fixtures. A commercial refrigerator 
may have an indirect waste, but it is not a plumbing fixture. 


Plumbing Inspector. See Administrative Authority. 

Plumbing System. The plumbing system includes the water-supply and 
distribution pipes; plumbing fixtures and traps; soil, waste, and vent pipes; 
building drains and building sewers, including their respective connections, 
devices, and appurtenances within the property lines of the premises; and 
water-treating or water-using equipment. 


► This definition is too inclusive because it covers equipment which may 
require water supply or waste, yet is not part of the plumbing system. 
Air-conditioning equipment requires water and waste but is not part of the 
plumbing system. This applies also to the sprinkler fire systems and the 
special piping used for processing or carrying of special liquids or semi- 
liquids. 

I ool. A pool is a water receptacle used for swimming or as a plunge or other 
bath, designed to accommodate more than one bather at a time. 


► Information on swimming pools will be found in Part III. 

Potable Water. Potable water is water which is satisfactory for drinking, 
culmarj^ and domestic purposes and meets the requirements of the health 
authority having jurisdiction. 

classification of plumbing fixtures, private 
applies to fixtures m residences and apartments and to fixtures in private bath- 
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rooms of hotels and similar installations where the fixtures are intended for the 
use of a familj" or an individual. 

► In a commercial building a toilet accessible only to a specific office is 
considered a private toilet. This distinguishes between a toilet used by a 
few and one available to the general public where the frequency of use and 
the subsequent load on the system is much greater. 

Private Sewer. A prirmte sewer is a server privately owned and not directly 
controlled by public authorit3\ 


► A sewer owned by the owner of the property (not necessarily the person 
occupying the house or building) is a private sewer. The owner thereby 
has the responsibility of maintaining the sewer in good operating condition. 


Public or Public Use. In the classification of plumbing fixtures, public 
applies to fixtures in general toilet rooms of schools, gj^nasiums, hotels, rail- 
road stations, public buildings, bars, public comfort stations, or places to which 
the public is invited or which are frequented by the public without special per- 
mission or special invitation, and other installations (whether pay or free) 
where a number of fixtures are installed so that their use is similarly unrestricted. 
Public Official. See Administrative Authority. 

Public Sewer. A public sewer is a common sewer directly controlled bj' 
public authority. 

Relief Vent. A relief vent is a vent the primary function of which is to provide 
circulation of air between drainage and vent sj'stems. 
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RELIEF VENT 


,/ 


T ' ’ ’ll- 


► A relief vent is installed to prevent excessive pressures from developing 
in the drainage system that may cause siphonage or back pressures to 
the fixtures nearby, also to relieve pressure at congested points where the 
flow may tend to develop slugs, causing overloads on the drainage system 
because of the lack of proper circulation of air. Figure 1-38 illustrates a 
few of these conditions in a drainage system. 

(a) When a stack offsets at an angle of 90 degrees, there is a tendency for 
the flow to slow down as it goes from the vertical to the horizontal. If 
air cannot escape freely, it could cause a back pressure against the 
fixtures near the offset; therefore a relief vent is installed to permit air 
to escape and permit atmospheric pressure to prevail. 
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(b) Where water flowing in a horizontal pipe is offset to a vertical, there 
is a tendency for the water to accelerate and produce a negative pres- 
sure which could siphon the fixtures installed close to the offset. A 
relief vent would dissipate this negative pressure by introducing air 
and would prevent siphonage of the fixture traps in its path. 

(c) In a tall building, at every 10 or 12 stories, the soil stack could become 
filled from the flow from the upper stories. To avoid excessive nega- 
tive pressures at these points, a relief vent is installed to provide the 
necessary air to balance the system to atmospheric conditions and 
prevent siphonage of fixtures on the lower floors. 

(d) Should the stack become overloaded at peak times and the fixtures on 
the horizontal branch be discharged at the same time, there would be 
possibility of siphoning traps near the stack. A relief vent placed 
between the fixture and the stack will provide air for balancing the air 
pressures within the horizontal branch. 


Return Offset. A return offset is a double offset installed so as to return the 
pipe to its original alignment. 
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► This is similar to an offset except that the pipe returns to the same or 
nearly the same position it was first, before the offset took place. See 
Fig. 1-39. 



Revent Pipe. A revent pipe (sometimes called an individual vent) is that 
part of a vent-pipe line which connects directly with an individual waste or 
group of u astes, underneath or back of the fixture, and extends either to the 
main or branch vent pipe. 
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Rim. A rim is an unobstructed open edge of a fixture. 

HANGER 



► Figure 1-41 illustrates the rim of a wall-hung lavatory and a floor- 
mormted water closet. 

Riser. A riser is a u’-ater-supply pipe which extends verticallj’’ one full stoiy 
or more to convey water to branches or fixtures. 

Roof Drain. A roof drain is a drain installed to receive water collecting on the 
surface of a roof and to discharge it into the leader (downspout). 

There are several types of roof drains, designed for specific purposes. 
See Part III for detailed information. 

Roughing-in. Roughing-in is the installation of all parts of the plumbing 
system which can be completed prior to the installation of fixtures. This 
includes drainage, water-supply and vent piping, and the necessary fixture 
supports. 
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^ When the roughing-in is completed, the plumbing system is ready to 
receive a test. This is done prior to concealing the roughing-in in order 
to ascertain that all threads and connections are gas and watertight. 

Sand Interceptor. See Interceptor. 

Sanitary Sewer. A sanitary sewer is a pipe which carries sewage and excludes 
storm, surface, and ground water. 

Sanitary sewer might also carry processing wastes, acid wastes, and 
dear-water wastes from special equipment, which because of their 
chemical components should not be discharged into a storm sewer. 

Secondhand. Secondhand as applied to material or plumbing equipment is 
that which has been installed and has been used, removed, and passed to another 
ownership or possession. 

The fact that a fixture is removed from one location and reinstalled in 
another does not make it secondhand. This refers, for instance, to large 
hotels or apartment houses where the owner may wish to relocate or reno- 
vate bathrooms. 


Separator. See Interceptor. 

Septic Tank. A septic tank is a watertight receptacle which receives the dis- 
charge of a drainage system or part thereof and is designed and constructed so 
as to separate solids from the liquid, digest organic matter through a period of 
detention, and allow the liquids to discharge into the soil outside of the tank 
through a system of open-joint or perforated piping or disposal pit. 

Sewage. Sewage is any liquid waste containing animal or vegetable matter in 
suspension or solution and may include liquids containing chemicals in solution. 
Shall. The word “shall” is a mandatory term. 

Side Vent. A side vent is a vent connecting to the drain pipe through a 
fitting at an angle not greater than 45 degrees to the vertical. 

■ LESS 
m 45° 

[.--VENT 

VENT 


Fig. 1-42 

► Figure 1-42 illustrates a side vent. 



-SIDE VENT 
■HORIZONTAL PIPE 



Size of Pipe and Tubing. See Diameter. 

Slope. See Grade. 

SoU Pipe. A soil pipe is any pipe which conveys the discharge of water closets, 
imnals or fixtures having similar functions, with or without the discharge from 
other fixtures, to the building drain or budding sewer 
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Soil Vent. See Stack Vent. 

Stack. A stack is the vertical main of a system of soil, waste, or vent piping. 
Stack Group. Stack group is a term applied to the location of fixtures in 
relation to the stack so that by means of proper fittings vents may be reduced 
to a minimum. 

► Stack grouping is similar to stack venting of a group of fixtures. The 
fixtures must be so located as to enable the soil stack or waste stack to 
act as a vent, without causing positive or negative pressures that would 
disturb the trap seals of the fixtures. (See Stack Venting.) 

Stack Vent. A stack vent (sometimes called a waste vent or soil vent) is the 
extension of a soil or waste stack above the highest horizontal drain connected 
to the stack. 
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Fig. 1-43 


► Figure 1-43 illustrates a stack vent. 

Stack Venting. Stack venting is a method of venting a fixture or fixtures 
through the soil or waste stack. 
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Fig. 1-44 


Fixtures must be grouped within a predetermined distance from the soil 
or waste stack so that individual venting will not be necessary. This 
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applies only to a one-story building or the top floor of a multistory building. 
See Fig. 1-44. 


Storm Drain. See Building Storm Drain. 

Storm Sewer. A storm sewer is a sewer used for conveying rain water, surface 
water, condensate, cooling water, or similar liquid wastes, exclusive of sewage 
and industrial ■waste. 

Subsoil Drain. A subsoil drain is a drain which receives only subsurface or 
seepage water and conveys it to a place of disposal. 


It is generally an open-joint or perforated drain which is installed 
around the exterior of the building to collect underground water. A sub- 
soil drain conveys this water into a sump or to a point of disposal so that it 
will not enter the basement of a building. 


Sump. A sump is a tank or pit which receives sewage or liquid wmste, located 
below the normal grade of the gravity system, and which must be emptied by 
mechanical means. 



BUILDING SUBDRAIN RECEIVES 
DISCHARGE FROM FIXTURES 
LOCATED BELOW LEVEL OF 
GRAVITY SEWER 

Fig. 1-45 


► A sump receiving clear liquid waste may be an open sump and may be 
discharged into the drainage system. A sump receiving the discharge from 
other than liquid waste must be a tight sump and must be vented to the 
atmosphere. See Fig. 1-46. 


Supports. Supports, hangers, and anchors are devices for supporting and 
securing pipe and fixtures to walls, ceilings, floors, or structural members. 
Trap. A trap is a fitting or device so designed and constructed as to provide, 
when properly' vented, a liquid seal w’hich wall prevent the back passage of ai' 
without materially affecting the flow of sewmge or waste water through it. 
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Trap Seal. The trap seal is the maximum vertical depth of liquid that a trap 
will retain, measured between the crown weir aiid the top of the dip of the trap. 



Tig. 1-46 


► Figure 1-46 illustrates a trap and trap seal within the scope of these 
definitions. 


Vacuum Breaker. See Backflow Preventer. 

Vent Pipe. See Vent System. 

Vent Stack. A vent stack is a vertical vent pipe installed primarily for the 
purpose of providing circulation of air to and from any part of the drainage 
system. 
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Fig, 1-47 


► Figure 1-47 illustrates a vent stack. 


A’^ent System. A vent system is a pipe or pipes installed to provide a flow of 
air to or from a drainage sj^stem or to provide a circulation of air within such 
system to protect trap seals from siphonage and back pressure. 

Vertical Pipe. A vertical pipe is any pipe or fitting which is installed in a 
vertical position or which makes an angle of not more than 45 degrees with the 
vertical. 
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VERTICAL PIPE WHEN 45' 
OR LESS FROM VERTICAL 



Fig. 1-4S 

► In the drainage and venting system, a vertical pipe is the pipe installed 
within the arc shown in Fig. 1-48. 

Waste. See Liquid TFasle and Industrial TFastcs. 

Waste Pipe. A waste pipe is a pipe which conveys only liquid waste free 
of fecal matter. 

► The pipes from a sink, lavatory, bathtub, shower, washing machine, or 
food-waste grinder are all waste pipes. Any liquid waste discharged 
from a fixture or appliance goes into a waste pipe. Discharge from water 
closets, urinals, and fixtures for human wastes go into soil pipes. 

Waicr-disirlbulinp Pipe. A water-distributing pipe in a building or prem- 
ises is a pipe which convej's water from the water-service pipe to the plumbing 
fixtures and other water outlets. 

► Water outlets are valved or capped outlets left for extension to boilers, 
sprinkler systems, fire equipment, processing piping, and the like. It is 
mandatory that these outlets be protected against contamination as part of 
the plumbing regulations. 

Water Main. The water (street) main is a water-supply pipe for public or 
community use. 

► The water main may be installed in the public street or alley or within 
private property, but as long as it is under the jurisdiction of the munici- 
pality or water company it is not part of the plumbing system. 

Water Outlet. A water outlet, as used in connection with the water-dis- 
tributing .system, is the discharge opening for the water (1) to a fixture; (2) to 
atmospheric pressure (except into an open tank which is part of the water- 
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supply system); (3) to a boiler or heating system; (4) to any water-operated 
device or equipment requiring water to operate, but not a part of the plumbing 
system. 

► Protection against possible backflow of contaminated water or toxic 
liquids into a water outlet is still the responsibility of the administrative 
authority in charge of plumbing in order to safeguard the potability of the 
water. 

Water Riser Pipe. See Riser. 

Water-service Pipe. Tlie water-service pipe is the pipe from the water main 
or other source of water supply to the building served. 



► Figure 1-49 illustrates water-service pipe as generally classified in 
several communities. 


Water-supply System. The water-supply sj'^stem of a building or premises 
consists of the water-service pipe, the water-distributing pipes, and the neces- 
sary connecting pipes, fittings, control valves, and all appurtenances in or 
adjacent to the building or premises. 

Wet Vent. A wet vent is a vent which receives the discharge from wastes 
other than water closets. 



W.C. 


u 


SINK OR 
LAVATORY 

ky 

SANITARY TEE 
-‘-WET VENT 




BRANCH 


-STACK 


Fig. 1-50 


LAV 


l?1 




BRANCH 


WET VENT 
LONG TY 

I bath 

'-'TUB OR 
SHOWER 


A wet vent also serves as a waste, but is limited to small-rated fixtures 
(not more than three fixture units each), and the wet vent is loaded to not 
more than half of its capacity. See Fig. 1-60. 
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Yoke Vent. A yoke vent is a pipe connecting upward from a soil or waste 
stack to a vent stack for the purpose of preventing pressure changes in the 
stacks. 
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STACK 
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Fig. 1-51 


► A yoke vent is also called a relief vent See Fig. 1-51. 



CH AFTER 2 


General Regulations 


2.1 Conformance with Code 

2.1.1 All plumbing sj'stems hereafter installed shall conform at least with the 
proAUsions of this Code. 

► The requirements prescribed within the National Plumbing Code may be 
considered the minimum deemed necessary adequately to safeguard the 
health and safety of any community from the potential hazards which are 
inherent in the installation of a plumbing system. 

2.2 Grade of Horizontal Drainage Piping 

2.2.1 Horizontal drainage piping shall be run in practical alignment at a uni- 
form grade. 

► See the table giving approximate flow velocity of sewage for given slopes 
and pipe diameters on page 11-6. 

It is good practice to design for velocities of approximately 2 feet per 
second in order to scour the pipes, thus lessening the possibility of 
stoppages. 

The generally recommended slopes are for pipes 3 inches in diameter 
and less at 3'^-inch fall per foot and for pipes 4 inches in diameter and 
larger at J>^-inch fall per foot, 

2.3 Change in Direction 

2.3.1 Fittings. Changes in direction in drainage piping shall be made by the 
appropriate use of 45 degree wyes, long- or-short-sweep quarter bends, sixth, 
eighth, or sixteenth bends, or by a combination of these or equivalent fittings. 
Single and double sanitary tees and quarter bends may be used in drainage lines 
only udiere the direction of flow is from the horizontal to the vertical. 

2.3.2 Short Sweeps. Short sweeps not less than 3 inches in diameter may be 
used in soil and waste lines where the change in direction of flow is either from 
the horizontal to the vertical or from the vertical to the horizontal and may be 
used for making necessary offsets between the ceiling and the next floor above. 
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Fig. 2-1 


► Figure 2-1 illustrates paragraphs 2.3.1 and 2.3.2 as they concern change 
in direction. 
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Diameter of pipe i 
(in.) 

Install 

Vertical 

Horizontal 

3 and larger 

1 1 

A short sweep, or a 90-deg long-turn 
drainage elbow 

Horizontal. . . 

Vertical 

3 and larger 

A quarter bend, or a 90-deg short- 
turn fitting 

Vertical 

Horizontal 

Less than 3 

A long sweep, or an extra-long-turn 
elbow 

Horizontal. . . 

Vertical 

Less than 3 

A quarter bend, or a 90-deg short- 
turn fitting 

For venting in 

anv direction 

A quarter bend, or a 90-deg short- 
turn fitting 


2.4 Fittings and Connections 

2.4.1 Fittings Prohibited. No fitting having a hub in the direction opposite 
to flow or tee branch shall be used as a drainage fitting. No running threads, 
bands, or saddles shall be used in the drainage system. No drainage or vent 
piping shall be drilled or tapped. 

► All fittings used for connecting drainage piping or for change in direction 
in the drainage system must be of a type and installed in a manner that 
tmder normal conditions of flow will prevent gorging and stoppage of 
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piping, air binding, undue frictional losses, and unnecessary pipe noises. 
This paragraph does not prohibit special fittings and connections made for 
special purposes or specially designed for drainage and vent piping, such as 
fittings specially made for wall-himg fixtures (water-closet bowls, urinals, 
sinks); nor does it prohibit commercially known F & W, Stringer, or 
similar fittings. 


2.4.2 Heel or Side-inlet Bend. A heel or side-inlet quarter bend shall not 
be used as a vent when the inlet is placed in a horizontal position. 

^ 0^8 

R.H. SIDE LOW HEEL HIGH HEEL 
INLET INLET INLET 

QUARTER BENDS 
Fig. 2-2 

► When intended for service as a vent, but installed incorrectly, a heel or 
side inlet of a quarter bend soon becomes clogged. The correct positions 
for service as a vent are when using a side-inlet quarter bend, side-inlet 
upright, or full-size hub horizontal; when using a high-heel inlet, heel 
upright, or full-size hub upright; when using a low-heel inlet, heel upright. 

All side inlets may be used as branch waste connections in any position. 


2.4.3 Obstruction to Flow. No fitting, connection, device, or method of 
installation which obstructs or retards the flow o5 water, wastes, sewage, or 
air in the drainage or venting systems in an amount greater than the normal 
frictional resistance to flow shall be used unless it is indicated as acceptable in 
this Code or is approved by the administrative authority as having a desirable 
and acceptable function and as of ultimate benefit to the proper and continuing 
functioning of the plumbing S5^stem. The enlargement of a 3-inch closet bend 
or stub to 4 inches shall not be considered an obstruction. None of the methods 
described in paragraphs 2.28.1, 2.28.2, and 2.28.3 shall be considered as obstruc- 
tion to flow. 
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Until water-closet outlets are so designed as to permit a 3-inch standard 
floor flange, it is necessary to increase the bend or stub at the floor line 
to 4 inches in diameter in order to accommodate the horn or closet outlet. 
See Fig. 2-3. 


2.5 Repairs and Alterations 

2.5.1 Existing Buildings. In existing buildings or premises in which plumb- 
ing installations are to be altered, repaired, or renovated, deviations from the 
provisions of this Code are permitted, provided such deviations are found to be 
necessary, conform to the intent of this Code, and are approved in writing by 
the administrative authority, 

2.5.2 Health or Safety. TOierever compliance with all the provisions of this 
code fails to eliminate or alleviate a nuisance which may involve health or safety 
hazards, the owner or his agent shall install such additional plumbing or drain- 
age equipment as may be found necessary by the administrative authority. 


2.6 Sewer and Water Pipes 

2.6.1 Water-service pipes, or any underground water pipes, shall not be runj3^ 
laid in the same trench as the building sewer or drainage piping, except as pro- 
vided for in Chaps. 10 and 11. 

► See Part III for research and testing of various piping materials and their 
characteristics as to loads, joints, and root penetration. 

2.7 Trenching, Excavation, and Backfill 

2.7.1 Support of Piping. Buried piping shall be supported throughout its 
entire length. 

2.7.2 Tunneling and Driving. Tunneling ma}^ be done in yards, courts, or 
driveways of any building site. ViTien pipes are driven, the drive pipe shall be at 
least one size larger than the pipe to be laid. 

2.7.3 Open Trenches. All excavations required to be made for the installa- 
tion of a building-drainage s 3 -stem, or any part thereof within the walls of a 
building, shall be open trench work and shall be kept open until the piping has 
been inspected, tested, and accepted. 

2.7.4 Mechanical Excavation. Mechanical means of excavation may be 
used. 

2.4.5 Backfilling. Adequate precaution shall be taken to ensure proper 
compactness of backfill around piping without damage to such piping. 

2.7.6 Backfill Material. Trenches shall be backfilled in thin layers to 
12 inches above the top of the piping with clean earth which shall not contain 
stones, boulders, cinder fill, or other materials which would damage or break the 
piping or cause corrosive action. Mechanical devices such as bulldozers, 
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graders, etc., may then be used to complete backfill to grade. Fill shall be 
properly compacted. 

^ When excavating a trench, sufficient undisturbed earth should remain 
at the bottom so that the pipe, both joints and barrel, rests on and is fully 
supported by undisturbed earth. 

2.8 Structural Safety 

2.8.1 In the process of installing or repairing any part of a plumbing and 
drainage installation, the finished floors, walls, ceilings, tilework, or any other 
part of the building or premises which must be changed or replaced shall be left 
in a safe structural condition as determined by the proper administrative 
authority, 

► In the case of the proper administrative authority, reference is made to 
the safety of the structure. Therefore, the building department is the 
proper authority. 

2.9 Workmanship 

2.9.1 Workmanship shall conform to generally accepted good practice. 

2.10 Protection of Pipes 

2.10.1 Breakage and Corrosion. Pipes passing under or through walls 
shall be protected from breakage. Pipes passing through or under cinder or 
concrete or other corrosive material shall be protected against external cor- 
rosion by protective coating, wrapping, or other means which will prevent such 
corrosion. 

2.10.2 Cutting or Notching. No structural member shall be weakened or 
impaired by cutting, notching, or otherwise, except to the extent permitted by 
the proper administrative authority. 

2.10.3 Pipes through Footings or Foundation Walls. A soil or waste 
pipe or building drain passing under a footing or through a foundation wall 
shall be provided with a relieving arch; or there shall be built into the masonry 
wall an iron-pipe sleeve two pipe sizes greater than the pipe passing through, or 
equivalent protection shall be provided as may be approved in writing by the 
administrative authority. 

2.10.4 Freezing. No water, soil, or waste pipe shall be installed or permitted 
outside of a building or in an exterior wall unless adequate provision is made to 
protect such pipe from freezing where necessary. 

► The entire plumbing system should be reasonably safe against leakage 
of water or gases due to defective materials, imperfect connections, chem- 
ical corrosion, settlement, vibrations of the ground or structure, temper- 
ature changes, freezing, or other causes due to installation or due to 
damages caused to the struchxre. 
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2.11 Damage to Drainage System or Public Sewer 

2.11.1 It shall be unla^rful for any person to deposit by any means into the 
building drainage system or sewer any ashes; cinders; rags; inflammable, 
poisonous, or explosive liquids; gases; oils; grease; or any other material which 
would or could obstruct, damage, or overload such sj'^stem or sewer. 

► The discharge from the new type of plumbing appliances used for food- 
waste grinding and washing machines is not intended to be included as 
being unlawful. 


2.12 Industrial Wastes 

2.12.1 Wastes detrimental to the public sewer system or detrimental to the 
functioning of the sewage-treatment plant shall be treated and disposed of as 
found necessary and directed by the administrative authority or other authority 
having jurisdiction. 

It is further intended that for commercial or industrial installations the 
following information pertaining to characteristics of the wastes should be 
given to the administrative authority: 

(a) Nature of processing which yields the waste. 

(b) Composition and concentration of chemical mixtures in process. 

(c) Quantity of waste to be treated and to be wasted into the system. 

(d) Water demands of the industrial process. 

(e) Kind of waste treatment to be used, its capacities, methods of treat- 
ment, nature and disposition of products resulting from treatment. 


2.13 Sleeves 

2.13.1 Annular space between sleeves and pipes shall be filled or tightly 
calked with coal tar or asphaltum compound, lead, or other material found 
equally effective and approved as such by the administrative authority. 
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Fig. 2-4 



GENERAL REGULATIONS 


2-7 


► Figure 2-4 illustrates an annular space to be made watertight, where it is 
essential to prevent surface water from entering the building or where a 
pipe passing through a floor is to be made watertight. 


2.14 Ratproofing 

2.14.1 Exterior Openings. All exterior openings provided for the passage 
of piping shall be properly sealed with snugly fitting collars of metal or other 
approved ratproof material securely fastened into place. 

2.14.2 Interior Openings. Interior openings through walls, floors, and 
ceilings shall be ratproofed as found necessary by the administrative 
authority. 


2.15 Used or Secondhand Equipment 

2.15.1 It shall be unlawful to purchase, sell, or install used equipment or mate- 
rial for plumbing installation unless it complies with the minimum standards 
set forth in this Code. 


► Fixtures, piping, and other equipment to be installed in a plumbing sys- 
tem must conform to the minimum standards of the plumbing code. 
Used pipe of tmknown source is dangerous to use in the potable-water 
system because of the serious health hazard involved. 


2.16 Condemned Equipment 

2.16.1 Any plumbing equipment condemned by the administrative authority 
because of wear, damage, defects, or sanitary hazards shall not be reused for 
plumbing purposes. 


2.17 Depth of Building Server and Water Service (outside of 
Building) 

2.17.1 Sewers and water-service piping shall be installed below the recorded 

frost penetration, but in no case less than feet inches 

for sewer and feet inches for water piping below 

grade. 


Spaces left open are to be filled, based on local conditions. In southern 
repons though there is no frost to contend with, heavy traffic requires a 
minimum depth, depending on the location and type of roadbed. In 
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northern areas, the depth will depend on frost penetration plus an addi- 
tional margin of safety. 

2.18 Piping in Relation to Footings 

2.18.1 Parallel. No piping shall be laid parallel to footings or outside bear- 
ing walls closer than 3 feet, except as may be approved by the administrative 
authority upon a finding that a lesser distance is safe. 

2.18.2 Depth. Piping installed deeper than footings or bearing walls shall 
be 45 degrees therefrom, except as may be approved by the administrative 
authority upon a finding that a greater angle is safe. 
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► Figure 2-6 illustrates this requirement. 

2.19 Drainage below Server Level 

2.19.1 Drainage piping located below the level of the sewer shall be installed 
as provided for in Chaps. 10 and 11. 
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Fig. 2-6 


► Fixtures or drainage piping located below the invert of the sewer in the 
street or place of disposal requires a separate system of piping. The 
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fixture discharge is to be made by gravity into a tight ejector pit and then 
pumped by mechanical means into the building drain or as a separate 
connection into the building sewer. See Fig. 2-6. 


2.20 Connections to Plumbing System Required 

2.20.1 All plumbing fixtures, drains, appurtenances, and appliances used to 
receive or discharge liquid wastes or sewage shall be connected properly to the 
drainage system of the building or premises, in accordance with the require- 
ments of this Code. 


2.21 Sewer Required 

2.21.1 Every building in which plumbing fixtures are installed shall have a 
connection to a public or private sewer except as provided in paragraph 2.22.1. 


2.22 Individual or Private Sewage-disposal System 

2.22.1 When a public sewer is not available for use, sewage and drainage 
piping shall be connected to an individual sewage-disposal system found to be 
adequate and approved by the administrative authority. 

► A private sewage-disposal system may be a community sewage-disposal 
plant or a septic tank for an individual home. See Chap. 16, Individual 
Sewage-disposal System. 


2.23 Location of Fixtures 

2.23.1 Light and Ventilation. Plumbing fixtures, except drinking foun- 
tains and single lavatories, shall be located in compartments or rooms provided 
with ventilation and illumination conforming to recognized published standards. 


Mechanical ventilation and electric lighting are being recognized as 
equal to ventilation and illumination through windows, skylights, or shafts. 
Modem equipment lends itself to automatic and reliable operation. 

2.23.2 Improper Location. Piping, fixtures, or equipment shall not be 
located in such a manner as to interfere with the normal operation of windows, 
doors, or other exit openings. 


► 


Figure 2-7 illustrates recommended minimum spacing about bathroom 
and toilet-room fixtures. 



2-10 


NATIONAL PLUMBING CODE 






Fio. 2-7 


2.24 Piping Measurements 

2.24.1 Except where otherwise specified in this Code, all measurements 
between pipes or between pipes and walls, etc., shall be made to the center lines 
of the pipes. 


2.25 Venting 

2.25.1 The drainage system shall be provided with a system of vent piping 
which will permit the admission or emission of air so that under no circumstance 
of normal or intended use shall the seal of any fixture trap be subjected to a 
pressure differential of more than 1 inch of water. 

► Schedules of pipe sizes and loading tables have been developed so that 
under normal conditions pressures of fixture traps within the plumbing 
system will not develop more than 1 inch of water-pressure differential. 
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2.26 Ventilation Ducts 

2.26.1 Ventilation ducts from washrooms and toilet rooms shall exhaust to the 
outer air or form an independent system, 

f 

I 

2.27 Water-closet Connections 

2.27.1 Lead. Three-inch lead bends and stubs may be used on water closets 
or similar eoaaeGtions, provided the inlet is -dressed or expanded to receive a 
4^inch floor flange. 

2.27.2 Iron. Three-inch bends may be used on water closets or similar con- 
nections, provided a 4- by 3-inch floor flange is used to receive the fixture horn. 

2.27.3 Reducing. Four- by three-inch reducing bends are acceptable. 



► The present trend is to standardize the use of a 3-inch water-closet 
bend with a 3-inch floor flange. The new type water closets with a very 
short horn at the outlet permit the use of 3-inch floor flanges. Wall- 
closet fittings for wall-hung fixtures are generally provided with straight 
thread couplings for adjustment when hanging fixtures. A permanent 
gas and watertight connection must be obtained by means of gaskets, 
or other satisfactory means. All metal parts coming in contact with 
fixture discharge should be corrosion resistant. Chairs supporting fixtures 
should not impose any of the fixture weight onto the interior wall of the 
structure. See Fig. 2-8. 

2.28 Dead Ends 

2.28.1 In the installation or removal of any part of a drainage system, dead 
ends shall be avoided except where necessary to extend a cleanout so as to be 
accessible. 
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Fig. 2-9 


► Any piping extended 2 feet or more for any purpose except as an exten- 
sion to a cleanout is a dead end. See Fig. 2-9. 


2.29 Toilet Facilities for Workmen 

2.29.1 Suitable toilet facilities in accordance with Table 7.21.2 shall be pro- 
vided and maintained in a sanitary condition for the use of workmen during 
construction. 



CHAPTER 3 


Materials — Qualify and Weight 


3.1 Materials 

3.1.1 Minimum Standards. The materials listed in this chapter shall con- 
form at least to the standards cited when used in the construction, installation, 
alteration, or repair of any part of a plumbing and drainage sj^stem, except that 
the administrative authority shall allow the extension, addition, or relocation of 
existing sod, waste, or vent pipes with materials of like grade or quality. 


Substitutions found necessary should be permitted when in the con- 
sidered judgment of the administrative authority such substitutions con- 
form to the intent of the Code. 


3.1.2 Use of Materials. Each material listed in Table 3.5 shall conform to 
at least one of the standards cited opposite it. Its use shall be further governed 
by the requirement imposed in other chapters of the Code. Materials not 
included in the table shall be used only as provided for in paragraph 3.1.1. 
Materials shall be free of manufacturing defects or damage, however occasioned, 
which would, or would tend to, render such materials defective, unsanitary, or 
otherwise improper to accomplish the purpose of this Code. 


Each chapter of the Code indicates the general requirements of material 
for specific systems. See Part III for a resume of specifications applicable 
to materials included in Table 3.1.1. 


3.1.3 Specifications for Materials. Standard specifications for materials 
for plumbing installations are listed in Table 3.5. Products conforming at 
least to any of the specifications listed for a given material shall be considered 
acceptable. 

XoTE 1. Abbreviations used in Tables 3.5 refer to standards or specifications 
as identified below. 

American Standards approved by the American Standards Associa- 
tion, 70 East 45th Street, Xew York 17, N.Y. 

Standards and Tentative Standards published by the American 
Society for Testing Materials, 1916 Race Street, Philadelphia 3, Pa. 

3-1 


ASA 

ASTM 
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FS Federal Specifications published by the Federal Specifications Board 

and obtained from the Superintendent of Documents, Government 
Printing Office, Washington 25, D.C. 

AWWA Standards and Tentative Standards published by the American 
Water Works Association, 500 Fifth Avenue, New York 18, N.Y. 

CS Commercial Standards representing recorded voluntary recom- 

mendations of the trade, issued by the U.S. Department of Com- 
merce and obtainable from the Superintendent of Documents, 
Government Printing Office, Washington 25, D.C. 

MSS Standards published by the Manufacturers Standardization Society 
of the Valve and Fittings Industry, 420 Lexington Avenue, New 
York 17, N.Y. 

SPR Simplified Practice Recommendations representing recorded recom- 
mendations of the trade and issued by the U.S. Department of 
Commerce, Washington 25, D.C. 

Note 2. ASTM standards are issued under fixed designations; the final 
number indicates the jmar of original adoption, or in the case of revision, the 
year of last revision. T indicates Tentative. In the CS series of standards, 
also, the final number indicates the year of issue. For Federal Specifications, 
the year indicated in Table 3.5 is that of the date of issue or that of the latest 
revision or amendment. 

Note 3. All standards and specifications for materials are subject to change. 
Designations carrying indication of the jmar of issue may thus become obsolete. 
Table 3.5 gives the full designations of standards current at the time this Code 
is printed. As provided in paragraph 3.4.1, the administrative authority is 
required to review this table and have it brought up to date at intervals not 
exceeding 2 years. 

3.1.4 Identification of Materials. Each length of pipe and each pipe 
fitting, trap, fixture, and device used in a plumbing system shall have cast, 
stamped, or indelibly marked on it the maker’s mark or name, the weight, type, 
and classes of the product, when such marking is required by the approved 
standard that applies. 


► Most manufacturers desire to trade-mark their products, not only as an 
indication of quality but to be able to identify them after they have been 
installed. 


.3.2 Special Materials 

3.2.1 Lead. See Table 3.5. Sheet lead shall be not less than the following: 
For safe pans — ^not less than 4 pounds per square foot 

For flashings of vent terminals — not less than 3 pounds per square foot 
Lead bends and lead traps shall be not less than inch wall thickness. 

3.2.2 Copper. Sheet copper shall be not less than the following: 

Safe pans — 12 ounces per square foot 

Vent-terminal flashings — 8 ounces per square foot 
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3.2.3 Calking ferrules shall be manufactured from red brass and shall be in 
accordance with the following: 


Pipe sizes (in.) 

1 

Inside 

diameter 

(in.) 

1 

1 

j 

Length 

(in.) 

Minimum 

weight 

each 

Lb Oz 

2 




3 

m 

4M 


4 

4M 

4>i 



3.2.4 Soldering bushings shall be of red brass in accordance with the 
following: 


Pipe sizes (in.) 

Minimum 
weight each 

Pipe sizes (in.) 

Minimum 
weight each 

Lb 

Oz 

Lb 

Oz 

iH 

0 

6 

2^ 

1 

6 


0 

8 

3 

2 

0 

2 

0 

14 


3 

8 


3.2.5 Floor Flanges. Floor flanges for water closets or similar fixtures shall 
be not less than inch thick for brass, y'i inch thick and not less than 2-inch 
calking depth for cast iron or galvanized malleable iron. If of hard lead, they 
shall weigh not less than 1 pound 9 ounces and be composed of lead alloy with 
not less than 7.75 per cent antimony b 3 '' weight. 

Flanges shall be soldered to lead bends or shall be calked, soldered, or screwed 
to other metal. 

Closet screws and bolts shall be brass. 

► Bolts and nuts for wall hanging fixtures shall be of heavy-construction 
steel to fully carry the weight that will be placed on the carrier by the 
fixture and users. 

3.2.6 Cleanouts 

(a) Cleanout plugs shall be of brass and shall conform to Federal Specifica- 
tion WW-P-401. 

(b) Plugs may have raised square or countersunk heads. 

(c) Countersunk heads should be used where raised heads may cause a 
hazard. 
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► See Part III for descriptive data on cleanouts. 


3.3 Alternate Materials and Methods 

3.3.1 Existing Premises. In existing buildings or premises in which plumb- 
ing installations are to be altered, repaired, or renovated, the administrative 
authority has discretionary powers to permit deviation from the provisions of 
this Code, provided that such a proposal to deviate is first submitted for proper 
determination in order that health and safety requirements, as they pertain to 
plumbing, shall be observed. 

► If it is necessary to use certain materials or methods of design in order 
to match previous work, it may be done provided the previous work is not 
a health hazard. 

3.3.2 Approval. Provisions of this Code are not intended to prevent the use 
of any material, device, method of assemblage or installation, fixture, or appur- 
tenance not specifically authorized, provided such alternate has been approved 
by the administrative authority, in accordance with this section. 

► New material is acceptable provided the suitability of such material, 
device, or method has been proved by test or experience to the satisfaction 
■ of the administrative authority. 

3.3.3 Evidence of Compliance. The administrative authorit}’’ shall require 
sufficient evidence to enable him to judge whether proposed alternates meet the 
requirements of this Code for safetj'^ and health. 

3.3.4 Tests. TlTien there is insufficient evidence to substantiate claims for 
alternates, the administrative authoritj'^ may require tests of compliance as 
proof to be made b5'' an approved agency at the expense of the applicant. 

3.3.5 Test Procedure, Tests shall be made in accordance with generally 
recognized standards; but in the absence of such standards, the administrative 
authority shall specify the test procedure. 

3.3.6 Repeated Tests. The administrative authority may require tests to 
be repeated if, at any time, there is reason to believe that an alternate no longer 
conforms to the requirements on which its approval was based. 


3.4 Approved Materials 

3.4.1 Periodic Review. The administrative authority shall periodically, at 
least once every 2 3'ears, review the approved list of specifications and standards 
for materials in Table 3.5 and in Chap. 7, Plumbing Fixtures, to check the 
designations, numbers, etc., which are used for identification, and if there are 
later issues shall submit them for their legal adoption. 

Note. All standards and specifications for materials are subject to change; 
therefore thej’^ need to be reviewed and brought up to date periodically. It is 
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particularly important to review those standards and specifications which show 
a year of approval. Often such standards become obsolete in later years. 

► For example, the Cast Iron Soil Pipe Institute, in 1961, established a 
new standard for service-weight pipe, prescribing that there be only two 
weights of pipe — extra heavy and service weight. This new standard 
rendered obsolete and possibly unavailable several weights that were 
previously available. 

3.4.2 Specific Usage. Each chapter of this Code indicates specifically the 
type of material permitted for the various parts of the plumbing sj'stem. The 
standards for each of those materials are given in Table 3.5. 

3.5 (See Table 3.5.) 
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All burrs shall be removed. Pipe ends shall be reamed or filled out to size of 
bore, and all chips shall be removed. Pipe-joint cement and paint shall be used 
only on male threads. 


PITCH OF THE THREAD 
TAPER 


AMERICAN 
NATIONAL 
TAPER PIPE 
THREAD 


THREAD ANGLE 60° FROM THE ROOT 
"CREST" OR "TOP" OF THREAD 



IMPERFECT THREADS 


EFFECTIVE 

THREADS 

Fig. 4-2 


► Figure 4-2 illustrates various portions of a threaded pipe end. 

4.2.3 Wiped Joints. Joints in lead pipe or fittings, or between lead pipe or 
fittings and brass or copper pipe, ferrules, solder nipples, or traps, shall be full- 
wiped joints. Wiped joints shall have an exposed surface on each side of a 
joint not less than % inch and at least as thick as the material being jointed. 
Wall or floor flange lead-wiped joints shall be made by using a lead ring or 
flange placed behind the joint at wall or floor. Joints between lead pipe and 
cast iron, steel, or wrought iron shall be made by means of a calking ferrule, 
soldering nipple, or bushing. 



LEAD 



LEAD 


WIPED 
SOLDER 
^dOINT 


APPROXIMATELY I 


WIPED BRANCH 
JOINT 


Fig. 4-3 


► Figure 4-3 illustrates the appearance of a 3- by lJ4"inch wiped branch 
joint. The dimensions of the joint at points A for IJ^-inch lead pipe 
should be about 1 inch. Branch joints are generally narrower than round 
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4.2.4 Soldered or Sweat Joints. Soldered or sweat joints for tubing shall 
be made with approved fittings. Surfaces to be soldered or seated shall be 
cleaned bright. The joints shall be properly fluxed and made with approved 
solder. Joints in copper water tubing shall be made by the appropriate use of 
approved brass water fittings, properly sweated or soldered together. 



► Copper tube and fittings are readily soldered because the oxides are 
easily reduced by ordinary fluxes, so that the surfaces to be soldered can 
be kept chemically clean while they are being jointed by solder. 

Part III contains general data on solders and their application as well as 
information on annular space requirements. 


4.2.5 Flared Joints. Flared joints for soft-copper water tubing shall be 
made with fittings meeting approved standards. The tubing shall be expanded 
with a proper flaring tool. 



Figure 4-6 illustrates a flared fitting cut away, which shows the anchor- 
age of the flared tube by the coupling shank. Where flared fittings are 
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used under streets or other locations subject to vibrations from traffic 
or heavy equipment, it is safe to tack the fitting with a drop of solder on 
each side of the coupling at point X. This will prevent loosening of the 
coupling and possible leaks occurring at the joint of the anchorage of the 
tube. 

4.2.6 Hot-poured Joints. Hot-poured compound for clay or concrete 
sewer pipe shall not be water absorbent and when poured against a dry surface 
shall have a bond of not less than 100 pounds per square inch. All surfaces of 
the joint shall be cleaned and dried before pouring. If wet surfaces are unavoid- 
able, a suitable primer shall be applied. Compound shall not soften sufficiently 
to destroy the effectiveness of the joint when subjected to a temperature of 
160°F nor be soluble in any of the waste carried by the drainage system. 
Approximately 25 per cent of the joint space at the base of the socket shall be 
filled with jute or hemp. A pouring collar, rope, or other device shall be used to 
hold the hot compound during pouring. Each joint shall be poured in one 
operation until the joint is filled. Joints shall not be tested until 1 hour after 
pouring. 

1.2.7 Precast Joints. Precast collars shall be formed in both the spigot 
and bell of the pipe in advance of use. Collar surfaces shall be conical with 
side slopes of 3 degrees with the axis of the pipe, and the length shall be equal 
to the depth of the socket. Prior to making joint contact, surfaces shall bo 
cleaned and coated with solvents and adhesives as recommended in the stand- 
ard. When the spigot end is inserted in the collar, it shall bind before contact- 
ing the base of the socket. Material shall be inert and resistant to both acids 
and alkalies. 

4.2.8 Brazed Joints. Brazed joints shall be made in accordance with the 
provisions of Section 6 of the Code for Pressure Piping, .A^S.A. B31. 1-1951. 

► Brazed joints where necessary would mostly be used for water piping 
rather than drainage piping. An example of necessary brazing or welding 
would be in a replacement job where it would be impossible to remove and 
reinstall a piece of pipe. Brazing or welding of vent piping is satisfactory 
except where there are labor restrictions. 


4.2.9 Cement Mortar Joints. Cement joints shall be used only when 
specifically permitted in other chapters of this Code or when approved by the 
administrative authority, as sufficient to accomplish the purpose of this Code. 
A layer of jute or hemp shall be inserted into the base of the joint space and 
rammed to prevent mortar from entering the interior of the pipe. Jute or hemp 
shall be dipped into a slurry suspension of portland cement in water prior to 
insertion into bell. Not more than 25 per cent of the joint space shall be used 
for jute or hemp. The remaining space shall be filled in one continuous opera- 
tion with a thoroughly mixed mortar composed of 1 part cement and 2 parts 
sand, with only sufficient water to make the mixture workable by hand. After 
hour of setting, the joint shall be rammed around the entire periphery with a 
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blunt tool to force the partially stiffened mortar into the joint and to repair any 
cracks formed during the initial setting period. Pipe interior shall be swabbed 
to remove any material that might have fallen into the interior. Additional 
mortar of the same composition shall then be troweled so as to form a 45-degrce 
taper with the barrel of the pipe. 

► Generally it is difficult to achieve a rootproof joint. The power of 
seemingly fragile roots to break through is one of nature’s miracles. 


4.2.10 Burned Lead .Joints. Burned (welded) lead joints shall be lapped, 
and the lead shall be fused together to form a uniform weld at least as thick as 
the lead being joined. 


► Lead burning in plumbing work is an art which is rapidly disappearing 
because of shortage of experienced mechanics. Lead burning and lead 
brazing are very satisfactory if done skillfully. 

4.2,11 Asbestos-cement Sewer-pipe .Joints- Joints in asbestos-cement 
pipe shall be made with sleeve couplings of the same composition as the pipe, 
sealed with rubber rings. Joints between asbestos-cement pipe and metal pipe 
shall be made by means of an adapter coupling calked as required in paragraph 

4.2.1. 




► 


Figure 4-6 illustrates a joint between two lengths of asbestos-cement 
pipe. See Part III for data and performance of this type of piping. 


4.2.12 Bituminized-fiber Pipe Joints. Joints in bituminized-fiber pipe 
shall be made with tapered-type couplings of the same material as the pipe. 
Joints between bituminized-fiber pipe and metal pipe shall be made by means of 
an adapter coupling calked as required in paragraph 4.2.1. 
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► Bituminized-flber pipe is used for house-to-street sewer connections. 
The pipe and fittings have mating tapers which when properly swaged 
together form a watertight root-resistant connection. This pipe can be 
cut with an ordinary hand saw. The pipe and couplings are joined by 
placing a wood block against the last coupling and hitting it with a few 
blows of a hammer to drive the lengths together inside the coupling. The 
same process is used for joining couplings. The pipe comes in 8-foot 
lengths and weighs 2.7 pounds per foot of 4-inch pipe. 


4.3 Use of Joints 

4.3.1 Clay Server Pipe. Joints in vitrified-clay pipe or between such pipe 
and metal pipe shall be made as provided in paragraphs 4.2.6 and 4.2.7. 

4.3.2 Concrete Sewer Pipe. Joints in concrete sewer pipe or bet-ween such 
pipe and metal pipe shall be made as provided in paragraphs 4.2.6 and 4.2.7. 

4.3.3 Cast-iron Pipe. Joints in cast-iron pipe shall be either calked or 
screwed, as provided in paragraphs 4.2.1 and 4.2.2. 

4.3.4 Screw Pipe to Cast Iron. Joints between wrought-iron, steel, brass, 
or copper pipe and cast-iron pipe shall be either calked or threaded joints made 
as provided in paragraphs 4.2.1 and 4.2.2 or shall be made with approved 
adapter fittings. 

4.3.5 Lead to Cast Iron, Wrought Iron, or Steel. Joints between lead 
and cast-iron, wrought-iron, or steel pipe shall be made by means of wiped 
joints to a calking ferrule, soldering nipple, or bushing as provided in paragraph 
4.2.3. 

4.3.6 Copper Water Tnbe. Joints in copper tubing shall be made either 
by the appropriate use of approved copper fittings, properlj^ sweated or soldered 
together, or by means of approved compression fittings as provided in para- 
graphs 4.2.4 and 4.2.5. 


► See Part HI for information ofl copper tube. 
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4.4 Special Joints 

4.4.1 Copper Tubing to Screwed Pipe Joints. Joints from copper tubing 
to threaded pipe shall be made by the use of brass converter fittings. The 
joint between the copper pipe and the fitting shall be properly sweated or 
soldered, and the connection between the threaded pipe and the fitting shall be 
made with a standard pipe size screw joint. 

4.4.2 Brazing or Welding. Brazing or welding shall be performed in 
accordance with requirements of recognized published standards of practice and 
by licensed or otherwise qualified mechanics except when it is determined by 
the administrative authority to be equivalent procedure for the purpose of this 
Code. 

4.4.3 Slip Joints. In drainage and water piping, slip joints may be used 
only on the inlet side of the trap or in the trap seal and on the exposed fixture 
supply. 

4.4.4 Expansion Joints. Expansion joints must be accessible and may be 
used where necessary to provide for expansion and contraction of the pipes. 

4.4.5 Ground-joint Brass Connections. Ground-joint brass connections 
which allow adjustment of tubing but provide a rigid joint when made up shall 
not be considered as slip joints. 


4.5 Unions (Screwed) 

4.5.1 Drainage System. Unions may be used in the trap seal and on the 
inlet side of the trap. Unions shall have metal-to-metal seats. 


TRAP 

INLET~K3IQ 
UNION OR 
COUPLING 


TRAP SEAL 



UNION OR 
COUPLING WITHIN 
SEAL 


Fig. 4-8 


► Figure 4-8 illustrates a fixture trap and the location of the unions or 
couplings. They must be installed on the fixture side of the trap or 
within the trap seal, so that gas cannot escape into the room in the event 
of a loose connection. 


4.5.2 Water-supply Systems. Unions in the water-supply system shall be 
metal to metal with ground seats. 

Unions may be used anywhere in the water-supply system, except that 
it is poor design to install unions concealed in the building construction 
where a leak may occur and incur costly repair. It is preferable to use 
right and left couplings in order to assure permanent leakproof joints. 
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4.6 Water-closet, Pedestal-urinal, and Trap-standard 
Service 

4.6.1 Fixture connections between drainage pipes and water closets, floor- 
outlet service sinks, pedestal urinals, and earthenware trap standards shall be 
made by means of brass, hard-lead, or iron flanges, calked, soldered, or screwed 
to the drainage pipe. The connection shall be bolted, with an approved gasket 
or washer or setting compound between the earthenware and the connection. 
The floor flange shall be set on an approved firm base. The use of commercial 
putty or plaster is prohibited. 


W. C. HORN 


GASKET 

FLOOR FLANGE 



GASKET COMPRESSED 
BETWEEN HORN OF 
W. C. AND FLANGE TO 
make a gas and 

WATER TIGHT 
CONNECTION 



► The use of putty and plaster is still prevalent in some communities. 
When putty is used, there is no assurance that the connection will remain 
gastight. When plaster is used, there is a possibility of breaking the 
fixture if it has to be removed at any time. See Part III for data on 
off-the-floor fixtures. 

Figure 4-9 shows the accepted method for installing wall-hung and 
floor-mounted fixtures. 



JOINTS AND CONNECTIONS 


4-9 


4.7 Prohibited Joints and Connections 

4.7.1 Dx'ainage System. Any fitting or connection which has an enlarge- 
ment, chamber, or recess with a ledge, shoulder, or reduction of pipe area that 
offers an obstruction to flow through the drain is prohibited. 

4.7.2 No fitting or connection that offers abnormal obstruction to flow shall be 
used. The enlargement of a 3-inch closet bend or stub to 4 inches shall not be 
considered an obstruction. 

4.8 Waterproofing of Openings 

4.8.1 Joints at the roof, around vent pipes, shall be made watertight by the 
use of lead, copper, galvanized-iron, or other approved flashings or flashing 
material. Exterior-wall openings shall be made watertight. 

4.9 Increasers and Reducers 

4.9.1 T^^lere different sizes of pipes, or pipes and fittings are to be connected, 
the proper size increasers or reducers or reducing fittings shall be used between 
the two sizes. 



CHAPTER 5 


Traps and Cleanouts 


5.1 Traps 

5.1.1 Fixture Traps. Plumbing fixtures, excepting those having integral 
traps, shall be separately trapped by a water-seal trap, placed as close to the 
fixture outlet as possible. 

(o) Provided, that a combination plumbing fixture may be installed on one 
trap, if one compartment is not more than 6 inches deeper than the other 
and the waste outlets are not more than 30 inches apart. 


SINK 
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TRAY WASTE CONNECTION 
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30:: EL 
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30 

MAXIMUM*] 


CONTINUOUS WASTE (DRAIN) 
FOR THREE-COMPARTMENT 
SINK, OR THREE TRAYS OR 
THREE LAVATORIES IN BATTERY 



two-fixture continuous 

WASTE WITH CENTER-TRAP 



TWO-FIXTURE CONTINUOUS 
WASTE WITH END -TRAP OUTLET 


Fig. 5-1 


Figure 6-1 illustrates various types of continuous wastes that may be 
used when connecting a two- or three-compartment fixture. In the case 
of a two-compartment sink with a food-waste disposer under one com- 
partment, it is best to use a directional fitting as shown on Fig. 6-2. 


( ) Pro\dded, that one trap may be installed for a set of not more than three 
sing e-compartment sinks or laundry trays or three lavatories immediately 
a jacent to each other in the same room, if the waste outlets are not more than 

5-1 
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DIRECTIONAL FLOW 
FITTINGS ARE MADE 
SO THAT PARTITION 
Ld WITHIN WILL PROVIDE 
FULL WATER WAY ON 

either side. 

Fig. 5-2 


Ld 


30 inches apart and the trap is centrally located when three compartments are 
installed. 



Fig. 5-3 


► A trap for each fixture eliminates odors which develop because of air 
circulation through a continuous waste. Odors are caused by food parti- 
cles, lint, soap, and other wastes which adhere to the sides of the pipe and 
putrefy. Separate fixture traps also prevent backing up of waste into the 
lower compartment of a combination fixture when the compartments are 
of different depths, such as a sink and tray. 

.1.1.2 Distance of Trap to Fixture. The vertical distance from the fixture 
outlet to the trap weir shall not exceed 24 inches. 



Fig. 6-4 
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^ The maximum length of 24 inches is advisable only to meet special 
conditions. The shorter the distance from the fixture outlet to the trap, 
the better the trap will function. A long tailpiece causes greater velocity, 
and excess velocity siphons the trap seal. When the distance from the 
fixttire outlet to the trap weir needs to be more than 12 inches, increase 
the size of the fixture drain one pipe size in order to reduce the velocity 
through the trap and prevent siphonage of the trap seal. 

The same principle applies to the distance from an integral fixture trap, 
as in a water closet, to the connection with a horizontal drain. A water 
closet, of course, is designed and constructed so that flushing will siphon 
its contents. This action also siphons its trap seal, but the trap seal is 
restored by the refill provided in the flush tank or in the flushometer. 
Actually there is no limitation of distance from the outlet of the water 
closet. The limitation applies to the distance from the trap to the vent. 
See Fig. 6-4. 


5.2 Type and Size of Traps and Fixture Drains 

.T.2.1 Trap Size. The size (nominal diameter) of trap for a given fixture 
shall be sufficient to drain the fixture rapidly but in no case less than given in 
Chap. 11, Table 11.4.2. 

5.2.2 Relation to Fixture Drains. No trap shall be larger than the fixture 
drain to which it is connected. 

.5.2.3 Type of Traps 

(а) Fixture traps shall be self-cleaning other than integral traps without 
partitions or movable parts, except as specifically approved in other 
sections of this Code. 

(б) Slip joints or couplings may be used on the trap inlet or within the trap 
seal of the trap if metal-to-metal ground joint is used. 

(c) A trap integral with the fixture shall have a uniform interior and smooth 
waterway. 

5.2.4 Drum Traps 

(a) Drum traps shall be 3 or 4 inches in diameter and shall be provided with a 
water seal of not less than 2 inches. 

(b) The trap screw shall be one size less than the trap diameter. 
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Fig. 5-6 
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The National Plumbing Code as well as most modern local plumbing 
codes recommend the use of P traps and drum traps. See Fig. 6-6. 

A number of other types of trap are on the market, but they are not 
used so commonly as the standard traps, either because they are more 
expensive or because they have some structural complications. 

Properly designed antisiphon traps resist back pressure and self- 
siphonage more effectively than the standard P trap. But because they 
have interior partitions or movable parts, they are apt to clog sooner; or 
they become corroded and the partitions break down. As these accidents 
could happen without the knowledge of the owner, these traps are no 
assurance of safe operation. 

The supposed advantage of the antisiphon trap is that its greater resist- 
ance to siphonage makes it possible to extend the drain line farther without 
venting than Is advisable with a standard trap. Recent laboratory 
research has shown that correct design and correct balancing of the 
drainage system also make safe the installation of unvented drain lines, 
as recommended by the National Plumbing Code. 

Other traps commonly used besides the standard P trap and drum trap 
are shown in Fig. 6-6. 


SELDOM USED OR REQUIRED 



5.3 General Requirements 

5.3.1 Trap Seal. Each fixture trap shall have a water seal of not less than 2 
inches and not more than 4 inches, except where a deeper seal is found necessary 
bj" the administrative authority for special conditions. 



TRAP WEIR 


1 

J-TRAP SEAL 


WATER r^TOPDIP 
^BOTTOM DIP 



:t2" 

TRAP SEAL 


WATER ' 



I"! 


iSEAL 


^REMAINING 

SEAL 


B 

Fio. S-7 


The plumbing system should be designed so that positive or negative 
pressures greater than 1 inch are not developed within the fixture drain. 
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Figure 6-7 illustrates what occurs when a trap is subjected to a negative 
pressure. 

(c) The normal trap seal of the trap. 

(6) A negative pressure siphons the trap seal. 

(c) The pressure removed, the remaining trap seal returns to normal 
position less 1 inch which was siphoned. 

When a 1-inch water seal remains in a 2-inch trap seal, a positive or 
negative pressure meets the same resistance offered by a 2-inch water 
seal. The remaining 1-inch water seal provides the same relative safe- 
guard in preventing sewer gas or vermin passage as does a 2-inch water 
seal. 


ABC 
FIXTURE OUTLET 




Figure 6-8 illustrates what occurs when a trap is subjected to a positive 
pressure. 

(a) The trap seal at normal level. When a positive pressure develops in 
the fixture drain, the seal is pushed upward toward the fixture outlet, 
creating a 4-inch water column as at b. 

(b) When the pressure is removed suddenly, the column of water falls 
and some of the trap seal runs out through the drain as shown at c. 

(c) K the pressure developed in the fixture drain is no greater than 1 inch, 
the seal loss will seldom be more than 1 inch. When a 1-inch seal 
remains in a trap, there is still suflacient water seal to protect the 
system against positive or negative pressure, not exceeding 2 inches. 

5.3.2 Trap Cleanouts 

(a) Each fixture trap, except those cast integral or in combination with fix- 
tures in which the trap seal is readily accessible or except when a portion 
of the trap is readily remoamble for cleaning purposes, shall have an 
accessible brass trap screw of ample size protected b 5 ' this water seal. 

^ Figure 6-9 illustrates a trap with a cleanout at the bottom and a trap 
which can readily be removed for cleaning. 
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(6) Cleanouts on the seal of a trap shall be made tight -ndth threaded cleanout 
plug and approved washer. 

5.3.3 Trap Level and Protection. Traps shall be set true with respect to 
their water seals and, where necessary, they shall be protected from freezing. 

5.3.4 Traps Underground. Underground traps, except P traps into which 
floor drains with removable strainers discharge, shall be provided with accessible 
and removable cleanouts. 

5.3.5 Building (House) Traps 

(a) Each building trap, when installed, shall be provided with a cleanout and 
a relieving vent or fresh-air intake. 

(b) Relieving vents or fresh-air intakes need not be larger than half the 
diameter of the drain to which they connect. 

(c) Building (house) traps shall not be installed except where so required by 
the administrative authority, to accomplish the purpose of this Code. 


FRESH AIR INLET -GOOSENECK OR WALLGRATE 



► Figure 5-10 illustrates cleanouts brought up to grade unless they are 
located in an accessible pit. A fresh-air inlet may be installed through 
the outside grate with a return bend such as a wall grate with a flap 
which prevents foul air from blowing out to the sidewalk or to the outside 
of the building. The majority of local codes do not require a house trap. 

5.3.6 Prohibited Traps 

(a) No trap which depends for its seal upon the action of movable parts shall 
be used. 



TRAPS AND CLEANOUTS 

(b) Full S traps are prohibited. 

(c) Bell traps are prohibited 

(d) Crown-vented traps are prohibited. 


^CROWN-VENTED DRAINAGE 
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BUILDING 
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of a dead-end pipe to the outside of the building wall, with a cleanout 
brought up to grade. This practice is permitted in some communities 
where a public sewer is very shallow. In a one-story building, it is more 
desirable to rod through the vent terminal at the roof than to install a 
long dead-end branch for a cleanout. 


5.4.3 Change of Direction. Cleanouts shall be installed at each change oi 
direction of the building drain greater than 45 degrees. 

5.4.4 Concealed Piping. Cleanouts on concealed piping shall be extended 
through and terminate flush with the finished wall or floor ; or pits or chases may 
be left in the wall or floor, provided they are of sufficient size to permit removal 
of the cleanout plug and effective cleaning of the system. 

5.4.5 Base of Stacks. A cleanout shall be provided at or near the foot of 
each vertical waste or soil stack. For buildings with a floor slab on fill or 
ground or with less than 18-inch crawl space under the floor the following will be 
acceptable in lieu of a cleanout at the base of the stack: The building drain may 
be extended to the outside of the building and terminated in an accessible clean- 
out, or an accessible cleanout may be installed in the building drain downstream 
from the stack not more than 5 feet outside the building wall. 

5.4.6 Building-drain Junction. There shall be a cleanout near the junc- 
tion of the building drain and building sewer or a cleanout with wye branch 
inside the building wall. 

5.4.7 Direction of Flow. Every cleanout shall be installed so that the 
cleanout opens in a direction opposite to the flow of the drainage line or at right 
angle thereto. 

5.4.8 Cleanout plugs shall not be used for the installation of new fixtures or 
floor drains except where approved in writing by the administrative authority. 


-SOIL STACK CLEANOUT 
OUTSIDE GRADEy 


BUILDING ^DEAD END 
DRAIN UNDER 
BUILDING 

Fig. 5-14 


► In an underground drain the cleanout must be brought up to grade or 
to the finished floor, as shown in Fig. B-14. If a cleanout plug is located 
where there is tralBc, the head should be coxmtersunk to prevent accidents 
or breakage. 



TRAPS AND CLEANOUTS 


5-9 


Where it is impossible to extend the cleanout to grade or to the finished 
floor, the plumbing inspector may find it necessary to permit the extension 
of a dead-end pipe to the outside of the building wall with a cleanout 
brought up to grade. This practice is permitted in some communities 
where a public sewer is very shallow. In a one-story building, it is more 
desirable to rod through the vent terminal at the roof than to install a long 
dead-end branch for a cleanout. See Fig. 5-li. 

When the change of direction is 45 degrees or less, it is not necessary 
to provide a cleanout. When the change in direction is more than 46 
degrees — for example, 90 degrees — a cleanout should be required. It is 
also necessary to make the change by means of 46-degree wyes and 
eighth bends. See Fig. 6-16. 



If the cleanout cannot be extended, it can be made accessible by pro- 
viding a plate as shown in Fig. 6-16. The plate g is held in place by a 
long screw /. The cleanout plug may be drilled and tapped to receive the 
long screw by using a raised-head plug e. Where it is necessary to 
conceal a cleanout plug, a covering plate or access door should be provided 
to permit ready access to the plug. 
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Figure B-17 illustrates two cleanouts: (a) raised hex-head cleanout and 
(b) flush slotted cleanout. 



Figure 6-18 illustrates a cleanout with cutoff grooves and long lugs for 
adjustment to the plane of the floor and a round scoriated access cover. 



Fig, 5-lS 


5,5 Size of Cleanouts 

5.5.1 Small Pipes. Cleanouts shall be of the same nominal size as the pipes 
up to 4 inehes and not less than 4 inches for larger piping. 

5.5.2 Large Pipes. For underground piping over 10 inches, manholes shall 
be provided and located at each 90-degree change in direction and at intervals 
of not more than 150 feet . 

5.5.3 Covers. ^letal covers shall be provided for manholes. 
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5.6 Cleanout Clearances 

5.6.1 Large Pipes. Cleanouts on 3-inch or larger pipe shall be so installed 
that there is a clearance of not less than 18 inches for the purpose of rodding. 

5.6.2 Small Pipes. Cleanouts smaller than 3 inches shall be so installed 
that there is a 12-inch clearance for rodding. 

5.6.3 Calking. Cement, plaster, or any other permanent finishing material 
shall not be placed over a cleanout plug. 

5.6.4 Concealment. MHiere it is necessary to conceal a cleanout plug, a 
covering plate or access door shall be provided which will pennit ready access to 
the plug. 
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Fig. 5-19 

^ Figure 6-19 illustrates the clearance from the cleanout to the wall column 
or any other obstruction. There should be at least the same clearance 
vertically so that a mechanic may be able to work with the necessary tools. 

5.7 Cleanout Equivalent 

^ fixture trap or a fixture with integral trap, readils'^ removable without 
t' roughing work, may he accepted as a cleanout equivalent, 
• icre is no more than one 90-degree bend on the line to be rodded. 
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SOIL 
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► Figure 6-20 illustrates a cleanout equivalent. In a one-story dwelling, 
a water-closet connection may be accepted as an accessible cleanout, also 
a sink or lavatory connection when the trap is readily removable. 

5.8 Acidproof Traps 

Where a vitrified-clay or other brittleware acidproof trap is installed under- 
ground, it shall be embedded in concrete to a thickness of 6 inches from the 
bottom and sides of the trap. 

► This requirement does not apply to an acidproof metal trap or a trap 
made of material that will withstand shock or severe use. 




CHAPTER « 


Interceptors — Separators and Backwater Valves 


6.1 Interceptors and Separators 

6.1.1 When Required. Interceptors (including grease, oil, and sand inter- 
ceptors, etc.) shall be provided when, in the judgment of the administrative 
authority, they are necessary for the proper handling of liquid wastes containing 
grease, flammable wastes, sand, and other ingredients harmful to the building 
drainage system, the public sewer, or sewage-treatment plant or processes. 

6.1.2 Approval. The size, type, and location of each interceptor or separator 
shall be approved by the adnjinistrative authorit}’’ in accordance with generally 
accepted standards, and no w'astes other than those requiring treatment or 
separation shall be discharged into any interceptor. 

6.1.3 Separation. A mixture of light and heavy solids or liquids and solids 
having various specific gravities may be treated and then separated in an inter- 
ceptor as approved b}'’ the administrative authority in accordance with para- 
graph 6.1.2. 

► See Part III for data on the sizing of traps and on efldciency tests. 

6.2 Grease Interceptors 

6.2.1 Commercial Buildings. A grease interceptor shall be installed in the 
waste line leading from sinks, drains, or other fixtures in the following establish- 
ments when, in the judgment of the administrative authority, a hazard exists; 
restaurants, hotel kitchens or bars, factory cafeterias or restaurants, clubs, or 
other establishments where grease can be introduced into the drainage system- 
m quantities that can effect line stoppage or hinder sewage disposal. 

6.2.2^ Residential Units. A grease interceptor is not required for individual 
dwelling units or an}’- private living quarters. 

^ In a private home there would seldom he sufficient grease discharged 
to require mandatory installation of a grease interceptor. 

The primary purpose of a grease interceptor is to assure free-flowing 
drainage through pipe lines at all times by intercepting, separating, 
accumulating, and recovering grease from the waste lines. The most 
positive and the simplest means of doing this in a grease interceptor is 

6-1 
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by employing the principle of flotation. The first essential in the oper- 
ation of this principle is the elimination of excessive turbulence of the 
incoming waste. This is accomplished by correctly designed baffles which 
act to retard the flow, thus allowing the grease to separate from the liquid 
and rise to the surface, where it may be skimmed and removed. 

A grease interceptor designed to separate grease globules from waste 
water does not, generally of itself, govern or regulate the flow of liquid 
through it at all times sufficiently to assure the separation, recovery, and 
retention of the maAnum volume of grease. The flow-control fitting is 
utilized to distribute properly the discharge of waste liquid from one or more 
fixtures into the grease interceptor. (See official publication of the Plumb- 
ing and Drainage Institute describing testing and rating procedures for 
grease interceptors — Form PDI-G 101. Complimentary copies are avail- 
able to architects, engineers, plumbing contractors, and plumbing 
inspectors.) 

Figure 6-1 illustrates two widely used grease interceptors. 



6.3 Oil Separators 

6.3.1 An oil separator shall be installed in the drainage system or section of 
the system where, in the judgment of the administrative authority, a hazard 
exists or where oils or other flammables can be introduced or admitted into the 
drainage sj'stem by accident or otherwise. 
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6.4 Sand Interceptors 

6.4.1 Commercial Installations. Sand and similar interceptors for lieat^^ 
solids shall be so designed and located as to be readily accessible for cleaning and 
shall have a water seal of not less than 6 inches. 


6.5 Venting Interceptors 

6.5.1 Relief Vent. Interceptors shall be so designed that they will not 
become air bound if closed covers are used. Each interceptor shall Ire propcrlj’’ 
vented. 
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Fig. 5-2 


► Interceptors should have tight covers, readily removable for cleaning 
and maintenance. The interceptor should be designed so as not to 
become air bound; otherwise its contents might be siphoned. 

Figure 6-2 illustrates a simple installation for a pot sink in a restaurant. 

There is no advantage or need to provide a sink trap when the sink is 
connected to a grease interceptor. The interceptor is a trap and will 
prevent sewer gases from entering the house. A back vent is necessary 
to prevent siphonage of its contents. 

6.6 Accessibility of Interceptor 

6.6.1 Each interceptor shall be so installed as to provide ready accessibility to 
the cover and means for servicing and maintaining the interceptor in working 
and operating condition. The use of ladders or the removal of bulky equip- 
ment m order to sermce interceptors shall constitute a violation of accessibility. 

6.7 Interceptor’s Efficiency 

6.7.1 Flou- Rate. Interceptors shall be rated and approved for their effi- 
ciency as determined by the administrative authority and in accordance with 
generally accepted practice. 
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6.7.2 Approval. No grease interceptor shall be approved until it has suc- 
cessfully passed the testing and rating procedure set up by the administrative 
authority. 

6.7.3 Water Connection. Water connection for cooling or operating aa 
interceptor shall be such that backflow cannot occur. 

► Most interceptors are rated by their efficiency in separating and retain- 
ing grease discharged from a sink, dishwashing machine, or other equip- 
ment which discharges liquids and grease. The rating procedure used 
by most manufacturers and required by most plumbing codes will be 
found in Part III. 

Water-cooled or water-jacketed interceptors have been prohibited in 
most codes because of the possibility of water contamination. A jacket 
separating the waste water and the potable-water supply can readily be 
fractured or corroded, permitting the waste water to contaminate the 
building-supply water. 

6.8 Laundries 

6.8.1 Interceptors. Commercial laundries shall be equipped with an inter- 
ceptor having a removable wire basket or similar device that will prevent strings, 
rags, buttons, or other materials detrimental to the public sewerage ss’^stem from 
passing into the drainage system. 

6.8.2 Intercepting Device. Basket or device shall prevent passage into the 
drainage system of solids }4 inch or larger in size. The basket or device shall 
be removable for cleaning purposes. 
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Fig. 6-3 


► Figure 6-3 illustrates large laundry-basket drains which are installed 
in a trough receiving the discharge from large laundry equipment and 
which prevent clothing, rags, and other material from entering the plumbing 
lines and causing stoppages. Some drains are equipped with a dome 
strainer, offering less chance of debris stopping the openings and causing 
floods. 
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6.9 Bottling Establishments 

6.9.1 Bottling Plants. Bottling plants shall discharge their process wastes 
into an interceptor which will provide for the separation of broken glass or other 
solids, before discharging liquid wastes into the drainage system. 



Basket drains similar to the type shown in Fig. 6-4 are often used to 
prevent broken glass from entering the sewage system. 

In the case of plaster, as in a dental laboratory or doctor’s office, plaster 
separators are recommended. 

Typical hair interceptors are shown in Fig. 6-6. 


6.10 Slaughterhouses 

6.10.1 Separators. Slaughtering-room drains shall be equipped with sepa- 
rators which shall prevent the discharge into the drainage system of feathers, 
entrails, and other materials likely to clog the drainage system. 

6.10.2 Interceptors. Slaughtering- and dressing-room drains shall be pro- 
vided with interceptors approved by the administrative authority, in accord- 
ance with paragraph 6.1.2. 

6.10.3 Food Grinder. Wastes may discharge directly to the building drain- 
age system. 


6.11 Commercial Grinders 

6.11.1 Discharge. Where commercial food-waste grinders are installed, the 
waste from those units may discharge direct into the building drainage system 
and not through a grease interceptor. 

6.11.2 Approval. The administrative authority shall determine where and 
what type of interceptor is necessary, except that interceptors shall not be 
required for private living quarters or residential units. 
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► Commercial grinders are commonly used for the disposal of slaughter- 
house wastes, such as waste meat, bones, entrails, eggshells, and similar 
wastes. These machines are placed at the points where the waste is 
produced, thereby eliminating the need of storing and carting it away. 
Commercial grinders are capable of disposing of 300 to 2,000 pounds of 
waste material per hour. 

Figure 6-6 illustrates some commercial grinders. 


6.12 Maintenance 

6.12.1 Cleaning. Interceptors shall be maintained in efficient operating 
condition by periodic removal of accumulated grease. 

6^^13 Oil Interceptors 

6.13.1 Where Required. Oil separators shall be installed when required by 
the administrative authority and shall conform to the requirements of para- 
graph 6.13.2. 

6.13.2 iMininium Dimension. Oil separators shall have a depth of not less 
than 2 feet below the invert of the discharge drain. 

6.13.3 Motor-vehicle Storage. Interceptors shall have a capacity of 6 cubic 
feet where not more than 3 vehicles are serviced, and 1 cubic foot in net capacity 
shall be added for each additional vehicle up to 10 vehicles. Where more than 
10 vehicles are serviced, the administrative authoritj’- shall determine the size of 
separator required. 

6.13.4 Motor-vehicle Servicing. MTiere storage facilities are not main- 
tained, as in repair shops, the capacity of the separator shall be based on a net 
capacitj^ of 1 cubic foot for each 100 square feet of surface to be drained into the 
interceptor, with a minimum capacity of 6 cubic feet. 
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6.13.5 Spccial-type Separators. Before installing any special-type sepa- 
rator a dra^Ying including all pertinent information shall be submitted for 
approval of the administrative authority, as being in accordance with this Code. 

6.14 Backwater Valves 

6.14.1 Fixtures Subject to Backflow, The installation of backwater 
devices shall be in accordance with lawful requirements of the administrative 
authority having jurisdiction over the public sewer system. 

6.14.2 Fixture Branches. Backwater valves shall be installed in the branch 
of the building drain which receives only the discharge from fixtures located 
within such branch and below grade. 

6.14.3 Material. All bearing parts of backwater valves shall be of corrosion- 
resistant material. 

6.14.4 Backwater valves shall be so constructed as to ensure a mechanical 
seal against backflow. 

6.14.5 Diameter. Backwater valves, when fully opened, shall have a 
capacity not less than that of the pipes in which they are installed. 

6.14.6 Location. Backwater valves shall be so installed as to provide ready 
accessibility to their working parts. 



Fig. 6-7 


► Figure 6-7 illustrates several types of backwater valves. Opening A must 

be equal to the area of the pipe. The trap seal must be at least 2 inches. 

A backwater valve should be installed on the branch receiving the 
discharge of fixtures or other equipment located on the branch, as indi- 
cated in Fig. 6-8. 



SUCH BRANCH 
Fig. 6-8 
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Plumbing Fixtures 


7.1 General Requirements — Materials 

7.1.1 Quality of Fixtures, Plumbing fixtures shall have smooth impervious 
surfaces, be free from defects and concealed fouling surfaces, and, except as per- 
mitted elsewhere in this Code, shall conform in quality and design to one of the 
following standards: 

Staple Porcelain Plumbing Fixtures, NBS Commercial Standard CS 4-29. 

Staple Vitreous China Plumbing Fixtures, NBS Commercial Standard 
CS 20-49. 

Enameled Cast-iron Plumbing Fixtures, NBS Commercial Standard CS 
77-48. 

Earthenware (^’it^eous glazed) Plumbing Fixtures, NBS Commercial Stand- 
ard CS 111-43. 

Plumbing Fixtures (for) Land Use, F.S. WW-P-541b-1955. 

Formed Steel Enameled Sanitary Ware, F.S. WW-P-542. 

Formed Metal Porcelain Enameled Sanitary Ware, NBS Commercial 
Standard CS 144-47. 

Hospital Plumbing Fixtures, NBS Simplified Practice Recommendation 
R 106-41. 

Plumbing Fixtures, Fittings, Trim, R 227-47. 

Lavatorj^ and Sink Traps, R 21-46. 


Manufacturers of plumbing fixtures voluntarily meet the foregoing 
commercial standards and specifications. Commercial standards are not 
mandatory upon any manufacturer, inasmuch as these standards are 
established voluntarily by a group of manufacturers producing similar 
commodities. However, the member organizations guarantee that their 
products conform with the requirements of the standard. The govern- 
ment in assisting manufacturers to develop commercial standards does so 
only as an unbiased coordinator of the various manufacturers, advises 
man\ifacturers as to method of procedure, provides a record of the meetings 
and maintains a record of acceptances of the standard, and publishes the 
completed standard for guidance of the buyers and sellers of the particular 
items. Standards and specifications are obtainable from the Super- 
intendent of Documents, TJ.S. Government Printing'- Office, Washington 
26, D.C, 
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7.2 Alternate Materials 

7.2.1 3Iaterials. Sinks and special-use Sxtures may be made of soapstone, 
chemical stoneware, or may be lined with lead, copper-base alloy, nickel-copper 
alloy, corrosion-resisting steel, or other materials especia% suited to the use for 
which the fixture is intended. 

► Special fixtures are those required for laboratory use, printing establish- 
ments, and other processing establishments where corrosion-resistant 
special fixtures are to be used. It is, however, essential that such fixtures 
be approved by the administrative authority in order to prevent imsanitary 
conditions. 


7.3 Overflows 

7.3.1 Design. When any fixture is pro\dded with an overflow, the waste 
shall be so arranged that the standing water in the fixture cannot rise in the 
overflow when the stopper is closed or remain in the overflow wdicn the fixture 
is empty. 
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Fig. 7-1 


Figure 7-1 illustrates the requirement of paragraph 7.3.1, showing that 
the bottom edge of the overflow opening in the plug is level below the 
bottom of the overflow channel, so that water cannot be trapped at the 
point shown by the arrow. 


7.3.2 Connection. The overflow pipe from a fixture shall be connected on 
the house or inlet side of the fi.xture trap, except that overflows or flush tanks 
may discharge into the water closets or urinals served by them, but it shall he 
unlawful to connect such overflows with any other part of the drainage system. 
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► An overflow in a lavatory is a protection against self-siphonage of the 
trap seal. A current trend is toward lavatories without overflows. Elimi- 
nating the overflow eliminates the source of odors and lessens the cleaning 
chore. When lavatories without overflows are planned for installation, 
it is necessary to guard against siphonage of the trap seal by slowing down 
the discharge through the outlet. Loss of the trap seal permits sewer 
odors and vermin to enter the bathroom. 

Flat-bottom lavatories are less likely to induce trap siphonage than 
round-bowl lavatories. Like a flat-bottom sink or bathtub, a flat-bottom 
lavatory, after draining, is left with a residue of water which drains 
slowly into the trap, restoring its water seal. 

The following test for self-siphonage of lavatories may be used by 
anyone desirous of checking performance. 

Install the lavatory in the normal position with a IJ-^-inch drain-plug 
tailpiece and a P trap connected to a IK-inch drain line. The drain 
should slope inch per foot and connect into a sanitary tee. Install 
small sections of pipe at the top and bottom of the sanitary tee. The 
length of the drain from the trap weir to the vent should be in accordance 
with local requirements. (The National Plumbing Code permits a 2-foot 
6-inch unvented drain pipe.) Fill the lavatory with water, then discharge 
by pulling the stopper or opening the pop-up fully. Repeat the test ten 
times. Observe the trap seal through a manometer or glass tube installed 
at the trap cleanout, as shown in Fig. 7-2. If any of the ten tests shows a 
trap-seal loss of more than 1 inch, the lavatory is considered as not 
meeting the test. 


o4 Installation 

7.4.1 Qeaning. Plumbing fixtures shall be installed in a manner to afford 
easj access for cleaning. MTiere practical, all pipes from fixtures shall be run to 
the nearest wall. 
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► Floors and walls for toilets, bathrooms, kitchens, or wherever plumbing 
fixtures are installed should be of impervious materials that are easily 
washed. The space between the fixture and the wall should be closely 
fitted and pointed so that there is no chance for dirt or vermin to collect. 
In public toilet rooms, fixtures roughed and installed above the floor pro- 
vide the most sanitary condition. Plumbing fixtures are generally con- 
structed from impervious materials and have smooth surfaces so that soap 
and water would be all that are needed to produce a clean lustrous surface. 


7.4.2 Joints. Where fixture comes in contact with wall and floors, the joint 
shall be watertight. 

7.4.3 Securing Fixtures. Floor-outlet fixtures shall be rigidly secured to 
the floor by screws or bolts. 

7.4.4 Wall-hung Bo^vls. Wall-hung water-closet bowls shall be rigidly sup- 
ported by a concealed metal supporting member so that no strain is transmitted 
to the closet connection. 

7.4.5 Setting. Fixtures shall be set level and in proper alignment with 
reference to adjacent walls. (See paragraph 4.6.1.) 


► Figure 7-3 illustrates the surfaces in contact with walls or the floor to 
be pointed so that water cannot penetrate the edge. Likewise, floor or 
wall fixtures must be so bolted or attached as to make a gastight connection. 
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7.5 Water-supply Protection 

7.5.1 Supply' Fittings. The supply lines or fittings for every plumbing fix- 
ture shall be so installed as to prevent backflow. (See paragraph 10.4.3.) 
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► Paragraph 10.4.3 refers to American Standards Association require- 
ments for air gaps and vacuum breakers. Complete technical data are 
given and illustrations shovm in Part in. 


7.6 Prohibited Fixtures and Connections 

7.6.1 Fixtures. Pan, Amlve, plunger, offset, -vrashout, latrine, frostproof, and 
other -water closets having an invisible seal or an unventilated space or having 
■svalls which are not thoroughly washed at each discharge are prohibited. Any 
water closet which might permit siphonage of the contents of the bowl back 
into the tank is prohibited. 

7.6.2 Connections. Fixtures having concealed slip-joint connections shall 
be provided with an access panel or utility space so arranged as to make the slip 
connections accessible for inspection and repair. 



Figure 7-4 illustrates some of the prohibited fixtures and connections 
described in paragraphs 7.6.1 and 7.6.2. Fixtures of this type are some- 
times installed in rural areas where health authorities have no control. 
Most fixture manufacturers do not make these fixtures. 
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tile flusli valve will close even if the closet trapway is clogged; or any closets 
with flush-valve seats below the rini of the bowl shall be so constructed that, in 
case of trap stoppage, water will not flow continuously* over the rim of the bowl. 
7,7.5 Automatic Flush Valve. Flushometers shall be so installed that they 
will be readily accessible for repairing. When the valve is operated, it shall 
complete the cycle of operation automatically, opening fully and closing posi- 
tively under the service pressure. At each operation the valve shall deliver 
water in sufiicient volume and at a rate that will thoroughly flush the fixtures 
and refill the fixture trap. Means shall be provided for regulating the flush- 
valve flow. Not more than one fixture shall be served by a single flush valve. 
Protection against backflow shall be provided as specified in paragraph 10.4.3. 
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Fig. 7-0 


► Figure 7-6 illustrates a close-coupled tank meeting the requirements of 
paragraph 7,7.4. Submerged ball caps in a water-closet tank must be 
provided with vacuum breakers or be so designed that a positive air gap 
exists between the contents of the tank and the water-supply inlet. It is 
further desirable that the supply pipe generally installed in a tank through 
the bottom be separated from the water contents of the tank so as to 
preclude any possibility of contaminating the potable-water system. 


7.7.6 Seats. Water closets shall be equipped with seats of smooth non- 
absorbent material. All seats of water closets provided for public use shall be 
of the open-front type. Integral water-closet seats shall be of the same mate- 
rial as the fixture. 


► Figure 7-G illustrates a few of the seats generally acceptable for public 
and industrial use. 

The main objectives are that the seats are open front, elongated, 
nonabsorbent, have a smooth surface, no sharp edges, no crevices or 
comers where dirt may accumulate on the hinges or seat, and are of a 
noncombustible material. 
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7.8 Urinals 

7.8.1 Automatic Flushing Tank. Tanks flusliiug more than one urinal 
shall be automatic in operation and of sufficient capacity to provide the neces- 
sary volume to flush and properlj’’ cleanse all urinals simultaneously. 

► The objection to automatic flushing tanks is that the water usage is 
very high; therefore automatic flushing tanks should be considered only 
where they will be used temporarily. 


7.8.2 Urinals Equipped with Automatic Flush Valves. Flushometers 
shall be as prescribed in paragraph 7.7.5, and no valve shall be used to flush 
more than one urinal. 

► The objection to using one flushometer for more than one urinal is the 
possibility that the urinals will not be flushed at all for a long time. By 
providing individual flushometers, there is a good chance that they will be 
individually flushed dtiring or after use. 


7.8.3 Trough Urinals. Trough urinals shall )m permitted only in places of 
temporary occupancy. They shall be not less than 6 inches deep and shall be 
furnished with one-piece backs and have strainers with outlets at least l}4, 
inches in diameter. The washdown pipe shall be perforated so as to flush with 
an even curtain of water against the back of the urinal. This pipe shall be 
securely clamped as high as practicable to the back of the urinal. Trough 
urinals shall have tanks with a flushing capacity of not less than gallons of 
water for each 2 feet of urinal length, 

<.8.4 Equivalent Length. Trough urinals shall be figured on the basis of 
one urinal for each 18 inches of length, provided that 
24-inch trough equals 1 urinal 
36-inch trough equals 2 urinals 
48-inch trough equals 2 urinals 
GO-inch trough equals 3 urinals 
72-inch trough equals 4 urinals 
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7.8.5 Floor-type Urinals. Floor-type trough urinals are prohibited. 

7.8.6 Surrounding Materials. Wall and floor space to a point 1 foot in 
front of urinal lip and 4 feet above the floor and, at least, 1 foot to each side of 
the urinal shall be lined with nonabsorbent material. 

► Trough urinals are recommended only for temporary use during con- 
struction. The equivalent lengths are indicated only to compute occu- 
pancy. The following is a generally accepted guide : 

Temporary workingmen facilities — one water closet and urinal for each 
30 workmen. 


7.9 Strainers and Fixture Outlets 

7.9.1 All plumbing fixtures, other than water closets and siphon-action wash- 
down or blowout urinals, shall be provided with metal strainers having water- 
way area complying with paragraph 7.1.1. 


7.10 Lavatories 

7.10.1 Waste Outlets. Lavatories shall have waste outlets not less than 
inches in diameter. Wastes may have open strainers or may be provided 
ndth stoppers. 


7.11 Shower Receptors and Compartments 

7.11.1 Shower. All shower compartments, except those built directly on 
the ground or those having metal-enameled receptors, shall have a lead or 
copper shower pan or the equivalent thereof or as determined by the administra- 
tive authority. The pan shall turn up on all sides at least 2 inches above 
finished floor level. Traps shall be so constructed that the pan may be securely 
fastened to the trap at the seepage entrance, making a watertight joint between 
the pan and trap. Shower-receptacle waste outlets shall be not less than 
2 inches in diameter and have removable strainers. 
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y The relationship of lavatory and sink outlets and the load imposed upon 
the plumbing system is worth considering in the design and the pipe 
sizing of a job. Information based on research will be found in Part III. 

Figure 7-7 illustrates the method most commonly used when fabricating 
a shower pan from sheet lead. The lightest weight recommended for 
shower pans is 4 pounds per square foot; when sheet copper is used, it 
should not be less than 12 oimces per square foot. 

Shower-stall floors should be completely lined with a 4-pound sheet-lead 
or 12-oimce sheet-copper pan and be turned up all around the walls at 
least 6 inches. 

The comers of the lead pan should be folded tightly against the upstands 
and the tops soldered to prevent capillary action of water working itself 
onto the outside or into adjoining construction. 

Where seams are necessary to joint large sheet-lead pans, the sheets 
should be lapped at least 34 inch in the direction of flow to avoid pockets. 
Coat the lead on both sides with asphaltum compound. When there are 
wood floors under a lead pan, nailheads should be set and a layer of 
16 pounds per square foot asphaltum-impregnated building paper placed 
between the wood and lead. A cement and clean sand mixture should 
be used inside the pan as a foundation for a tile floor. 

Figure 7-8 illustrates a prefabricated shower compartment which is 
included within the scope of paragraph 7.11.1. It should have a leakproof 
receptor, and its finished surfaces and partitions should be impervious 
to water, soap, and body acids. The entire assembled shower compart- 
ment should be watertight, rigid, and easy to clean. The receptor should 
pitch sufficiently to drain completely, yet minimize slipping. It should be 
made of materials such as precast stone, cement aggregates, preformed 
metal, or other materials of similar qualities. The surfaces should be of 
smooth, nonabsorbent materials and without sharp corners. Vitreous 
porcelain may be considered a satisfactory finish. Paint or other finish 
that might peel is not considered sanitary. 
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7.11.2 On the Ground. Shower receptors built on the ground shall be con- 
structed from dense nonabsorbent and noncorrosive materials and shall have 
smooth impervious surfaces, or as provided in paragraph 7.11.1. 

7.11.3 Dimensions. Shower compartments shall have not less than 1,02-1 
square inches in floor area and, if rectangular, square, or triangular in plan, 
shall be not less than 30 inches in shortest dimension. 

► The floor area recommended is the minimum for comfortable use by an 
adult bather. 


7.11.4 Construction. Floors under shower compartments shall be laid on a 
smooth and structurally sound base and shall be lined and made watertight 
with sheet lead, copper, or other acceptable materials. Shower compartments 
located in basements, cellars, or in other rooms in which the floor has been laid 
directl 3 ' on the ground surface need not be lined. 

7.11.5 Public or Institution Showers. Floors of public shower rooms 
shall be drained in such a manner that no waste water from any head will pa.ss 
over areas occupied bj'' other bathers. 

7.11.6 Walls. Shower compartments shall have walls constructed of smooth, 
noncorrosive, and nouabsorbeut waterproof nmterials to a height of not less than 
G feet above the floor. 

7.11.7 Joints. Built-in tubs with overhead showers shall have waterproot 
joints between the tub and walls, and the walls shall be waterproof. 
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^ Figure 7-9 illustrates several types of shower drains for different 
conditions. 

7.12 Sinks 

7.12.1 Waste Outlets. Sinks shall be provided with waste outlets not less 
than IH inches in diameter. Waste outlets may have open strainers or may 
be provided with stoppers. 

7.12.2 Food Grinders. Sinks on which a food-waste grinder is installed 
shall have a waste opening not less than 33^^ inches in diameter. 

► Most sinks today are manufactured to receive a basket strainer or a 
food- waste grinder; therefore a 3J^^-inch waste opening is commonly 
furnished. Figure 7-10 illustrates a basket strainer. 



Fig. 7-10 


7.13 Food- waste-grinder Units 

1 .13.1 Separate Connections. Domestic food-waste-disposal units may be 
connected and trapped separately from any other fixture or compartment. 
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Units maj^ have either automatic or hand-operated water-supply control. 

(See Sec. 10.4.) 

Domestic food-waste-disposal units have been found to operate satis- 
factorily with a single trap receiving the discharge from both the sink 
compartment and food-waste-grinder compartment, provided a directional 
fitting is installed. Figure 7-11 illustrates the installation. 
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Figure 7-12 illustrates the installation of a food-waste grinder when it 
is placed in a two-compartment sink. Each compartment is separately 
trapped and vented. This arrangement is believed to provide the most 
efficient method of installation. A cleanout is desirable at the change of 
direction, and it may be placed either on the horizontal or on the vertical 
branch. 



DOUBLE Y 
AND C.O. PLUG 


Fig. 7-13 


Figure 7-13 illustrates a double-compartment sink roughed with sepa- 
rate traps into a center double wye. This arrangement is not uncommon 
in alteration work as a means of avoiding costly reroughing. Old piping 
should be carefully rodded and cleaned. 
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In multistory buildings, waste lines receiving the discharge of sinks 
equipped with food-waste grinders should be independent of any bathroom- 
fixttne connection. 



Figure 7-14 illustrates a multistory-building installation of two sinks 
back to back, each sink provided with a food-waste grinder. Assuming 
that this is a six-story building with a total of 36 fixture rmits at the base 
of the stack, Table 11.5.3 prescribes a 2J^-inch waste stack and a 2-inch 
vent stack. When two grinders are thus installed, use a long-turn tee-wye 
or a combination wye fitting and an eighth bend. This minimizes the 
possibility of pumping the discharge from one grinder into the adjoining 
grinder. It also permits more effective redding of the branch and vertical 
waste lines. 

When a single grinder is installed, a sanitary tee is satisfactory. Con- 
nect the lowest-floor unit or sink into the base of the vent stack, so that 
the lowest unit will keep the vent line clear. 

Installations of food grinders into existing roughing usually are more 
troublesome than new installations. Old piping must be either thoroughly 
cleaned or replaced. The piping must be in good, clean condition. Other- 
wise it will cause unnecessary stoppages and additional expense. 
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Dishwashing machines are often installed alongside a kitchen sink 
which contains a food-waste-disposal unit. Most manufacturers of food- 
waste grinders provide a connection on the side of the grinder for con- 
necting to a dishwashing machine. See Fig. 7-15. 
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When a pump-discharge-type dishwashing machine is connected to the 
side of the waste grinder or to the house side of a trap from a sink, the 
discharge from the dishwashing machine must flow through an air gap 
into the drain as shown. 
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Figure 7-16 illustrates an installation of a grinder discharging into a 
full S trap. This would cause a siphonic action and siphon the trap seal 
at the end of the grinder’s operation. The trap seal is sometimes partly 
replaced by the remaining water within the unit but not always suflSiciently 
to make a tight seal within the trap. 

7.13.2 Grease Interceptors. No food-waste grinder shall be connected 
through a grease interceptor. 
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^ Figure 7-17 illustrates a method of connecting a food grinder when a 
grease interceptor is also required for a large dishwasher or kitchen-pot 
sink. 


(.13.3 Commercial-type Grinders. Commercial-type food grinders shall 
be provided with not less than a 2-inch waste line. Each waste line shall be 
trapped and vented as provided in other sections of this Code. 

^ Commercial grinders are extensively used in restaurants and hotel 
kitchens, hospitals, drugstores, bars, food markets, processing plants, 
sculleries aboard ships, railroad dining cars, and many other places where 
food is prepared or processed. These grinders dispose of food waste at 
Its source, thereby doing away with the need of storage cans, transporting 
containers to disposal points, or keeping the food waste in refrigerators 
until collected for disposal. Commercial size food-waste grinders can 
andle as much as 2,000 pounds of ground food per hour. These machines, 
when placed at the point where the waste is to be disposed of directly into 
t e sewer, eliminate possible unsanitary conditions. 
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Referring to Fig. 7-18, unit a is generally installed ahead of a dish- 
washing machine for the purpose of prerinsing soiled dishes. 

Unit h shows the water discharging into the cone for washing down 
all leftover food. 

Unit c shows a rubber block used for scraping dishes, the rubber surface 
protecting dishes from breakage. 

Unit d shows a large industrial machine to grind large quantities of 
waste food quickly and efficiently. This type unit is used in large produce 
markets and institutions where 1,600 or 2,000 pounds of waste is disposed 
of per hour, eliminating the need of storage and labor for handling the 
disposal of the garbage. 
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7.14 Drinking Fountains 

7 .14.1 Design and Construction. Drinking fountains shall conform to 
American Standard Specifications for Drinking Fountains (ASA Z4.2-1942). 

7.14.2 Protection of Water Supply. Stream projectors shall be so assem- 
bled as to provide an orifice elevation as specified by American Standard Air 
Gaps in Plumbing Systems (ASA A40.4-1942) and American Standard Back- 
flow Preventers in Plumbing Systems (ASA A40.6-1943). 

► A drinking fountain should have a stream projector that cannot be 
flooded or submerged in the event of stoppage and should be so directed 
and protected that it cannot be contaminated by the user. See Fig. 7-19. 
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7.15 Floor Drains 

7.15.1 Trap and Strainers. Floor drains shall have metal traps and a 
minimum water seal of 3 inches and shall be provided with removable strainers. 
The open area of strainer shall be at least two-thirds of the cross-section area of 
the drain line to which it connects. 

7.15.2 Size. Floor drains shall be of a size to serve efficiently the purpose for 
which they are intended. 



A 





Me the same. Figure 7-20 illustrates various types of floor drains pro- 
duced by most manufacturers. 
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(o) Strainers for all types of drains should be at least two-thirds of the 
area of the pipe to which the strainer is connected. 

(6) A heavy type drain with secondary strainer. 

(c) Drain with a sediment bucket where solids accumulate without 
impeding the flow. 

(d) Drain with a sediment bucket and integral trap combined. 

(e) Large removable buckets, such as are needed in a laundry or boiler 
room. After the buckets are removed, waste solids go through the 
strainer openings. 

(/) Combination of a sediment bucket, trap, and backwater valve, used 
where backflow might occur. 


7,16 Dishwashing IMachines 

7.16.1 Protection. Domestic dishwashing machines shall meet require- 
ments in paragraph 10.4.3. 

7.16.2 Separate Trap, Each unit shall be separatelj’- trapped or discharged 
indirectly into a properly trapped and vented fixture. 

7.16.3 Air Gap. Commercial dishwashing machines shall be connected 
through an air gap or as provided in Chap. 9, Indirect Waste Piping and 
Special Wastes. 

7.16.4 Hot Water. Dishwashing machines or similar dishwashing equip- 
ment not in private living quarters or dwelling units shall be provided with 
water at 160 to 180‘’F for sterilization. 
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► Figure 7-21 illustrates recommended methods for connecting coin- 
mercial dishwashing machines. 

Should stoppage occur downstream at point X, sewage cannot back up 
into the dishwasher as it would first show at the floor-drain level and 
therefore be quickly detected and a remedy applied. 


7.17 Multiple Wash Sinks 

7.17.1 Circular Type. Each 18 inches of wash-sink circumference (circular 
type) shall be equivalent to one lavatory. 
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Fig. 7-22 


► Figure 7-22 illustrates circular and semicircular types. The circular 
sink is free standing so that washing may be done all around the wash 
sink. The semicircular is placed against a wall. These types of washing 
sinks are used where a large number of people must wash quickly. The 
sink is generally controlled by a foot pedal which is tripped by anyone 
around the wash sink. Where a large number of people wash continu- 
ously, continuous flow can be provided. The water is usually tempered 
in the tank, 

7,17.2 Straighl-line Type. Multiple wash sinks of the straight-line type 
shall have hot and cold combination spouts not closer than 18 inches from 
adjacent similar spouts, and each spout shall be considered the equivalent of 
one lavatory. 

7.18 Garbage-can Washers 

‘ .18.1 Discharge. Garbage-can washers shall not discharge through a trap 
serving any other device of fixture. 




Fig. 7-23 


Because of the solids usually washed off the walls and bottom of a 
garbage can, the discharge drain should be provided with a removable 
asket. The basket should be constructed so as to retain solids but 
pemut liquids to flow out. See Fig, 7-23 for a typical installation. 

Interceptor, The discharge from a garbage-can washer 
3e connected through a grease interceptor. 
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► Large quantities of grease are generally washed off the walls and 
bottom of garbage cans after they have been emptied. This grease can 
readil}' cause stoppages in the drainage system. A grease interceptor 
collects and separates the grease while the liquid continues into the sewer. 


7.18.3 Baskets. The receptacle receiving the waste from garbage cans shall 
be provided with a basket or similar device to prevent the discharge of large 
particles into the building drainage system. 

7.18.4 Connections. Water-supply connections shall conform to paragraph 
10.4.3. 

► There must be no possible cross connection or backflow connection 
between the water supply to the can-washing equipment and the sewer. 

7.19 Laundry Trays 

7.19.1 Waste Outlets. Each compartment of a laundry tray shall be pro- 
vided with a waste oritlet not less than I'o inches in diameter and with a 
stopper. 

7.19.2 Overflow. Laundry-tray overflow shall conform to the requirements 
of paragraph 7.3.1. 

► These requirements are applicable to residential laundry trays. See 
technical standards for information on commercial laundries. 


7.20 Special Fixtures and Specialties 

7.20.1 Water and Drain Connections. Baptistries, ornamental and lily 
pools, aquaria, ornamental fountain basins, and similar constructions, when 
provided with water supplies, shall be protected from back siphonage as 
required in paragraph 10.4.3. 

7.20.2 Approval. Specialties requiring water and waste connections shall 
be submitted for approval of the administrative authority. 

► In the installation of certain religious equipment or devices, it is neces- 
sary to provide for special fimctions required by the church. An example 
of this is a baptismal fountain where the waste must discharge into a 
small dry well in the earth, no other method being acceptable to the church. 


7.21 jNIinimum Facilities 

7.21,1 ■'dlierever plumbing fixtures are installed, the minimum number 
installed of each type of fixture shall be in accordance with Table 7.21.2 unless 
otherwise specifically provided. 



Table 7.21.2 Minimiim Facilities' 
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^ Table 7.21.2 was compiled as a result of a great deal of research and 
many conferences with boards of education, public health officials, and 
administrators of commercial institutions. 

“Specifically provided” means that where there is a local board or 
special authority which regulates requirements for the community these 
boards or authorities take precedence over the requirements set forth in 
Table 7.21.2. 


7.21.2 (See Table 7.21.2.) 



CHAPTER 8 


Hangers and Supports 


8.1 Strain and Stresses 

8.1.1 General. Piping in a plumbing system shall be installed without 
undue strains and stresses, and provision shall be made for expansion, contrac- 
tion, and structural settlement. 

► Piping must be installed with proper pipe hangers or supports to provide 
leeway for pipe movements caused by contractions, expansions, and 
vibrations. Without proper supports there is the possibility of strain and 
fracture of the piping. Some pipe vibrations can be stopped or lessened 
by installing a layer of felt between the supports and the piping. 


8.2 Vertical Piping 

8.2.1 Attachment. Vertical piping shall be secured at sufficiently close 
intervals to keep the pipe in alignment and carry the weight of the pipe and 
contents. 

8.2.2 Cast-iron Soil Pipe. Cast-iron soil pipe shall be supported at not less 
than at every story height and at its base, 

8.2.3 Screwed Pipe. Screwed pipe (SPS) shall be supported at not less than 
every other story height. 

8.2.4 Copper Tubing. Copper tubing shall be supported at each story for 
piping IH inches and over and at not more than 4-foot intervals for IJ.^ inches 
and smaller. 

8.2.5 Lead Pipe. Lead pipe shall be supported at intervals not exceeding 
4 feet. 



Fig. 8-1 

Figure 8-1 illustrates the types of supports most commonly used for 
vertical piping. The thickness of the metal may vary from %6 inch for 
lightweight water pipes to % inch and heavier for large-size pipe. The 
clamp around the pipe carries the load to the structure by means of the 
legs or extensions provided on one or both sides of the clamp. 

8-1 
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The clamps rest on the floor, the clamp legs free from the structure. 
When the pipe expands, the clamp legs rise to accommodate the expansion, 
thus preventing strain and fracture. There are several types of clamps 
for specific requirements and structural weights. For instance, in build- 
ings of one or two stories when the stack is supported on a pier at its 
base, there is no need for further support. 



In buildings higher than one or two stories, cast-iron soil pipe should 
be supported at every story height, in order to prevent the leaded joints 
from pulling out. Vertical screwed pipe needs support only at every other 
story. Copper water tubing, because of its flexibility, requires support 
not only at each story but at shorter intervals in order to prevent noises 
and vibration. Lead pipe is easily bent or thrown out of shape; therefore 
when used it should be supported closely. 


8.3 Horizontal Piping 

8.3.1 Supports. Horizontal piping shall be supported at sufficiently close 
intervals to keep it in alignment and prevent sagging. 

8.3.2 Cast-iron Soil Pipe. Cast-iron soil pipe shall be supported at not 
more than 5-foot intervals. 

8.3.3 Screwed Pipe. Screwed pipe (SPS) shall be supported at approxi- 
mately 12-foot intervals. 

8.3.4 Copper Tubing. Copper tubing shall be supported at approximately 
6-foot intervals for piping 1}4 inches and smaller and 10-foot intervals for 
piping 2 inches and larger. 

8.3.5 Lead Pipe. Lead pipe shall be supported by strips or otherwise for its 
entire length. 

8.3.6 In Ground. Piping in the ground shall be laid on a firm bed for its 
entire length, except where support is otherwise provided which is adequate in 
the judgment of the administrative authority. 

► Piping in a horizontal position requires hangers and supports similar to 
those illustrated in Fig. 8-3. 
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Fig. S-3 


8.4 Hangers and Anchors 

8.4.1 Material. Hangers and anchors shall be of metal of sufficient strength 
to maintain their proportional share of the pipe alignments and prevent 
rattling. 


► Boildiiigs, whether small or large, will settle, move, vibrate, and sway. 
These movements could result in serious damage to the plumbing piping 
unless the piping is permitted to move and expand with the building. 
Measurements of the movements are in most cases impossible to deter- 
mine, but that movements do occur is proved by cracks on walls, floor 
hoard drawing away from baseboard, and similar deviations. Some soils 
have a tendency to move during changing seasons. 

8.4.2 -A.ttachment. Hangers and anchors shall be securely attached to the 
building construction. 


8.5 Strains and Stresses 

8 . 0.1 Installation of Pipe. Piping in a plumbing system shall be so 
iniialled as to prevent undue strains and stresses. 
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8.5.2 Expansion and Contraction. Provision shall be made for expansion 
and contraction of piping and for structural settlement that maj^ affect the 
piping. 

8.5.3 Piping in Concrete. Piping in concrete or masonry walls or footings 
shall be placed or installed in chases or recesses which will permit access to the 
piping for repair or replacement. 

8.6 Base of Stacks 

8.6.1 Supports. Bases of cast-iron soil stacks shall be supported on con- 
crete, brick laid in cement mortar, metal brackets attached to the building 
construction, or by other methods approved bj' the administrative authority, 

8.6.2 Piping Material. Other piping material shall be so anchored as to 
take the load off the stack at the base. 

► Water piping, particularly hot-water-supply and circulation piping, 
expands and contracts rapidly owing to changes in temperature. To 
avoid damage to the piping and to the building, it is necessary to install 
hangers that will support a long horizontal run. Because of expansion 
and contraction of the piping material when temperatures change, hangers 
should be chosen which permit the pipe to expand free of the building 
structure. 



CHAPTER 9 


Indirect Waste Piping and Special Wastes 


9.1 Indirect Waste Piping 

9.1.1 General. Wastes from the following shall discharge to the building 
drainage system through an air gap serving the individual fixtures, devices, 
appliances, or apparatus. 

9.1.2 Food Handling. Establishments engaged in the storage, preparation, 
selling, serving, processing, or otherwise handling of food shall have the waste 
piping from all refrigerators, iceboxes, rinse sinks, cooling or refrigerating coils, 
laundry washers, extractors, steam tables, egg boilers, coffee urns, or similar 
equipment discharge indirectly into a water-supplied sink or receptor, and the 
waste outlet shall terminate at least 2 inches above the flood rim of such sink or 
receptor. 


► An indirect waste, or an air gap on the waste of any device used for 
the purpose of handling or preparing food, is intended to prevent the 
possibility of waste backing up to where the food is placed and contami- 
nating it. Hospital equipment such as sterilizers and laboratory sinks 
must be installed with a positive separation between the equipment outlet 
and the drainage inlet in order to prevent contamination. 

Many kinds of appliances and equipment, such as commercial refriger- 
ators, though not generally acknowledged by manufacturers to be part 
of the plumbing system, are part of it in so far as they are related to the 
safety of the potable-water-supply system. Improperly installed equip- 
ment would be a hazard to the water system of a building. Because this 
equipment is connected to the plumbing system, it must be installed in 
such a manner as to preclude any possibility of either causing contami- 
nation of the potable-water supply or being contaminated through backflow 
of drainage into this equipment. 
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Figure 9-1 illustrates a refrigerator, which requires a water-supply line 
to cooling coils and a discharge line for condensation. 

In commercial refrigerators, food-storage cabinets, or water coolers, 
which require cold-water supply, the supply line must be provided with a 
vacuum breaker. When water under pressure is required, a pressure- 
type vacuum breaker must be installed so as to prevent possible backflow 
of either chemicals or contaminated water into the potable-water-supply 
system. Wastes from such equipment are discharged either by gravity 
or under pressure, depending on the equipment, and an air gap is required 
to prevent sewage from backing into the equipment. 
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Figure 9-2 shows a bar or soda-fountain sink counter. An indirect 
waste from such equipment will prevent sewage backing up into the sink. 
An indirect waste would also eliminate the need for exposed vents. 
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Figure 9-3 shows a potato peeler, one of the devices installed in a 
commercial kitchen. This peeler should be provided with an indirect 
waste connection. An indirect waste also is necessary for a bain-marie, 
vegetable washers, and similar kitchen devices. 


9.1.3 Commercial Dishwashing Machines. Dishwashing machines, 
except those in private living quarters or dwelling units, shall be indirectly con- 
nected, except that when a dishwashing machine is located adjacent to a floor 
drain the waste from the dishwashing machine may be connected direct on the 
sewer side of the floor-drain trap. 
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9.1.4 Interceptor. An interceptor may be placed on the outlet side of the 
dishwashing machine, or on the discharge side of the indirect waste receptor. 



► Figures 9-4 and 9-6 show two safe methods of connecting a commercial 
dishwashing machine. Figure 9-4 shows the waste from the dishwasher 
connected directly into the drainage system. A floor drain is connected 
to the horizontal waste to which the dishwasher waste connects. Should 
there be a sewage backup in the line, it would overflow only onto the 
floor, but could not back up into the dishwashing machine, which is at 
least 2 feet higher. 
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Most codes require the installation of a grease interceptor where large 
quantities of grease are discharged through kitchen equipment. Figure 
9-6 illustrates a dishwashing machine discharging through a grease 
interceptor. 
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Figure 9-6 shows a pot sink in a commercial kitchen discharging through 
a grease interceptor. 

Where a commercial food-waste grinder is installed adjoining a dish- 
washer which discharges through a grease interceptor, the discharge of 
t e food-waste grinder should connect upstream to the interceptor. 
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Research and experience have proved that a food-waste grinder shall not 
discharge into a grease interceptor. Figure 9-7 shows this condition. 



Pot sinks in large kitchens contain a great deal of grease from pots and 
pans used in the preparation of food. Grease interceptors should be pro- 
vided for separating and retaining the grease so as to keep the plumbing 
system free from stoppages. In many of the modem kitchens, food-waste 
grinders are installed at the preparation tables; the discharge from these 
grinders should not be connected through the grease interceptor, as the 
functions of both would be nullified. 



Fig. 9.S 
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When a pot sink or any other sink is connected through a grease inter- 
ceptor, the fixture itself is not required to be trapped. The interceptor 
acts as a trap, and therefore another trap for the sewer would be double 
trapping and would cause air binding. A cleanout located above the 
level of the flood rim of the sink would permit rodding the line above the 
spill point in case of stoppage in the line. 

A residential dishwasher should discharge into the drainage system 
through an air gap in order to prevent sewage backing up into the dish 
compartment in the event of a stoppage in the waste piping. Figure 9-8 
illustrates the recommended method. 


9.1.5 Connection. Indirect waste connections shall be provided for drains, 
overfiows, or relief vents from the water-supply sj'stem. 



► Figure 9-9 illustrates a relief pipe installed as an indirect connection 
over a floor drain. The overflow from a roof tank should spill close to a 
roof drain on the roof of the building. The discharge from the overflow 
should terminate at least 6 inches above the roof leveL The overflow 
from a suction tank may be emptied through an indirect waste connection 
or into a sump or into a pit. 


9.1.6 Sterile Materials. Appliances, devices, or apparatus such as stills, 
sterilizers, and similar equipment requiring water and waste and used for 
sterile material shall be indirectly coimected or provided with an air gap 
between the trap and the appliance. 

9.1.7 Drips. Appliances, devices, or apparatus not regularly classed as 
plumbing fixtures but which have drips or drainage outlets may be drained by 
mdirect waste pipes discharging into an open receptacle as provided in para- 
graph 9.1.2. 

^ Sterilizers, water-treatment devices, water stills, and fixtures or devices 
wntaining food or drink should be connected to the sewer through an 
indirect connection. Otherwise, should the fixture trap seal he broken, 
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there would be danger of contamination by backflow and by the sewer. 
See Fig. 9-10. 
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9.2 Material and Size 

9.2.1 The material and size of indirect waste pipes shall be in accordance with 
the provisions of the other sections of this Code applicable to sanitary-drainage 
piping. 

Pipe sizes must conform to the table of pipe sizes in relation to fixture 
units. Piping material may be similar to other sections of the plumbing 
system. Fittings should be of the recessed-drainage type for waste. 

9.3 Length 

9.3.1 Waste Pipe. Any indirect waste pipe exceeding 2 feet in length shall 
be trapped. 

9.3.2. Maximum Length. The maximum length of the indirect waste to 
vent shall not exceed 15 feet. 

9.3.3 Cleaning. Indirect waste piping shall be so installed as to permit 
ready access for flushing and cleansing. 

► The purpose of the trap on long indirect waste lines is to prevent foul 
odors from entering the room. The odors are caused by air passing 
through putrefied matter which might be inside the pipe. The trap 
would prevent air circulation from the pipe into the room. 

The length of an indirect waste pipe may vary slightly, depending on 
its diameter. A long indirect waste pipe that carries liquids that might 
cause odors should be provided with a hot-water connection for flushing 
at intervals. Any such flushing connections should be provided with 
means to prevent backflow. 

An automatic primer may be installed for keeping an indirect waste 
pipe clean. Figure 9-11 illustrates a method of connecting. 

An automatic primer provides the only means of maintaining proper 
and constant seal in basement-floor drain traps and other traps used 
infrequently. Seldom-used traps tend to lose their seals by evaporation. 
The primer is installed in a frequently used water-supply line and con- 
nected to the trap. 
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An automatic primer should be installed with a vacuum breaker to pre 
vent back siphonage. 




Fig. 9-11 


9.4 Air-gap or Backflow Preventer 

9.4.1 Pro^sion of Air Gap. The air gap between the indirect waste and the 
building drainage system shall be at least twice the effective diameter of the 
drain served and shall be as provided in paragraph 9.4.2 or 9-4.3. 

9.4.2 By extending the indirect waste pipe to an open, accessible slop sink, 
floor drain, or other suitable fixture which is properly trapped or vented. The 
indirect waste shall terminate a sufficient distance above the flood-level rim of 
the recehdng fixture to provide the required air gap and shall be installed in 
accordance with other applicable sections of this Code. 

9.4.3 By providing a break (air gap) in the drain connection on the inlet 
side of the trap serving the fixture, device, appliance, or apparatus. 



FLOOR DRAIN 

Fig. 9-12 


► The length of an air gap in the drainage system is computed from the 
diameter of the waste line below the discharge. For a 2-inch waste, the 
air gap should be 4 inches long. See Fig. 9-12. 

9.5 Receptors 

9.5.1 Installation. Waste receptors serving indirect pipes shall not be 
installed in any toilet room nor in any inaccessible or unventilated space such as 
a closet or storeroom. 

9.5.2 Cleanout Location. If the indirect waste receptor is set below floor 
level, it shall be equipped vdth a running trap set adjacent to the sink with 
cleanout brought level with the floor. 
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9.5.3 Strainers and Baskets. Every indirect waste receptor shall be 
equipped either with a readily removable metal basket over which all indirect 
waste pipe shall discharge, or the indirect waste-receptor outlet shall be equipped 
with a beehive strainer not less than 4 inches in height. 

9.5.4 Splashing. All plumbing receptors receiving the discharge of indirect 
waste pipes shall be of such shape and capacity as to prevent splashing or 
flooding. No plumbing fixture which is used for domestic or culinary purposes 
shall be used to receive the discharge of an indirect waste pipe. 



► Figure 9-13 shows a bar or soda-fountain sink coimter. An indirect 
waste from such equipment will prevent sewage backing up into the sink. 
An indirect waste would also eliminate the need for exposed vents. 


9.6 Clear-water Wastes 

9.6.1 Waste lifts, expansion tanks, cooling jackets, sprinkler systems, drip or 
overflow pans, or similar devices which waste clear water only shall discharge 
into a roof or into the building drainage system through an indirect waste. 

^ This regulation is for the purpose of avoiding sudden heavy loads in the 
drainage system. Where a large volume of water is discharged in a very 
short time, it is good practice to permit the liquid to spread over an area, 
then be drained at a rate that will not fill pipes to capacity. An exception 
to this caution is where a waste pipe has been provided specifically large 
enough to take care of the full load. 


9.7 Condensers and Sumps 

9.7.1 No steam pipe shall connect to any part of a drainage or plumbing sys- 
tem, nor shall any water above 140°F be discharged into any part of a drainage 
system. Such pipes may be indirectly connected by discharging into an 
interceptor or into the drainage system. 
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Condensate waste or discharges from hot-water tanks or a processing 
tanh containing hot liquids should be discharged first into a sump or 
receptor. Where large quantities of hot water must be discharged, a 
cold-water supply may be provided to reduce the temperature below 
140°F. See Fig. 9-14. 


9.8 Drinking Fountains 

9.8.1 Drinking fountains maj'' be installed with indirect wastes. 


9.9 Special Wastes 

9.9.1 Acid Waste. Acid and chemical indirect waste pipes shall be of mate- 
rials unaffected by the discharge of such wastes. 

9.9.2 Neutralizing Device. In no case shall corrosive liquids, spent acids, 
or other harmful chemicals which might destroy or injure a drain, sewer, soil, or 
waste pipe, or which might create noxious or toxic fumes, discharge into the 
plumbing system without being thoroughly diluted or neutralized by passing 
through a properly constructed and acceptable dilution or neutralizing device. 
Such device shall be automatically provided with a sufficient intake of diluting 
water or neutralizing medium so as to make its contents noninjurious before 
being discharged into the soil or sewage system. 
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See Part III for specific use of acid- and corrosion-resisting materials 
and their application. A common method for neutralizing acid wastes is 
shown in Fig. 9-16. 
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Figure 9-16 shows an arrangement which connects the waste from 
several cup sinks in a laboratory into one continuous waste and then as an 
indirect waste into a funnel. (See paragraph 9.9.2.) Piping should be of 
a kind that will not be affected by acids and other corrosive liquid wastes. 
Dtiriron, lead, chemical clay, hard rubber, and similar materials are 
considered within the requirements of paragraph 9.9.1. 

When a separate system of acid wastes is installed whereby the wastes 
are run into a diluting tank as an indirect waste, then the air gap may be 
omitted. 


VACUUM BREAKER FOR ALL HOSE SPRAYS 



Gooseneck faucets over laboratory sinks are equipped to receive a hose 
spray. Each faucet shoidd be provided, as shown, with a vacuum breaker 
to prevent possible backflow of hazardous liquids as a result of leaving the 
spray and hose in the sink. 

Figure 9-17 represents a laboratory with sinks located at the center of 
the room and a dwarf partition between sinks. Generally, it is not 
desirable to run vent piping through the center of the room; yet the trap 
seal of the sinks must be protected against self-siphonage. This can be 
accomplished by the arrangement shown, which is permitted by the 
National Plumbing Code. See Sec. 12.22, Combination Waste-and-Vent 
System. 

If floor drains are needed, they may connect directly into the horizontal 
line, each individually trapped. Only one stack vent need be full size, 
in order to take care of the total connected load in the branch waste. 
See the sink on the right-hand side of the drawing. Other sink vents 
may be the regulation size. The waste branch from an unvented sink 
must be two pipe sizes larger than the individual sink connection 
required. 
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9.10 Swimming Pools 

9.10.1 Piping carrying waste water from swimming or wading pools, including 
pool drainage, backwash from filters, or water from scum butter drains or floor 
drains which serve walks around pools, shall be installed as an indirect waste 
pipe, utilizing any existing circulation pump, if necessary, when indirect waste 
pipe is below the sewer grade. 


See Part III for swimming-pool data. 


CHAPTER 1 O 


Water Supply and Distribution 


10.1 Quality of Water Supply 

10.1.1 Potable Water. Potable water is water which is satisfactory for 
drinking, culinarj’’, and domestic purposes and meets the requirements of the 
health authority having jurisdiction. 

10.1.2 Acceptable Sources. llTieie a public supply of potable water is not 
available, requirements satisfactory to the administrative authority shall be 
obsen^ed. (See Chap. 15.) 

10.1.3 Nonpotable Water. Nonpotable water may be used for flushing 
^\ate^ closets and urinals and other fixtures not requiring potable water, pro- 
vided such water shall not be accessible for drinking or culinary purposes. 


► Minimum standards have been established by the Public Health 
Service. In some states the requirements are higher than in others. The 
potability of water is judged by chemical and physical characteristics. 
A chemical analysis will determine the amount of soluble mineral sub- 
stance. The following minerals in excess of the amounts shown would 
constitute grounds for rejection of a potable-water supply; 


Mineral 

Ppm by Weight 

Arsenic 

0.05 

Selenitim 

0.06 

Lead 

0.1 

Fluoride . 

1.6 

Hexavalent chromium 

0.06 

Zinc 

16.0 

Copper 

3.0 

Iron and manganese 

0.3 

Magnesium 

12.6 

Chloride . 

2.6 

Sulfate . 

2.6 


Turbidity (silica scale) not to exceed 10 parts per million. 

Color (platinum cobalt scale) not to exceed 20. 

Water shall have no objectionable taste or odor. The bacteriological 
and microscopic analysis is important, as it indicates the sanitary quality 
of the water. 
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In many cases, analysis of the water is not sufficient; a sanitary survey 
also is necessary. This includes study of the soiurce, area of supply from 
which the water is collected, or channels through which the water runs. 

Municipal supplies are generally carefully guarded, analyzed, and 
treated. 

Nonpotable water for nonpotable use is acceptable provided that it has 
no physical connection with the potable-water supply. (See Cross 
Connections.) 

Industrial processing plants using large amoimts of water for manufac- 
tturing purposes require at times a secondary supply of water whether pot- 
able or not; in such cases a private source or private wells are used. 

At seashores, it is sometimes customary to use sea water for flushing of 
water closets and for other purposes of cleansing. This type of system 
must be separate from the others. 


10.2 Color Code 

10.2.1 Identification of Piping. All piping conveying nonpotable water 
shall be adequately and durably identified by a distinctive yeUow-colored paint 
so that it is readilj' distinguished from piping carrjdng potable water. (See 
.ASA Z53. 1-1945 Safetj^ Color Code for Marking Physical Hazards.) 

► This color code has been in effect since 1946 to standardize the colors 
to be used to mark a physical hazard and to identify certain equipment. 
Yellow was the color selected to be painted on piping carrying nonpotable 
water. 

10.3 Water Supply Mandatory 

10.3.1 Every building in which plumbing fixtures are installed and which are 
for human occupancy or habitation shall be provided with an ample supply 
of pure and wholesome water. 


10.4 Protection of Potable-w ater Supply 

10.4.1 Cross Connections. Potable-water-suppl}’’ piping, water-discharge 
outlets, backflow-prevention devices, or similar equipment shall not be so 
located as to make possible their submergence in any contaminated or polluted 
liquid or substance. 

10.4.2 Approval of Devices. Before any device for the prevention of back- 
flow or back siphonage is installed, it shall have first been certified as meeting 
the requii'cments of ASA A40.6-1943 by a testing laboratory determined by 
the administrative authority to be reputable. Devices installed in a potable- 
water-supply system for protection against backflow shall be maintained in 
good working condition by the person or persons having control of such devices. 
The administrative authority Imving jurisdiction may inspect such devdcc.s 
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and, if found to be ineffective or inoperative, shall require the repair or replace- 
ment thereof. 


► Figures 10-1 to 10-12 show examples of cross connections found in 
buildings today which should be avoided in a plumbing system. Epidemics 
of typhoid, gastroenteritis, and other water-borne diseases have occurred 
from contamination of the potable water through such cross connections. 
Any condition which permits any piping or device carrying potable water 
to become submerged in contaminated liquids is a potential hazard. This 
is equally true of a connection installed close to the surface of contaminated 
liquid whereby the negative pressure could be sufficient to siphon the 
liqmd into the potable-water system. 
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Figure 10-1 shows cold-water riser in a multistory building which has 
connected to it on each floor a water closet without a backflow preventer. 
A break in the street main or in the water-distributing main of the building 
would cause the water in the riser to flow back into the service main or 
street main. If a water closet in the building happened to be stopped up 
and its contents flooded to the rim of the fixture, the negative pressure in 
the riser, caused by water flowing down, would unseat the flushometer 
valve. This would create a vacuum in the tailpiece which connects on top 
of the water closet. The contents of the water closet would then rise in 
the tailpiece and flow down the cold-water riser, contaminating the water 
in the street main. The extent to which the potable water could become 
contaminated depends on the length of time that such a condition is per- 
mitted to exist. It would be hard to say how many buildings in the area 
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would be drawing contaminated water after the street main was returned 
to normal operation. 

A vacuum breaker on the outlet of each flushometer connection would 
prevent such an occurrence. A pressure-type backflow preventer at the 
point of entrance of the service main into the building would safeguard 
other buildings in the area. 
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Figure 10-2 illustrates a water closet in which the trapway has been 
clogged, permitting the contents to rise in the bowl. A negative pressure 
taking place in the supply line or the shutting off of the water riser in the 
basement coidd siphon the water-closet contents into the supply line. A 
return to normal operation could cause the contaminated water to be drawn 
into a glass of drinking water at the kitchen sink or lavatory. 

A vacuum breaker or backflow preventer installed at point X would 
eliminate the hazard. 



Fig. 10-3 
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Figure 10-3 shows a water closet with an integral tank. Where the 
bottom of the tank is below the rim of the bowl and where the ball cock 
is not protected by a vacuum breaker, backflow can occur when there is a 
negative pressme in the water system. (See paragraph 7.7.4.) 

A stoppage in the water-closet trap would cause the liquid in the bowl 
to rise to the flood rim, then flow back into the lower section of the tank. 
This contaminated water can readily be siphoned into the potable-water 
system through the hush tube unless a vacuum breaker is provided above 
the water line of the tank ball cock. 

The contents of the lavatory with integral supply connections below the 
flood-level rim can be siphoned into the water-supply system. The faucet 
outlet should be above the flood level of the lavatory, thus providing a 
1-inch air gap. (See Fig. 10-4.) 



Fig. 10-4 



Minimum air gap (in.) 

Fixture 

When not 
affected by 
near waU^ 

When 
affected by 
near walF 

Lavatories with effective openings not greater than J^-in. 



diameter 

1.0 

1.50 

Sink, laundrj’ trays, and gooseneck bath faucets with 

effective openings not greater than ^-in. diameter. . . . 

1.5 

2.25 

Overrim bath fillers with effective openings not greater 



than 1-inch diameter 

2.0 

3.00 

Effective openings greater than 1 in 

3 

4 


‘ Side walls, ribs, or similar obstructions do not affect the air gaps when spaced from inside 
edge of spout opening a distance greater than 3 times the diameter of the effective opening for a 
single wall, or a distance greater that 4 times the diameter of the effective opening for 2 intersect- 
ing walls. (See chart 2.) 

*_^^®^iinal walls, ribs, or similar obstructions extending from the water surface to or above the 
homontal plane of the spout opening require a greater air gap when spaced closer to the nearest 
inside edge of spout opening than specified in note 1 above. The effect of 3 or more such vertical 
walls or ribs has been determined. In such cases, the air gap should be measured from the top 
of the wall. 

® 2x effective opening. 

* 3i effective opening. 
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In Fig. 10-6 a bathtub with a faucet installed below the rim of the bathtub 
permits water from the tub to be siphoned into the water-supply system. 
All supply faucets should be at least 2 inches above the rim of the tub. 



Figure 10-6 shows that if the pressure in the fire-line supply tank is 
greater than in the city main, and if the check-valve flap is not tight, impure 
river water from the fire line can enter the drinking-water-supply system. 
A fire in the neighborhood could cause the condition, and it could result in 
the contamination of a large area. The two water supplies should have 
no direct contact unless a pressure-type backflow control is installed 
between them. 



Fig. 10-7 
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Figure 10-7 shows that a break in the water-submerged condenser coil 
could cause a cross connection. A pressure-type vacuum breaker, installed 
at X, would be a safeguard against such a hazard. 
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WATER SUPPLY PIPE 

Fig. 10-8 


TO CITY MAIN 


A cross connection such as shown in Fig. 10-8 has actually occurred, 
causing an epidemic of xmdulant fever. Such a type of hose connection 
represents a direct cross connection. A vacuum breaker or backflow pre- 
venter placed at point X would prevent back siphonage. 


COMBINATION FAUCET 



The supply fixture shown in Fig. 10-9 is a cross connection. Any 
lowering of the pressure of the city main would permit unsafe water to 
enter the potable-water supply through the combination faucet. It is 
safer to install separate faucets for hot and cold water. 
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Fig. 10-10 


Figure 10-10 illustrates one of the various methods of providing make-up 
water for a system containing antifreeze solution. Antifreeze solution 
generally is poisonous and must not be permitted to enter the potable- 
water system. To depend on valves is never a positive safeguard. Main- 
tenance operators or owners might forget to shut off a valve, and check 
valves are never positive protection against back pressures. An air gap 
between the potable-water system and the piping containing the antifreeze 
solution is the only safe method of protection. A direct cross connection 
is dangerous and must be avoided. 
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POLLUTED WATER INTO THE CITY WATER 
MAINS WHICH WERE UNDER LOWER PRESSURE 

DRINKING WATER SUPPLY LINE 
Fig. 10-1 1 
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Figure 10-11 shows how river water, supplemented by city water, was 
used for fire lines. A defective valve separated the waters. The pump 
on the fire line created a higher pressure in the fire line than existed in the 
city-water line. This condition existed for 2 weeks, causing the city water 
to become polluted over a large area. 

The installation of a pressure-type backflow valve will safeguard the 
potable-water system against the river water being accidentally pumped 
into the potable city-water supply system. 



Fig. 10-12 


Figure 10-12 illustrates a direct cross connection often foimd where pot- 
able water is supplemented by nonpotable water for the hot-water system. 
There is a higher pressure on the supplemental water supply of unknown 
origin. Slight opening of the valve could cause contamination not only to the 
potable water within the building, but the nonpotable water could flow into 
the street main and cause contamination of a large area of a community. 
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VACUUM BREAKERS 
Fig. 10-13 


Figure 10-13 illustrates several types of vacuum breakers commonly used 
on the flushing connection to a water closet. There is a lack of uniformity 
on the matter of testing vacuum breakers. A testing standard should be 
established by an unbiased laboratory. 


10.4.3 Backflow. The water-distributing system shall be protected against 
ackflow. Every water outlet shall be protected from backflow, preferably 
} having the outlet end from which the water flows spaced a distance above 
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the flood-level rim of the receptacle into which the water flows sufficient to 
provide a “minimum required air gap” as defined in ASA A40.4-1942. Where 
it is not possible to provide a minimum air .gap, the water outlet shall be 
equipped with an accessiblj’’ located backflow preventer complying with 
ASA A.40.6-1943, installed on the discharge side of the manual control valve. 
(See Chap. 17.) 

10.4.4 Special De^dces. Where it is not possible to provide either a mini- 
mum air gap or a backflow preventer, as ma 3 ’' be the case in connection with 
cooling jackets, condensers, or other industrial or special appliances, the admin- 
istrative authority shall require other approved means of protection. 



>C 

Fio. 10-14 


► An air gap provides a more positive protection against backflow than a 
vacutim breaker because an air gap has positive effectiveness. A vacuum 
breaker depends on mechanical action, which might not function 100 per 
cent all the time. An air gap could fail only if someone deliberately blocks 
the opening. 

Figure 10-14 illustrates an air break as required by ASA A40.4-1942. 

Figures 10-lB and 10-16 illustrate an air gap in a house or suction tank. 


10.5 Vacuum Breakers and Air Gaps 

10.5.1 Flushometer. Flushometer shall be equipped with an approved 
vacuum breaker. The vacuum breaker shall be installed on the discharge side 
of the flushing valve with the critical level at least 4 inches above the overflow 
rim of the bowl. 

10.5.2 Flushing Tanks. Flushing tanks shall be equipped with an approved 
ball cock. The ball cock shall be installed with the critical level of the vacuum 
breaker at least 1 inch above the full opening of the overflow pipe. In cases 
where the ball cock has no hush tube, the bottom of the water-supply inlet 
shall be installed 1 inch above the full opening of the overflow pipe. 
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Fig. 10-16 


10.5.3 Trough Urinals. Trough urinals shall he equipped with a vacuum 
breaker installed on the discharge side of the last valve and not less than 30 
indies above the spray pipe. 

10.5.4 Laivn Sprinlders. Lawn-sprinkler systems shall be equipped with a 
backflow preventer on the discharge side of each of the last valves. The back- 
flon preventer shall be at least 6 inches above the highest head, and at no time 
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less than 6 inches above the surrounding ground. Where combination control 
valves and backflow preventers are installed, the bottom of the valve shall 
constitute the bottom of the backflow preventer. 

10.5.5 Valve Outlet. Fixtures with hose attachments shall be protected 
by a backflow preventer installed 6 inches above the highest point of usage and 
on the discharge side of the valve. 

10.6 Water-service Pipe 

10.6.1 Except as permitted in paragraph 10.6.2, the underground water- 
service pipe and the building drain or building sewer shall be not less than 
10 feet apart horizontally and shall be separated by undisturbed or compacted 
earth. 

10.6.2 The water-service pipe may be placed in the same trench with the 
building drain and building sewer provided the following conditions are met: 

The bottom of the water-service pipe, at all points, shall be at least 12 inches 
above the top of the sewer line at its highest point. 

The water-service pipe shall be placed on a solid shelf excavated at one side 
of the common trench. 

The number of joints in the service pipe shall be kept to a minimum. 

The materials and joints of sewer and water-service pipe shall be installed 
in such manner and shall possess the necessary strength and durability to pre- 
vent the escape of solids, liquids, and gases therefrom, under all known adverse 
conditions such as corrosion, strains due to temperature changes, settlement, 
vibrations, and superimposed loads. 

10.6.3 Stop-and-Waste Valve Combination. Combination stop-and- 
waste valves and cocks shall not be installed in an underground service pipe. 

10.6.4 Private Water Supply. No private water supply shall be inter- 
connected with any public water supply without the specific approval of the 
department of health. 

In selecting the kind of pipe to be used for the service main, the water 
characteristics or mineral contents of the water as well as the ground con- 
ditions should be given careftil study. The kind of piping that has been 
used for many years locally and which is known to be satisfactory is a safe 
choice. The degree of exterior corrosion will vary with the ground com- 
position, such as whether it is filled-in or solid undisturbed ground or rock. 
If filled-in ground, it is welt to provide new clean earth at the bottom, sides, 
and top of the pipe to slow down the corrosive action which generally takes 
place in filled-in ground. Ground which has been filled with cinders, 
waste food, peelings, and the like is probably the least desirable into which 
to install any piping. See Part III. 

Piping installed in one piece from the main to the house will safeguard 
the water supply it carries, even if installed in the same trench with the 
sewer. (See Sec. 11.2.) 

Before the service-main trench is backfilled, the main should be tested 
by keeping up the full pressure available in the main at least 30 minutes 
without showing any leaks. 
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10.7 Water-pumping and Storage Equipment 

10.7.1 Pumps and Other Appliances. Water pumps, tanks, filters, 
softeners, and all other appliances and devices shall be protected against 
contamination. 

10.7.2 Water-supply Tanks. Potable-water-supply tanks shall be prop- 
erly covered to prevent the entrance of foreign material or insects into the water 
supply. Soil or waste lines shall not pass directly over such tanks. 

10.7.3 Pressure Tanks, Boilers, and Relief Valves. The drains from 
pressure tanks, boilers, relief valves, and similar equipment shall be connected 
to the drainage system through an indirect waste. 

10.7.4 Cleaning, Painting, Repairing Water Tanks. A potable-water- 
supply tank used for domestic purposes shall not be lined, painted, or repaired 
with any material which will affect either the taste or the potability of the water 
supply when the tank is returned to service. Tanks shall be disconnected 
from the system during such operations, to prevent any foreign fluid or sub- 
stance from entering the distribution piping. 
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Fig. 10-17 


► Pumps, tank, filters, softeners, and other equipment in the water-supply 
system can be safeguarded against contamination by providing a safe sup- 
ply to such equipment. Figures 10-16 and 10-17 illustrate methods used 
in safeguarding a suction-tank supply and screened air inlet. 


10.8 Water-supply Tanks (House-suction Booster) 

10.8.1 When Required. VTien the water pressure from the city mains 
during flow is insufficient to supply all fixtures freely and continuously, the 
rate of supply shall be supplemented by a gravity house tank or booster system. 

► ^ The general practice is to provide one of the following methods for 
increasing the water pressure to the desired height: 

(a) Pumping the water to a roof tank and distributing it at the upper floor 
level. 

(b) Installing automatic pressure-pumping equipment directly into the 
water-supply system. 
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10.8.2 Support. AH water-supply tanks shall be supported in accordance 
with the building code or other regulations which apply. 

10.8.3 Ovcrflo-u' Pipes for Water-supply Tanks. Overflow pipes for 
gravity tanks shall discharge above and within 6 inches of a roof or catch basin, 
or they shall discharge over an open water-supplied sink. Adequate overflow 
pipes properly screened against the entrance of insects and vermin shall he 
provided. 

► Roof tanks are generally supported by high structures or installed in a 
penthouse. The structural work is a function of the designing engineer. 
Suction tanks and intermediate tanks are supported on foxmdations or on 
structural members designed for the purpose. 

Water-supply tanks require an overflow in order to prevent damage to 
the surrounding area in the event of failure of the automatic supply equip- 
ment. The overflow pipe should be sized so as to permit equal amount of 
discharge in relation to the inlet or supply pipe. 

The table in paragraph 10.8.6 provides approximate overflow sizes for 
various size storage tanks. It is essential that the overflow pipe be com- 
puted on the basis of the incoming supply. 

Roof or penthouse storage tanks should be equipped with quick-opening 
valves so that the contents may be released quickly in case of emergency. 
Should a fire occur in a building, it is essential that the weight of the water 
be removed before roof trusses or beams are weakened by the fire, causing 
the water tank to collapse. 

Figiu-e 10-16 illustrates a house tank over a roof provided with overflow 
and quick-emptying valves. 

10.8.4 Tank Supply. The water-supply inlet within the tank shall be at 
an elevation not less than is required for an air gap in an open tank with over- 
flow, but in no case shall the elevation be less than 4 inches above the overflow. 

► See Fig. 10-16. 

10.8.5 Drains. Water-supply tanks shall be provided with valved drain 
lines located at their lowest point and discharged as an indirect waste or as 
required for overflow pipes in paragraph 10.4.3. 

10.8.6 Size of Overflow. Overflow drains for water-suppty tanks shall not 
be less than the following: 


Drain pipe (in.) 

Tank capacity 

(gal) 

i 

Drain pipe (in.) 

Tank capacity 
(gal) 

1 

Up to 750 

2 V 2 

3,001 to 5,000 



3 

5,001 to 7,500 

2 ' 

i 

■SBmB 

4 

Over 7,500 
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Each drain line shall be equipped with a quick-opening valve of the same 
diameter as the pipe. 

10.8.7 Gravit}' and Suction Tanks. Tanks used for domestic water 
supply, combined supply to fire standpipes and domestic water system, or to 
supply standpipes for fire-fighting equipment only shall be equipped with tight 
covers which are vermin and rodent proof. Such tanks shall be vented with a 
return-bend vent pipe having an area not less than one-half the area of the 
downfeed riser, and the vent opening shall be covered with a metallic screen 
of not less than 100 mesh. 

► Figure 10-17 illustrates a closed tank, suction or penthouse. 

10.8.8 Pressure Tanks. Pressure tanks used for supplying water to the 
domestic water-distribution system, combined suppl 5 '^ to fire standpipes and 
domestic water system, or to supply standpipes for fii-e equipment only shall 
be equipped with a vacuum-breaking device located on the top of the tank. 
The air inlet of this device shall be covered with a metallic screen of not less 
than 100 mesh. 

► Figure 10-18 illustrates one method for supplying water to a building 
when the street pressure is not sufficient to supply the needs of the building. 
The pmnp and compressor are automatically controlled through an electric 
control panel which provides air to the tank as needed, and the pumps 
supply water as needed. 



Fig. 10-18 


10.9 Disinfection of Potable-Tvatei'-system Piping 

10.9.1 The administrative authority having jurisdiction shall require when 
necossarj’^ that the potable-water sj^stem or any part installed or repaired be 
ismfccted in accordance with one of the following methods before it is placed 
m operation. 
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10.9.2 Tlie system, or part thereof, shall be filled with a solution containing 
50 parts per million of available chlorine and allowed to stand 6 hours before 
flushing and returning to service. 

10.9.3 The system, or part thereof, shall be filled with a solution containing 
100 parts per million of available chlorine and allowed to stand 2 hours before 
flushing and returning to service. 

10.9.4 In the case of potable-water storage tank where it is not possible to 
disinfect as provided in paragraphs 10.9.2 and 10.9.3, the entire interior of the 
tank shall be swabbed with a solution containing 200 parts per million of avail- 
able chlorine and the solution allowed to stand 2 hours before flushing and 
returning to service. 

10.9.5 In the case of potable-water filters or similar devices, the dosage shall 
be determined by the administrative authority. 

Most codes do not require the disinfection of the water-supply piping 
or water-storage tanks. 

10.10 Water-distribution Pipe, Tubing, and Fittings 

10.10.1 Materials for water-distributing pipes and tubing shall be brass, 
copper, lead, cast iron, wrought iron, open-hearth iron, or steel, with appropriate 
approved fittings. All tlu'eaded ferrous pipe and fittings shall be galvanized 
(zinc coated) or cement lined. I^Tien used underground in corrosive soil, all 
ferrous pipe and fittings shall be coal-tar enamel coated and the threaded joints 
shall be coated and wrapped after installation. (See Chap. 3 for Standards.) 

► The selection of water piping is based on the expected life of the building, 
the water characteristics of the locality, and the general practice within 
the area of the building. If a building is of a temporary nature, the less 
costly types might serve the temporary piurpose. For a permanent struc- 
ture, care should be exercised to select the type that would stand up best 
and be least costly to maintain over the life of the structure. Piping that 
will need to be replaced once or twice during the life of the structure will 
prove much more costly over the years than the installation of more durable 
pipes during the original erection. 


10.11 Allowance for Character of Water 

10.11.1 Selection, of Materials. When selecting the material and size for 
water-supply pipe, tubing, or fittings, due consideration shall be given to the 
action of the water on the interior and of the soU, fill, or other material on the 
exterior of the pipe. No material that would produce toxic conditions in a 
potable-watcr-supplj' sj’^stem shall be used for piping, tubing, or fittings. 

10.11.2 Used Piping. No piping material that has been used for other than 
a potable-water-supply system shall be reused in the potable-water-supply 
system. 
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See Sec. 10.1 for toxic conditions in the potable-water-supply system. 
See Part III for information on sizing the water-supply distributing system 
of a building. Undersized piping tends to cause pipe noises and water 
hammer. 

Used pipe of an unknown origin shoiild not be installed in a potable- 
water-supply system. 


10.12 Water-supply Control 

10.12.1 Water-supply Control. A main shutoff valve on the water-service 
pipe shall be provided near the curb and, also, an accessible shutoff valve with 
a drip valve shall be provided inside near the entrance of the water-service pipe 
into the building. 

10.12.2 Tank Controls. Supply lines taken from pressure or gravity tanks 
shall be valved at or near their source. 


r 
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Fig. 10-19 


Figures 10-19 and 10-20 illustrate a service main and controls. 



0.12.3 Separate Controls for Each Family Unit. In two-family or 
multiple dwellings, each family unit shall be controlled by an arrangement of 
s utofi valves which permit each group of fixtures or the individual fixtures 



10-18 


NATIONAL PLUMBING CODE 


to be shut off without interference with the water supply to anj-^ other family 
unit or other portion of the building. 
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jJ 

^EACH RISER SHALL 
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Fig. 10-21 

► Figure 10-21 illustrates paragraph 10.12.3. The minimum control pro- 
vides a valve for each bathroom in apartments or hotels or a valve per group 
of fixtures for other types of buildings. 



10.12.4 Group Fixtures. A group of fixtures means two or more fixtures 
adjacent or near each other. In a one-family house one or two bathrooms 
adjacent or one over the other maj' be considered a group. 
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Fig. 10-22 

► Figure 10-22 illustrates paragraph 10.12.4. 


10.12.5 Buildings Other Than Dwellings. In all buildings other than 
dwellings, shutoff valves shall be installed, which permit the water supply to all 
equipment in each separate room to be shut off without interference with the 
water supply to any other room or portion of the building. 

10.12.6 Water-heating Equipment. A shutoff valve shall be provided 
in the cold-water branch line to each water-storage tank or each water heater. 

10.12.7 Shutoff Valve at IVIeler. The shutoff valve at the discharge side 
of the water meter shall be not less in size than the size of the building water 
sendee and shall be of the gate type or ground key stop. 

► Where a curb valve is not mandatory, the installation of a control valve 
should be made at an accessible point. 
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In multistory buildings, a separate control valve for hot and cold water 
should be provided for each apartment. The valve must be located within 
the tenant’s apartment. When two bathrooms are adjacent in a one- 
family house, one control valve for hot-water supply to both bathrooms and 
one for cold water to both bathrooms may be used. Individual fixture 
stops are desirable as a convenience when making minor repairs. See 
Fig. 10-23. 





ONE CONTROL VALVE 
FOR EACH BACK-TO- 
BACK BATHROOM IF 
OCCUPIED BY DIFFER- 
ENT TENANTS 

-< 

s- 

/ 

> 

S 

- RISER 
CONTROL 


Fig. 10-23 


10.13 Water-supply Distribution 

10.13.1 Walcr-scr\icc Pipe. The water-service pipe from the street main 
to the water-distribution system for the building shall be of sufficient size to 
furnish an adequate flow of water to meet the requirements of the budding at 
peak demand and in no case shall be less than ^ inch nominal diameter. 

If flushometers or other demces requiring a high rate of water flow are used, 
the water-service pipe shall be designed to supply this flow. 

10.13.2 Demand Load. The demand load in the building water-supply 
system shall be based on the number and kind of fixtures installed and the 
probable simultaneous use of these fixtures. 

10.14 Procedure in Sizing the Water-distribution System of 
a Building 

10.14.1 The sizing of the water-distribution system shall conform to good 
engineering practice. Designed factors used to determine pipe sizes shall be 
adequate in the judgment of the administrative authorit 3 '. (See Chap. 18 
for guidance in the design of water-supph sj'stems.) 

► One method of sizing the water-supply pipe is explained in the example 
given below. It is not so accurate as that based on the detailed data con- 
tained in Part HE, but for small buildings it should provide a satisfactory 
basis. The data are based on results of research at the National Bureau 
of Standards, as reported in BMS 79. (See Bibliography.) The example 
is the one-story ranch house shown in Figs. 10-24 and 10-26. 

Figure 10-24 illustrates the plan of water distribution. Dotted figures 

represent the first-floor fixtures. Solid lines represent the basement 
fixtures. 

Figure 10-26 is a diagram of the water distribution. 
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Table A. Conversion of Plumbing Fixtures to Fixture-unit Ratings 


(Applicable to small homes) 

Fixture Fixture Units 

1 water closet, flush tank 3 

1 lavatory 1 

1 bathtub with or without shovrer head 2 

1 shower compartment 2 

1 kitchen sink 2 

1 disposal unit 1 

1 laundry trap (1 to 3 compartment) 3 

1 sill cock 4 

1 laundry machine 3 


Table B. Water-pipe Sizing 
(For small buildings) 

Sizes are computed to maintain a maximum velocity of 10 feet per second, based 
on water-pressure drop of 5 pounds per square inch per 100 feet. 


Line 

Service 

main 

diam 

(in.) 

Inside 

piping 

diam 

(in.) 

Developed length 
of piping 
(max ft) 

Fixture-unit 
requirements 
(max quantity) 

1 

% 

H 

50 

25 

2 

% 


100 

16 

3 

M 

h 

150 

15 

4 

H 

1 

50 

40 

5 

% 

1 

100 

33 

6 

H 

1 

150 

28 

7 

1 

1 

50 

50 

8 

1 

1 

100 

40 

9 

1 

1 

150 

30 

10 

1 

IJi 

50 

96 

11 

1 


100 

65 

12 

1 

iM 

150 

55 

13 

iK 

iH 

50 

150 

14 

iH 

iH 

100 

100 

15 

iM 

iM 

150 

65 

16 

iM 

1/4 

50 

250 

17 

1^ 

iH 

100 

160 

18 

iM 

iH 

150 

130 


Sizing is computed as follows; 

Step 1: Determine the water pressure at the main. The water company 
or the city water department has this information. Note that Table B is 
computed to maintain a maximum velocity of 10 feet per second, based 
on a water-pressure drop of 6 pounds per square inch per 100 feet. 

Step 2: Compute the number of fixture units to be supplied, including 
plumbing-connected appliances and sill cocks, using Table A. In this 
case, there are 46 fixture imits. 

Step 3: For 46 fixture units supplied by a main of 63 feet developed 
length, line 11 of table (Table B) is applicable. It indicates a 1-inch diam- 
eter for the service main, and IJ-^i-inch for the inside piping to point A 
(Fig. 10-26). 
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Step 4: Bathrooms 1, 2, and 3, plus laundry equipment and hose bib, 
rate 28 fixture units. The developed length of supply piping (point A) is 
less than 60 feet; therefore line 4 is applicable, and it recommends 1-inch 
diameter. 

Step 5: At point B (Fig. 10-25) the fixture-unit rating is 17, and the devel- 
oped length of supply piping is 45 feet. Line 1 (Table C) is applicable, and 
it recommends ^-inch diameter. 

Step 6: Each section of piping is figured in similar manner. 

Table C shows pipe sizes for multistory apartment buildings. It is a 
simplified basis for figuring mains, risers, or branches for combined hot 
and cold-water supply as well as for separate hot- or cold- water-supply 
piping. 

Pipe sizes are computed for average distances and average water pres- 
sures in a large building. 


10.14.2 Size of Fixture Supply. The minimum size of a fixture-supply pipe 
shall be as follows: 


Fixture or Demce 

Bathtubs 

Combination sink and tray 

Drinking fountain 

Dishwasher (domestic) 

Kitchen sink, residential 

Kitchen sink, commercial 

Lavatory 

Laundry tray, 1, 2, or 3 compartments 

Shower (single head) 

Sinks (service, slop) 

Sinks, flushing rim 

Urinal (flush tank) 

Urinal (direct flush valve) 

Water closet (tank type) 

Water closet (flush valve type) 

Hose bibs 

Wall hydrant 


Pipe Size 
{in.) 

■ ^ 

. ^ 

■ H 

■ H 
. 

. % 

. % 

. 

■ H 
. ^ 

. Vi 

■ ^ 

. M 
. % 

. 1 

. V2 
■ V2 


For fixtures not listed, the minimum supply branch may be made the same as 
for a comparable fixture. 

10.14.3 Minimum Pressure. Minimum, fairly constant service pressure at 
the point of outlet discharge shall be not less than 8 pounds per square inch for 
all fixtures except for direct flush valves, for which it shall be not less than 
15 pounds per square inch, and except where special equipment is used requiring 
higher pressures. In determining the minimum pressure, allowance shall be 
made for the pressure drop due to friction loss in the piping system during 
maximum demand periods as well as head, meter, and other losses in the system. 

10.14.4 Auxiliary Pressure — Supplementary Tank. If the residual pres- 
sure in the system is below the allowable minimum at the highest water outlet 
when the flow in the system is at peak demand, an automatically controlled 
pressure tank or gravity tank shall be installed of sufficient capacity to supply 
sections of the building installation which are too high to be supplied directly 
from the public water main. 
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Table C. Water-pipe Sizes 
(Based on flush tanks) 

Cold and hot water ~ ^ j 

combined Cold water I 


Fix- 


Pipe 
size (in.) 

Fix- 


ture 

units 

Gpm 

Cop- 

per 

Galv 

ture 

units 



Gpm 


Pipe 
size (in.) 


2 
2 

, 2 
83 2 


60 

100 

150 1 
200 1 
250 2. 


126 50 


51 

52 

53 

150] 55 

66 
57 
5S 
60 

1801 61 


2 300 85 

2J^ 600 144 

3 900 194 

1,200 234 


2 


Hot water 


Pipe 
size (in.) 


4.. 

5 ... 

9 

7 

13. f 

10 

18 

13 

22. ^ 

16 

27 

18 

31.5 

21 

36 

23 

40.5 

25 

45 

27 

49.6 

28 

54 

30 

58.6 

32 

63 

33 


67.5 35 


72 36 

76.5 38 

SI 40 

55.5 41 


1 

iH iH 

iH 

2 


14.5 43 2 

19 44 134 2 

)3.5 45 IJ^ 2 

)8 46 134 2 

2.5 47 ly^ 2 

7 48 134 2 

1.5 49 134 2 

6 50 134 2 

0.5 51 134 2 

5 52 134 2 

9.5 53 2 2 

4 54 2 2 

5.5 55 2 2 

3 56 2 2 

7.5 57 2 

2 58 2 2 

> 70 2 2 

) 115 2 2 

• 157 234 234 

> 194 234 234 
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10.14.5 Low-pressure Cutoff. MTien a booster pump is used on an auxiliary 
pressure s 3 'stem and the possibility’^ exists that a pressure of 5 pounds per square 
inch or less maj’ occur on the suction side of the pump, there shall be installed a 
low-pressure cutoff on the booster pump to prevent the creation of negative 
pressures on the suction side of the water system. Other arrangements may be 
used if found adequate and if approved as such by the administrative authority. 

10.14.6 Variable Street Pressures. When the street main has a wide 
fluctuation in pressure during the day, the water-distribution system shall be 
designed for minimum pressure available. 

► See Part III for data on water-pipe sizing and recommendations on 
specific requirements for special equipment. 

10.14.7 Hazard and Noise. Where water pressures are excessive, air 
changers or other approved mechanical devices shall be provided to reduce 
water hammer or line noises to such an extent that no pressure hazard to the 
piping sj’stem will exist. 

Excessive water pressure in pipe of inadequate size can cause breaks 
in the piping and serious damage in a building. Excess pressure not only 
is hazardous to the piping system but causes undesirable noises and annoy- 
ance to the occupants of the building, due to water hammer. See Part III 
for recommended design data to avoid high pressures and noises. 

10.15 Hot- water Distribution 

10.15.1 Hot-’iv’ater Distribution Piping. The sizing of the hot-water dis- 
tribution piping shall conform to good engineering practice. (See Sec. 10.14.) 

► The procedure for sizing the hot-water distribution system is the same 
as for the cold-water distribution system. 

10.16 Safety Devices 

10.16.1 Pressure-relief Valve. Pressure-relief valves shall be installed for 
all equipment used for heating or storage of hot water. The rate of discharge 
of such a valve shall limit the pressure rise for any’ given heat input to 10 per 
cent of the pressure at which the valve is set to open. 

► For example, a valve set to relieve at 90 pounds per square inch might 
override to 99 pounds per square inch. The relief valve should be set so 
that, during the time thermal expansion is taking place, the pressure will 
not rise above the predetermined maximum. 

10.16.2 Tempcralure-relief Valves or Energy-shutoff Devices. Tem- 
perature-relief valves or energy’ shutoff devices shall be installed for equipment 
used for the heating or storage of hot water. Each temperature-relief valve 
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shall be rated as to its Btu capacity. At 210°F, it shall be capable of discharg- 
ing sufhcient hot water to prevent an 3 ’^ further rise in temperature. As an 
alternative to the temperature-relief valve, and in lieu thereof, an energ}”-- 
shutoff device may be used, which will cut off the supply of heat energy to the 
water tank before the temperature of the water in the tank exceeds 210°F . 

► This type of relief valve must prevent a rise in temperature above 212°F. 
It should therefore be large enough to take care of the heat input of the 
heater. Furthermore, the relieving capacity of a temperature -relief valve 
should not be less than 1 gallon of water per hour for each 1260 Btu of 
heater capacity per hour. 

Many explosions have been due not to lack of a relief valve on ahot-water 
tank, but to failures of the relief valve, such as faulty operation, improper 
location, insufficient size, or poor construction. Both the pressure-relief 
valve and the temperature-relief valve must be provided with a drain con- 
nection equal in diameter to the valve-discharge outlet. The end of the 
drain off should be located so that there is no danger of scalding a person 
near the appliance. Also the drain off should be located where it would 
not damage the plumbing fixture. 

10.16.3 Approvals. Combination pressure- and temperature-relief valves or 
separate pressure- and temperature-relief valves which have been tested and 
approved b}', or meet the specification requirements of, the American Gas 
Association or the National Board of Casualty and Surety Underwriters shall 
be considered acceptable. 

10.16.4 Relief-valve Location. Temperature-relief valves shall be placed 
directly above tanks served and in no case more than 3 inches away from such 
tanks. Pressure-relief valves may' be located adjacent to the equipment they 
serve. There shall be no check valve or shutoff valve between a relief valve and 
the heater or tank for which it is installed. 

10.16.5 Relief Outlet Wastes. The outlet of a pressure, temperature, or 
other relief valve shall not be connected to the drainage system as a direct 
waste. 

10.16.6 Pressure Marking of Storage Tank. Any storage tank here- 
after installed for domestic hot water shall have clearly and indelibly stamped 
in the metal, or so marked upon a plate welded thereto or otherwise perma- 
nently' attached, the maximum allowable working pressure. Such markings 
shall be placed in an accessible position on the outside of the tank so as to make 
inspection or reinspection readily' possible. AU storage tanks for domestic hot 
water shall meet the applicable ASME standards. 

► See Figs. 10-26 to 10-31 for suggested locations of pressure-relief valves 
and temperature-relief valves. 

Wherever a temperature-relief valve or combination temperature-and- 
pressure relief valve is installed, it is preferable that the valve stem or 
thermal element extend into the tank. In no case should it be more than 
6 inches from the top of the tank. The element of the valve should be in 
direct contact with the hot-water flow. 
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Fig. 10-28 


If pressure-relief valves are used separately from temperature-relied 
valves, the pressure-relief valve should he placed either on the hot- or cold- 
water piping, as near to the tank as possible. 

See Part HI for technical information on control devices for hot-water 
equipment. 

Figure 10-26 shows an old-style method of heating water. Because of 
the possibility of overheating this type of arrangement, it is most important 
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Fig. 10-29 
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that both temperature- and pressure-relief valves be provided for the 
equipment. 

Figure 10-27 shows a different location for a relief valve. This location 
is not so efficient as that shown in Fig. 10-26 because it is slightly below 
the hottest water in the tank. 

Figure 10-28 shows a temperature-and-pressure relief valve above the 
storage-water^heater. This location is not so effective as when the thermal 
element is directly in contact with the upper section of the storage tank. 

10.17 Miscellaneous 

10.17.1 Drain Cock. All storage tanks shall be equipped with adequate 
drain cocks. 



CHAPTER 1 1 


Drainage System 


11.1 Materials 

11.1.1 General. Pipe, tubing, and fittings for drainage systems shall comply 
T^'ith the provisions in Chap. 3. 

The provisions are those in established standards. Table 3.6 in Chap. 3 
provides reference to Federal Specifications or ASA Standards as well as 
ASTM or Commercial Standards. Each of those standards is applicable 
to a specific portion of the plumbing system. 

11.1.2 Aboveground Piping udtbin Buildings. Soil and waste piping for 
a drainage system within a building shall be of cast iron, galvanized wrought 
iron, galvanized open-hearth iron, galvanized steel, lead, brass, or copper pipe, 
or copper tubing. 

11.1.3 Underground Piping witbin Buildings. Drains within buildings, 
when undergrovmd, shall be of cast-iron soil pipe. For buildings under two 
stories in height, the pipe may be of service weight. For buildings two stories or 
more in height, the pipe shall be of extra-heavy weight. 

The following materials may be used underground when approved as safe by 
the administrative authority: galvanized steel or galvanized ferrous alloy, lead, 
or copper pipe, or copper tubing. Where threaded joints are approved for use 
underground, they shall be coated and wrapped after installation. 

11.1.4 Fittings. Fittings on the drainage system shall conform to the type 
of piping used. Fittings on screwed pipe shall be of the recessed drainage type. 
(See Sec. 2.4.) 

► The piping materials listed in paragraphs 11.1.2 and 11.1.3 are given as 
guides. Other kinds can be satisfactory, depending on local conditions, 
such as local soil characteristics, atmospheric conditions, and specific appli- 
cation to the work involved. See Part HI. 

11.2 Building Sewer 

11.2.1 Separate Trenches. The building sewer, when installed in a separate 
trench from the water-service pipe, shall be cast-iron sewer pipe, vdtrified-clay 
pewer pipe, concrete sewer pipe, bituminized-fiber sewer pipe, or asbestos- 
cement sewer pipe. Joints shall be watertight and rootproof. 

11-1 
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EGULAR BACKFILL- 

WELL COMPACTED 
CLEAN SOIL 


SANITARY BUILDING 
SEWER 


APPROXIMATE SEPARATION 



10 FEET 

Fig. 11-1 


WATER SERVICE 
.INSTALLED 
BELOW FROST 
LINE 


CLEAN SAND 


► Figure 11-1 illustrates the installation of sanitary sewer and water- 
service pipe in separate trenches. Thus, should a break occur in the sewer 
or water line or a leak develop in poorly made joints, there is small possi- 
bility of the potable water being contaminated. 

The building sewer, when installed in a trench separate from the water- 
service pipe, as in Fig. 11-1, may be constructed of any of the following 
kinds of .pipe; 

(a) Asbestos-cement pipe (rubber rings joints) 

(b) Bituminized-fiber pipe (taper joints) 

(c) Cast-iron soil pipe (either extra heavy or service weight) 

(d) Concrete sewer pipe (cement mortar, hot-poured or precast joints) 

(e) Vitrified-clay pipe (cement mortar, hot-poured or precast joints) 

The use of either extra-heavy or service-weight cast-iron soil pipe is satis- 
factory, but standard-weight pipe may not be installed in buildings over 
two stories in height. Cast-iron soil pipe has recently been standardized 
to two weights, extra heavy and service weight. 


11.2.2 One Trench. The building sewer, when installed in the same trench 
with the water-service pipe, shall be constructed of durable materials which are 
corrosion-resistant and shall be so installed as to remain watertight and be root- 
proof. The building sewer shall be tested with a 10-foot head of water or 
equivalent and found to be tight. 



Fig. 11-2 
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► Figure 11-2 shows sewer and water-service pipe in one trench. Because 
of the additional cost of providing separate trenches for the sewer and 
water-service pipe, some installations combine both services in the same 
trench. In order to provide a safeguard for the potable-water main, the 
water-service main should be placed at least 12 inches above the sewer 
main and on a side ledge. 

The building sewer, when installed in the same trench with the water- 
service pipe, as in Fig. 11-2, shall be constructed of durable materials which 
are corrosion-resistant and shall be installed so as to remain watertight 
and root resistant. The following conditions must be met; 

(а) The water-service pipe must be installed at least 12 inches above the 
top level of the building sewer pipe. 

(б) The water-service pipe must be placed on a solid shelf at the side of 
the trench. 

(c) The water-service pipe should be in one piece, between the building 
and the water main. 

(d) The bxiilding sewer may be of any of the following kinds of pipe ; extra- 
heavy cast-iron soil pipe with hot-poured lead joints, hot-poured or 
precast joints as per paragraph 4.2.6, joints as prescribed in paragraph 
4.2.11 for asbestos-cement sewer pipe and as per paragraph 4.2.12 for 
bituminized-fiber pipe. 

(e) The building sewer shall be tested after installation with not less than 
a 10-foot head of water or by means of an equivalent test. 

Figure 11-3 shows the excavation necessary under a pipe hub and pipe 
barrel in firm contact with solid grotmd. 
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Fig. 11-3 


11.2.3 Se>ver in Filled 
installed in filled or unstable 


Ground. A building sewer or building drain 
ground shall be of cast-iron pipe, except that non- 
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metallic drains may be laid upon an approved concrete pad if installed in 
accordance with paragraph 11.2.1. 

► The objective is that piping material which does not have the strength 
to bridge across unstable ground must be provided with a level support 
upon which the piping can rest without undue stress. 

Regarding the provision “that nonmetallic drains may be laid upon an 
approved concrete pad,” the necessity for a concrete pad rmder the piping 
arises only when the nonmetallic drains are to be installed in filled-in 
unstable ground under the building. 

11.2.4 Sanitary and Storm Sewers. Where separate systems of sanitary 
drainage and storm drainage are installed in the same property, the sanitary 
and storm building sewers or drains may be laid side by side in one trench. 



CLEAN 

EARTH 

WELL 

COMPACTED 


BUILDING 
SEWER STORM 

BUILDING SEWER 
SANITARY 


Fig. 11-4 


► Figure 11-4 illustrates paragraph 11.2.4. 

11.2.5 Old House Sewers and Drains. Old house sewers and house drains 
may be used in connection with new buildings or new plumbing and drainage 
work only when they are found, on examination and test, to conform in all 
respects to the requirements governing new house sewers, and the administrative 
authority shall notify the owner to make the changes necessary to conform to 
this Code. 

RUBBER CLEANOUT 



Before reusing an old sewer it should be tested for flow and tightness. 
It is possible to test the sewer without excavating. One of the methods is 
to use a partly filled bladder to which is attached a long rubber hose through 
which the bladder may be inflated. The bladder is floated to the end of 
the building sewer. It is then inflated and the sewer pipe filled with water. 
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II the pipe and joints are broken, it will not hold a proper level of water. 
See Fig. 11-6. 


11.3 Drainage-piping Installation 

11.3.1 Horizontal Drainage Piping. Horizontal drainage piping shall be 
installed at a uniform slope but at slopes not less than permitted in paragraphs 
11.3.2, 11.3.3, and 11.3.4. 

11.3.2 Small Piping. Horizontal drainage piping of 3-inch diameter and 
less shall be installed with a fall of not less than inch per foot. 

11.3.3 Large Piping. Horizontal drainage piping larger than 3-inch diam- 
eter shall be installed with a fall of not less than inch per foot. 

11.3.4 Minimum Velocity. Where conditions do not permit building 
drains and sewers to be laid with a fall as great as that specified, then a lesser 
slope may be permitted provided the computed velocity will be not less than 
2 feet per second. 

► Generally the slope at which a horizontal drain is installed controls the 
velocity of the liquid waste fliowing in the pipe. A 2-foot-per-second 
velocity is accepted practice for horizontal waste lines. This velocity will 
provide the scouring action necessary to maintain a pipe free from fouling. 

Higher velocities, or greater fall per foot, increase the carrying capacity 
of the building drain. It is a good policy to design for the highest possible 
velocity, as it will tend to keep the drain pipe clean. When designing 
fixture branches, however, it should be borne in mind that high velocities 
in pipes with slopes greater than }■£ inch per foot can cause self-siphonage 
of the trap seal. 

Table A provides a chart of approximate velocities for given slopes 
and diameters. This table was first computed for BMS 66. (See 
Bibliography.) 

Table A. Appro.vimate Flow Velocity of Sewage for 
Given Slopes and Pipe Diameters 


Diam 

Flow velocity (fps) 


of pipe 
(in.) 

He-iu. 

M-in. 

yi-in. 

yi-in. 


faU/ft 

faU/ft 

faU/ft 

fall/ft 


j 


1.61 

2.28 


.... 

1.24 

1.76 

2.45 

2 

1.02 

1.44 

2.03 

2.88 

2M 

1.14 

1.61 

2.28 

3.23 

3 

1.24 

1.76 

2.49 

3.53 

4 

1.44 

2.03 

2.88 

4.07 

5 

1.61 

2.28 

4.23 

4.56 

6 

1.76 

2.49 

3.53 

5.00 

8 

2.03 

2.88 

4.07 

5.75 

10 

2.28 

3.23 

4.56 

6.44 
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House Trap and Fresh-air Inlet. The ASA A40.8 National Plumbing 
Code and the Report of the Coordinating Committee do not require the 
installation of a house trap and fresh-air inlet. However, in those cities 
where house traps are required and a new building is being constructed 
among old buildings that have house traps, it is not desirable to leave out 
the house trap and fresh-air inlet in the new building. But where a new 
community is being planned, the house trap and fresh-air inlet may be 
omitted. 



RETURN BEND 
FRESH AIR INLET 
GRADE 


TRAPCLEANOUTSa^ 


HOUSE 

TRAP 



FRESH AIR 
GRATE- 


FLAP PREVENTS^' 
AIR BLOWING OUT 


FRESH AIR TEE 
ALSO USED AS 
TEST TEE 

Fig. 11-6 


Figure 11-6 illustrates the installation of a house trap and fresh-air inlet. 
The house trap may be installed in a concrete pit with cover, or the clean- 
outs may be brought up to the finished floor. The fresh-air inlet may be 
terminated with a return bend, or if located inside, it may be terminated 
at the outside front wall with a grate. When a grate is used, install a 
check or flap which will open readily as an air intake but will not permit a 
downdraft to blow foul odor into the street. 

There are two schools of thought regarding the installation of a building 
trap in the building drain before connecting it with the building sewer. 
When a building trap is installed, it is claimed that it will prevent the flow 
of sewer gases into the plumbing system of the building and thereby avoid 
using the building system as a means of ventilating the public sewer. It 
is further claimed that by preventing these sewer gases from entering the 
building, corrosion of the piping system is reduced. 

The fact that a fresh-air inlet is installed when a building trap is provided 
has proved to be insufficient under certain conditions in relieving the back 
pressure in the stacks and the building drain. It has been determined by 
tests that by not installing a building trap the flow and capacity of the 
building drain are improved. 

It is further believed that by permitting the sewer gases to flow freely 
through the building system the possible concentration of hazardous gases 
in the street sewer is avoided, thereby preventing possible explosions. 

11.4 Fixture Units 

11.4.1 Values for Fixtures. Fixture-unit values as given in Table 11.4.2 
designate the relative load weight of different kinds of fixtures which shall be 
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Table 11.4.2 Fixture Units per Fixture or Group 


Fixture type 

Fixture-unit value 
as load factors 

Minimum size of 
trap (in.) 

1 bathroom group consisting of water closet. 

/ Tank water 


lavatory, and bathtub or shower stall. . 

1 closet 6 



j Flush-valve 



1 water closet 8 


Bathtub' (with or without overhead shower) 

2 


Bathtub' 

3 

2 

Bidet 

3 

Nominal 1 

Combination sink and tray. 

3 


Combination sink and tray with food-dis- 



posal unit 

4 

Separate traps 

Dental unit or cuspidoi 

1 

iH 

Dental lavatory 

1 


Drinking fountain 


1 

Dishwasher,^ domestic 

2 

1/4 

Floor drains^. 

1 

2 

Kitchen sink, domestic 

2 

IV 2 

Kitchen sink, domestic, with food-disposal 



unit 

3 


Lavatory' 

1 

Small P.O. 134 

Lavatory' , 

2 

Large P.O. 134 

Lavatory, barber, beauty parlor 

2 

134 

Lavatory, surgeon’s. . 

2 


Laundry tray (1 or 2 compartments) 

2 

134 

Shower stall, domestic 

2 

2 

Showers (group) per head’ 

3 


Sinks: 

1 


Surgeon’s 

3 

134 

Flushing rim (with valve) 

8 

3 

Service (trap standard) . 

3 

3 

Service (P trap) 

2 

2 

Pot, scullery, etc.- 

4 

134 

Urinal, pedestal, siphon jet, blowout 

8 

Nominal 3 

Urinal, wall lip. . 

4 

134 

Urinal stall, washout ! 

4 

2 

Urinal trough^ (each 2-ft section) ; 

2 

134 

Wash sink^ (circular or multiple), each set 

1 


of faucets 

2 ' 

Nominal 134 

Water closet; 



Tank-operated 

4 

Nominal 3 

Valve-operated 

8 

3 


' A shower head over a bathtub does not increase the fixture value. 

• See paragraphs H.4.3 and 11.4.4 {or method of computing unit values of fixtures not listed 
in Table 11.4.2 or for rating of devices with intermittent flows. 

* Size of floor drain shall be determined by the area of surface water to be drained. 
‘Lavatories with IJ^- or IM-inch trap have the same load value; larger P.O. plugs have 

greater flow rate. 
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emplo 5 'ed in estimating tlie total load carried by a soil or waste pipe and shall 
be used in connection with the tables of sizes for soil, w aste, and drain pipes for 
which the permissible load is given in terms of fixture units. 


► Those who are interested in tracing the mathematical origin of Tables 

11.4.2 and 11.4.3, and verifying the conclusions will find complete data in 
Part III. 

11.4.2 (See Table 11.4.2.) 

11.4.3 Fixtures not listed in Table 1 1.4.2 shall be estimated in accordance with 
Table 11.4.3. 


Table 11.4.3 


Fixture drain or trap size 
(in.) 

Fixture- 
unit value 

Fixture drain oi trap size 
(in.) 

Fixture- 
unit value 

and smaller 

1 


4 

1)^.. 

2 

3. 

5 

2. 

3 

4 

6 


► It is difficult to provide a rating for all plumbing fixtures as shown on 
Table 11.4.2 because of the larger number of fixtures made for special pur- 
poses, such as printers’ sinks, laboratory sinks, and special hospital fix- 
tures. Special-purpose fixtures may be rated by the size of the trap recom- 
mended by the manufacturer. It is hoped that eventually all manufacturers 
of fixtures and appliances will indicate the fixture-unit value on their prod- 
ucts. Such values for each fixture would greatly assist in accurately 
designing a plrunbing system, especially for large buildings. In the mean- 
time, Table 11.4.3 provides an approximate rating of those fixtures not 
rated in Table 11.4.2. 


11.4.4 ^'^aliies for Continuous Flow. For a continuous or semicontinuous 
flow into a drainage system, such as from a pump, pump ejector, air-conditioning 
equipment, or similar device, two fixture units shall be allowed for each gallon 
per minute of flow. 


► Figure 11-7 illustrates sizing for an intermittent flow from a sump pump. 
The building has five soil stacks. Stacks 1, 2, and 6 contain public-type 
fibrtures. Stacks 3 and 4 contain private-type fixtures. The total fixture 
units for each stack are given. 

Each stack is sized according to Table 11.B.3. Horizontal branches from 
the base of a stack to the building drain are the same size as the building 
drain (Table 11.6.2), and the building drain is then sized according to its 
fall per foot. 
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The discharge from the sump is converted into fixture-unit values by 
multiplying the number of gallons flow by 2. It is recommended, however, 
where the discharge from the sump is connected to the building drain, that 
there be no connections from the gravity system for at least 10 feet down- 
flow from the sump connection. If this is impractical, the building drain 
should be increased one pipe size. This prevents a heavy load concentra- 
tion which could affect the fixtures on the lower floor where the stack is 
connected close to the sump discharge. 

It would be preferable to connect large flows from the sump close to the 
point where the building drain leaves the building. Where the discharge 
is from pneumatic ejectors, or where heavy and abrupt discharges are to 
be expected, the discharge should be carried separately to the building 
sewer just outside the building wall. 
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Figure 11-8 illustrates another example of continuous-flow rate. The 
number of fixture rmits equivalent to a sump pump discharging 100 gallons 
per minute is 200 fixture units. According to Table 11.6.2, the drain may 
be sized as follows: 


Sizing of Drain 
Example: Fig. 11-8 


Slope; in. /ft 

Slope; in. /ft 

i 

i 

Location | 

j 

1 

Number of 
fixture units 

Diameter 
of drain 

1 (in.) 

1 

1 

Location i 

i 

Number of 
fixture units 

Diameter 
of drain 
(in.) 

Point A 

200 

o 

Point A 

200 1 

4 

Point B 

350 

5 

Point B 

350 

0 

Point C 

500 

6 

Point C 

500 

6 

Point D 

650 

6 

Point D 

650 

6 

Point E 

800 ! 

j 

8 

Point E 

800 

6 


It is desirable that the slope of the building drain be maintained uni- 
formly throughout its length. If this is impractical, select a pipe size which 
provides for velocities of not less than 2 feet per second. (See Table A.) 

Horizontal piping from a branch to a group of fixtures on the same level 
as the building drain should be the same as for the building drain. (See 
paragraph 11.6.2.) 

A 3-inch building drain is large enough to serve two water closets, plus 
whatever additional small fixtures are desired, provided the total number 
of fixture rmits does not exceed the maximum permitted in Table 11.6.2. 
Blowout-type urinals are classified as water closets in computing the size 
of the building drain. The reason for this is that a blowout urinal will 
discharge as much water as a regular water closet in the same time. 


11.5 Determination of Sizes for the Drainage System 

11.5.1 Maximum Fixture-unit Load. The maximum number of fixture 
units that may be connected to a given size of building sewer, building drain, 
horizontal branch, or vertical soil or waste stack is given in Tables 11.5.2 and 
11.5.3. 

11.5.2 (See Table 11.5.2.) 

11.5.3 (See Table 11.5.3.) 

► The following is an explanation of the theory which resulted in the 
establishment of Tables 11.6.2 and 11.6.3: 

Developments inside a drainage and venting system are complicated. 
Individual fixtures have different rates of discharge due either (1) to the 
average rate of flow each time the fixture is used or (2) to the length of 
time of each discharge. 
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Table 11.5.2 Building Drains and Sewers 


Diameter 
of pipe 
(in.) 

Maximum number of fixture units that may be connected to any 
portion of the building drain or the building sewer 

I . _ 


Fall per foot 



Ke in. 

00\ 

1 

H in. 

}'i in. 

2 

1 

1 

1 

! 

21 

26 

2M 


1 

24 

31 

3 


202 

272 

362 

4 


180 j 

216 

250 

5 


390 

480 

575 

6 

1 

700 

840 

1,000 

8 

1,400 

1,600 

1,920 

2,300 

10 

2,500 

2,900 

3,500 

4,200 

12 

3,900 

4,600 i 

[ 5,600 

6,700 

15 

7,000 

8.300 ! 

1 10,000 

12,000 

1 

1 


' Includes branches of the building drain. 
5 Not over two water closets. 


Table 11.5.3 Horizontal Fixture Branches and Stacks 



Maximum number of fixture units that maj^ be connected to: 

Diameter 
of pipe 
(in.) 

Any 

1 

One stack of 

3 stories in 
height or .3 
intervals 

1 More than 3 stories in height 

horizontal 
fixture branch 

Total for stack , 

1 

Total at one story 
or branch interval 


1 

2 

1 

2 

1 


3 

! 4 

8 

2 

2 

6 

I 10 

24 

6 

2M 

12 

20 

42 

9 

3 

202 

30’ 

60’ 

162 

4 

160 

240 

500 

90 

0 

360 

540 

1,100 

200 

6 

020 

960 

1,900 

350 

s 

1,400 

2,200 

3,600 

600 

10 

2,500 

3,800 

5,600 

1,000 

12 

lo 

3,900 

7,000 

6,000 

i 

8,400 

1,500 


' Bot include branches of the buildine drain, 
* Not over two water closets. 

’ Not over sue water closets. 
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If it were normal practice to operate all fixtures at exactly the same 
moment, it would be simple to estimate what the total discharge flow would 
be at a given moment, but in a large building with many plumbing fixtures, 
all the fixtures never would be started and stopped exactly at the same 
moment under ordinary working conditions. 

The theory that the fall of liquids within a stack continues to accelerate 
like a free-falling object is erroneous. As soon as the water from a hori- 
zontal drain enters the vertical stack, the force of gravity accelerates it 
downward; but within a short distance, usually within a one- or two-story 
drop, the friction against the interior walls of the pipe becomes equal to the 
force of gravity, thereby equalizing the rate of fall. From that point of 
equilibrium, the rate of fall down the stack continues unchanged until it 
reaches the base of the stack, provided, of course, that no lower horizontal 
branches also commence discharging, colliding, and interfering with the 
fall. 

Therefore, the pipe sizes in Tables 11.5.2 and 11.6.3 are a reconcilement 
of the following considerations; 

(a) Experience and good practice have established that the “normal full- 
ness” of piping in first-class condition is one-quarter full. 

(b) The remaining capacity is the margin of safety for unusual peak 
demand. 

(c) Use the smallest size pipe that would carry away waste water from 
individual fixtures as rapidly as is consistent with good practice to avoid 
clogging. 

(d) Avoid causing excessive pressures at points where the fixture drains 
connect to the stack. Pressures either negative or positive could 
reduce the trap seal to a dangerous level or blow sewer gas into the 
room. (See Part III.) 

11.5.4 Minimum Size of Soil and Waste Stacks. No soil or waste stack 
shall be smaller than the largest horizontal branch connected thereto, except 
that a 4 by 3 water-closet connection shall not be considered as a reduction in 
pipe size. 

► Figure 11-9 illustrates a one-story row house containing four dwelling 
imits with the building drain underground. 

In section a the water closet is stack-vented; the bathtub is wet-vented 
through the lavatory; the sink and dishwasher have a common vent. See 
paragraph 12.10.2 for sizing when one plumbing fixture connects below the 
other. If both plumbing fixtures connect at the same level, the vertical 
waste is sized according to Table 11.4.2 for the total number of fixture 
tmits; in this case, there are four fixture tmits, which require a Ij^-inch 
waste. 

In section b the water closet is stack-vented; the bathtub is wet-vented 
through the lavatory waste; the sink and food-waste grinder have a com- 
mon vent. The vertical waste below the sink connection is sized 2 inches, 
according to paragraph 12.10.2. If both fixtures are connected at the same 
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level, the vertical waste is 2 inches, because the total number of fixture 
units is five. 

All fixtiures in c are stack-vented except the sink, which is individually 
vented or back-vented. The back vent is inches because the sink 
represents only two fixture units. The stack here must be 3 inches up to 
the highest fixture connection. 



FIGURE IN CIRCLE GIVES NUMBER OF FIXTURE UNITS 



In section d all fixtures are stack-vented, and regardless of climate the 
soil stack must be extended full size 3 inches in diameter through the roof 
as a stack vent. 

The building drain is sized according to Table 11.6.2, and cleanouts are 
provided according to paragraph 6.4.1. Branches for connecting plumbing 
fixtures are vented at the distances provided in Table 12.9.3. The slope 
at which a branch is roughed shoidd not exceed one pipe diameter (see 
paragraph 12.9.4). 

There are other ways of wet venting a fixture which cannot be provided 
with a continuous or back vent The principle of wet venting may be 
applied to a floor drain, a dental tmit, or any other fixtmre which must be 
mstalled in the middle of a room and cannot be individually vented. 

The advantage of wet venting is that it ensures a clear vent. There is 
no assurance that a back vent installed horizontally will remain open and 
effective, nor is there any way of knowing when it becomes clogged. 
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11.5.5 Minimum Size of Stack Vent or Vent Stack. Any structure on 
which a building drain is installed shall have at least one stack vent or vent stack 
carried full size through the roof not less than 3 inches in diameter or the size of 
the budding drain, whichever is the lesser. 

► By reference to Fig. 11-9 it will be noted that stack d is shown full size 
through the roof but other stack vents may be reduced. 

11.5.6 Future Fixtures. When provision is made for the future installation 
of fixtures, those provided for shall be considered in determining the required 
sizes of drain pipes. Construction to provide for snch future installation shall 
be terminated with a plugged fitting or fittings at the stack so as to form no 
dead end. 

11.5.7 Underground-drainage Piping. No portion of the drainage system 
installed underground or below a basement or cellar shall be less than 2 inches 
in diameter. 


STACK- 

VENT 


SOIL- 

STACK 


LOOP VENT '/£ THE SIZE OF THE 
HORIZONTAL (MINIMUM) 


r~^ 

FUTURE I l_^LAV. 


UJ LJ 


8FU 

-W.C's 


2FU 
LAV:- 


Fig. 11-10 


► Figure 11-10 illustrates a toilet room with two water closets and two 
lavatories to be installed and roughing for a third water closet to be installed 
at some future time. The branch must therefore be sized as though all 
three water closets were to be installed initially. 

The total number of fixtures now installed are two public water closets 
and two public lavatories with a fixture rating of 8 -f 8 -f 2 -f- 2 = 20 fix- 
ture units. Table 11.5.3, column 2, any horizontal fixture branch, shows 
that a 3-inch diameter pipe is satisfactory. However, by roughing a future 
closet on this branch, the total number of fixture units that must be figured 
are 8-l-8-j-8-f2-l-2 =28 fixture units ; therefore the diameter of the 
branch must be 4 inches. 

There is also a difference in sizing the loop vent. With a 3-inch hori- 
zontal branch a IJ-^-inch loop vent is adequate. With a 4-inch horizontal 
waste, a 2-inch-diameter loop would be the minimum permitted. 


11.6 Offsets on Drainage Piping 

11.6.1 OlTsets of 45 Degrees or Less. An offset in a vertical stack, with a 
change of direction of 45 degrees or less from the vertical, may be sized as a 
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straight vertical stack. In case a horizontal branch connects to the stack 
within 2 feet above or below the offset, a relief vent shall be installed in accord- 
ance with paragraph 12.18.3. 



Figure 11-11 shows that the relief vent may be installed either as a ver- 
tical continuation of the lower section of the stack or as a side vent con- 
nected to the lower section between the offset and the next lower fixture 
or horizontal branch. The diameter of the relief vent must be no less than 
the diameter of the main vent or the soil or waste stack, whichever is the 
smaller. 
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Offsets of 46 degrees or less do not seriously affect the flow in the stack. 
Table 11.5.3 provides for loading of stacks not more than 34-full at any 
point. This partial loading is a safety factor. When a horizontal load is 
imposed at this point, the relief vent is necessary in order to prevent excess 
pressures from affecting the operation of the fixtures connected to the 
branch. 


11,6.2 Waste Stacks Serving Kitchen Sinks. In a one- or two-family 
dwelling only in which the waste stack or vent receives the discharge of a 
kitchen-type sink and also serves as a vent for fixtures connected to the hori- 
zontal portion of the branch served by the waste stack, the minimum size of 
the waste stack up to the highest sink branch connection shall be 2 inches in 
diameter. Above that point the size of the stack shall be governed by the total 
number of fixture units vented by the stack. 



11.6.3 Above Highest Branch. An offset above the highest horizontal 
branch is an offset in the stack vent and shall be considered only as it affects the 
developed length of the vent. 


► Figure 11-13 shows that offsets occurring above the highest fixture or 
horizontal branch are part of the stack vent and do not affect the capacity 
of the stack. The vent at this point is of sufficient diameter to provide for 
air circulation. 


11.6.4 Below Lowest Branch. In the case of an offset in a soil or waste 
stack below the lowest horizontal branch, no change in diameter of the stack 
because of the offset shall be required if it is made at an angle not greater than 
45 degrees. If such an offset is made at an angle greater than 45 degrees, the 
required diameter of the offset and the stack below it shall be determined as for 
a building drain. (See Table 11.5.2.) 
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► Figure 11-14 illustrates an offset below the lowest horizontal branch. A 
46-degree offset will not affect the size of the pipe, regardless of where such 
an offset occurs in the soil or waste stack. But if the offset is in a hori- 
zontal position (see definition of horizontal pipe), it is necessary to increase 
the diameter of the offset pipe. 

This is done to avoid developing pressure or vacuum which will disturb 
the trap seal of the lower fixture. The threat of such a condition becomes 
more serious as the load in the stack is increased. The most critical area 
is at the base of the stack or at the lowest floor in a building, especially 
when an offset or change of direction occurs immediately below a plumbing 
fixture. A plumbing fixtmre should not be installed nearer than 2 feet from 
the offset. 

11.6.5 Offsets of More Than 45 Degrees. A stack with an offset of more 
than 45 degrees from the vertical shall be sized as follows; 

The portion of the stack above the offset shall be sized as for a regular stack 
ascd on the total number of fixture units above the offset. 
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The upper portion of the stack above the offset shall be si 2 ed as for building 
drain. (See Table 11.5.2, column 5.) 

The portion of the stack below the offset shall be sized as for the offset or 
based on the total number of fixture units on the entire stack, whichever is the 
larger. (See Table 11.5.3, column 4.) 

A relief vent for the offset shall be installed as provided in Chap. 12, and in no 
case shall the horizontal branch connect to the stack within 2 feet above or 
below the offset. 

► Figure 11-16 illustrates an offset of more than 45 degrees; in this case 
the offset is 90 degrees. 

The upper portion of the offset must be provided with a relief vent in 
order to avoid back pressure affecting the fixtures located near the offset. 
The lower portion of the stack must be provided with a relief vent in order 
to safeguard the fixtures on the downstream portion of the stack. 

In order clearly to illustrate the requirements of paragraph 11.6.6, Fig. 
11-16 shows the sizing of a stack in a 12-story building where there is one 
offset between the fifth and sixth floors and another offset below the street 
floor. 

Sizing is computed as follows : 

Step 1: Compute the fixture tmits connected to the entire stack. In this 
case, assume there are 1,200 fixture units connected to the stack from the 
street floor through the top floor. 

Step 2: Size the portion of the stack above the fifth-floor offset. There 
are 400 fixture units from the top floor down through the sixth floor. 
According to Table 11.6.3, column 4, 400 fixture units require a 4-inch stack. 

Step 3: Size the offset on the fifth floor. An offset is sized like a building 
drain. According to Table 11.6.2, column 4, 400 fixture units require a 
6-inch offset. 

Step 4: Size the lower portion of the stack from the fifth floor down 
through the street floor. The lower portion of the stack must be large 
enough to serve all the fixture units connected to it, from the top floor 
down, in this case, 1,200 fixture rmits. According to Table 11.6.3, 1,200 fix- 
ture units require a 6-inch stack. 

Step 5: Size the offset helow the street floor the same as for a building 
drain. The lower offset also has to be large enough to serve all fixture 
umts from the top floor down, in this case, 1,200 fixture units. According 
to Table 11.6.2, 1,200 fixture units require an 8-inch offset. This 8-inch 
line is run full size to the building drain. 

The fixtures on the sixth floor should be connected to the stack at least 
2 feet above the offset. If this is not possible, then connect them sep- 
arately to the stack at least 2 feet below the offset, and if this is not possible 
either, run the fixture drain down to the fifth or fourth floor and connect 
to the stack there. 

The offset on the fifth floor should be provided with a relief vent Sizing 
the offset larger than the stack and providing a relief vent will prevent 
presses from building up at the point of offset and possibly siphoning or 
blowing nearby trap seals. 
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NO FIXTURE OR HORIZONTAL BRANCH 
MAY CONNECT WITHIN 2‘-0’’0F THE 
OFFSET either ABOVE OR BELOW 


CONNECT TO 
VENT STACKn 



4 TH 
3 TH 
2 TH 

1 ST 


FL. 


FL. 


SIZE OF STACK BELOW 
OFFSET IS BASED ON 
TOTAL NUMBER OF F.U/ 
CONNECTED TO THE 
STACK FROM 12 TH FL. 

TO BASEMENT. IN THIS 
CASE, ASSUME 1200 
FL. F.U. ACCORDING TO 
TABLE 11.5.3., 1200 FU 
REQUIRE A 6"STACK-\ I 
FL. 


STREET 


BASEMENT 


NO FIXTURE OR HORIZONTAL 
BRANCH MAY CONNECT WITHIN 
2’-0"0F THE OFFSET EITHER 
ABOVE OR BELOW. 


UPPER-,.. 
SECTION 
OF STACK 
6TH 
FL. 


NOT LESS 
THAN 2 FT- 

LOWER SECTION OF STACK- 


5TH FL. 
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VENT 


J ^YOKE 

VENT 


SIZE OF STACK ABOVE OFFSET IS 
BASED ON FIXTURE-UNITS 
CONNECTED TO STACK FROM I2TH 
FLOOR THROUGH 6TH FLOOR, IN 
THIS CASE ASSUME 400. 

ACCORDING TO TABLE II.5.3. COLUMN 
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DIAMETER PIPE FOR THE OFFSET. 

CONNECT TO 
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HORIZONTAL BRANCH IS SIZED 
LIKE A BUILDING DRAIN. ACCORDING 
TO TABLE 11.5.2., 1200 F.U. REQUIRE 
AN 8" OFFSET AT 1/4" PER FOOT FALL 


Fig. 11-16 


The critical points of a soil stack are at the base and where an offset 
occurs. Provide ample relieving vents at these points. Each branch 
should be properly sized and vented to prevent an imbalanced condition 
within the branch. 


11.7 Sumps and Ejectors 

11.7.1 Building Drains below Sewer. Building drains which cannot be 
discharged to the sewer by gravity flow shall be discharged into a tightly 
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covered and vented sump, from which the liquid shall be lifted and discharged 
into the building gravity drainage system by automatic pumping equipment or 
by any equally efficient method approved by the administrative authority. 


DRAINAGE PUMP- 
DISCHARGE VENT 


BUILDING SUB-DRAIN 




GRAVITY BUILDING DRAIN 
^ 




1 




GATE 
CHECK 
MOTOR 

automatic switch 


SUMP- 


-COVER 

-FLOAT 

'PUMP 


Fig. 11-17 


► Sewage below the level of the sewer is generally handled through auto- 
matically controlled sewage pumps or air ejectors. 

Figure 11-17 illustrates a simple installation for handling drainage which 
cannot be discharged by gravity into the public sewer. 

When a limited number of fixtures are installed below sewer level, a 
single pump will be sufficient to handle the work; but when a large number 
of fixtures are involved, a duplex system should be used, so that in the 
event of a breakdown of one pump another would remain in operation. 
When a duplex unit is used, it is good practice to alternate the operation 
of the pumps automatically. 

11.7.2 Storage Period. The storage of drainage in a sump or ejector shall 
not exceed a period of 12 hours. 

► The storage period depends upon the number of fixtures installed in the 
sump or ejector system. There are times, for instance over a week end, 
when in industrial or commercial buildings the system need not operate 
regularly. 

11.7.3 Design. Sump and pumping equipment shall be so designed as to dis- 
charge all contents accumulated in the sump during the cj^cle of emptying 
operation. 

If an automatic system is designed, it is generally arranged so that it 
will be in continuous operation until the contents of the tank are pumped 
out. 

11.7.4 Venting. The system of drainage piping below the sewer level shall 
he installed and vented in a manner simflar to that of the gravity S 3 ’’stem. 

^ The tables applying to the gravity system also apply to a subsoil system. 
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11.7.5 Duplex Equipment. Sumps receiving the discharge of more than six 
water closets shall be provided with duplex pumping equipment. 

► Six water closets have been determined as the minimum to be installed 
with a single pump. There are exceptions to this rule, which must be 
judged by occupancy and availability of other facilities. 

11.7.6 Vent Sizes. Building sump vents shall be sized in accordance with 
Table 12.21.5 but shall in no case be sized less than IJ^^ inches. 

11.7.7 Separate Vents. Vents from pneumatic ejectors or similar equip- 
ment shall be carried separately to the open air as a vent terminal. 

11.7.8 Connections. No direct connection of a steam e.xhaust, blowoff, or 
drip pipe shall be made with the building drainage system. Waste water, when 
discharged into the building drainage sj'stem, shall be at a temperature not 
higher than 140°F. Wlien higher temperature exists, proper cooling methods 
shall be provided. 

► Pneumatic ejectors have a tendency to discharge quickly, difiiering from 
the even flow of the centrifugal pumping equipment. It is therefore recom- 
mended that, where compressed-air ejectors are used, the venting system 
be separate from the gravity system. 

Paragraph 11.7.8 protects the building piping as well as the building and 
public sewer. Extremely hot water or steam discharges may damage the 
piping. Hot-water discharge at more than IdO^F or steam-discharge 
should first be collected into a sump pump, where it may cool off before 
flowing into the sewer. 

11.8 Floor Drains 

11.8.1 Accessibility. Floor drains shall connect into a trap so constructed 
that it can be readily cleaned and of a size to serve efficientlj' the purpose for 
which it is intended. The drain inlet shall be so located that it is, at all times, 
in full view. 

11.8.2 Connection. Floor drains subject to backflow shall not be directly 
connected to the drainage system. 

11.8.3 Provision for Evaporation. Floor-drain trap seals subject to 
evaporation shall be of the deep-seal type or shall be fed from an approved 
plumbing fixture or by means of an approved automatic priming device designed 
and approved for that purpose. 

► The trap shall be either accessible from the floor-drain inlet or by a 
separate cleanout within the drain. Figure 11-18 illustrates several types 
of drains which meet these conditions. 

(a) Typical drain with integral trap, that may be cleaned through remov- 
able strainer at floor level. 

(b) Floor drain with combination cleanout and backwater valve, where 
there is a possibility of backflow. 

(c) Drain xvith combined cleanout, backwater valve and secondary bucket. 
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Figure 11-19 illustrates various types of backwater valves that mtfy be 
installed where the level of the sewer is low and backflow may occur. 

Where a floor drain is installed in a seldom-used location, the trap seal 
might evaporate and permit sewer gas to enter the building. In such case 
it is well to provide means for refilling the trap seal. Figure 11-20 illus- 
trates one manner whereby a trap seal of a floor drain may be kept full at 
all times. 



Fig. 11-20 
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Figure 11-20 shows the means of maintaining a proper seal in basement- 
floor drain traps and other traps used infrequently. Seldom-used traps 
tend to lose their seals by evaporation. A primer is installed in a fre- 
quently used water-supply line and connected to the trap. Water enters 
the primer, forces the diaphragm upward, and opens the valve, allowing 
water to replenish the trap seal. This method prevents foul and unsani- 
tary sewer odors from entering the building. 

11.8.4 Size. Floor-drain traps and drains, installed below a basement floor 
or underground, shall be not less than 2 inches in diameter. 

11.8.5 Bell Traps. Bell traps are prohibited. 



► Figure 11-21 shows a bell-trap drain. 

11.9 Frost Protection 

11.9.1 No soil or waste pipes shall be installed or permitted outside of a build- 
ing or concealed in outside walls or in any place where they may be subjected to 
freezing temperatures, unless adequate provision is made to protect them from 
frost. 

► Protection may be by means of frost insulation in cold climates. In 
climates where the temperature will not be below freezing, there is no 
mechanical objection to outside installation. 


CHAPTER 1 2 


Vents and Venting 


12.1 Materials 

12.1.1 Vents. Pipe, tubing, and fittings for tlie vent-piping system shall 
comply with the provisions in Chap. 3. 

12.1.2 Specific Type. Standards given in Table 3.5 apply to the specific 
materials approved for use and as indicated in the various paragraphs in this 
chapter as they apply to the venting system. 

► The standard is a guide from which to select pipe and fitting best suited 
for the locality. 

12.1.3 Piping. Vent piping shall be of cast iron, galvanized wrought iron, 
galvanized steel, and ferrous alloys, lead, brass, or copper pipe, or copper tubing. 

Materials listed in paragraph 12.1.3 are satisfactory for the work 
intended. Local experience should decide which materials are best for 
the locality. 

12.1.4 Underground. Vent piping placed underground shall be cast-iron 
soil pipe, provided that other materials may be used for underground vents 
when found adequate and installed as directed by the administrative authority. 
VTiere threaded joints are permitted for use underground, they shall be coated 
and wrapped after installation and test. 

► Tests have shown that other kinds of piping materials will stand up 
equally as well as cast iron under specific conditions. The local official 
can determine performance and suitability. 

12.1.5 Fittings. Fittings shall conform to the type of pipe used in the vent 
system as required by paragraphs 12.1.2 and 12.1.3. 

For vents, experience has shown that the following are satisfactory : cast- 
iron soil fittings, copper fittings, cast-iron screw fittings, and malleable 
fittings. Therefore local judgment should determine the type best suited. 

12.1.6 Acid System. Vent piping of acid-waste systems shall conform to 
that required for acid-waste pipe, except as may be found adequate by the 
administrative authority. 
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Technical analysis of the performance requirement will affect the choice 
of pipe and fitting. Under certain conditions regular materials are satis- 
factory; xmder severe conditions the engineer who laid out the job and 
knows the performance requirement should be consulted. 

12.1.7 Other Materials. Nothing in this section shall be deemed to pre- 
clude the use of other materials of equal or better quality when approved as 
such by the administrative authority. 

► This paragraph permits the acceptance of new materials that through 
research and practice have proved satisfactory for specific usage. An 
example of this is asbestos-cement pipe for dry vents or copper tube for 
drainage installations. Numerous trial installations have been made dur- 
ing the past 8 or 10 years and have proved satisfactory; therefore such 
piping is now permitted by several local codes or for specific usage. 


12.2 Protection of Trap Seals 


12.2.1 Traps Protected. The protection of trap seals from siphonage or 
back pressure shall be accomplished by the appropriate use of soil or waste 
stacks, vents, revents, back vents, loop vents, circuit or continuous vents, or 
combinations thereof installed in accordance with the requirements of this 
chapter. 
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► The objective is to provide a balance of air within the drainage system 
so that at no time will positive or negative pressures be greater than 1 inch 
at the trap seal of a fixture. 
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Fig. 12-2 
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Figtu'e 12-1 illustrates a lavatory installed without a vent. The flow of 
the liquid in the pipe when the fixture is discharged creates a siphonic 
action which might pull the trap seal, but a back vent as shown by the 
dotted line would prevent it. 

Figure 12-2 illustrates a floor drain placed near the base of a soil stack. 
When a heavy flow occurs in the stack, an abnormal positive pressure 
develops at the turn into the horizontal. The nearer a floor drain is placed 
to the stack, the greater the disturbance, and the trap seal might be 
siphoned. 

Branch ii, if 3 or 4 inches in diameter and longer than 6 feet, would be less 
apt to cause trap-seal disturbance. 


12.3 Vent Stacks 

12.3.1 Installation. A vent stack or a main vent shall be installed with a 
soil or waste stack whenever back vents, relief vents, or other branch vents are 
required in two or more branch intervals. 




Fig. 12-3 
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► Figure 12-3 illustrates this condition. In a one-story building, branch 
vents may connect at the stack vent. In a two- or more story building, a 
separate vent is required. 


12.3.2 Terminal. The vent stack shall terminate independently above the 
roof of the building or shall be connected with the extension of the soil or waste 
stack (stack vent) at least 6 inches above the flood-level rim of the highest 
fixture. 
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Fig. 12-4 


► Figure 12-4 illustrates paragraph 12.3.2. 

12.3.3 Main Stack. Every building in which plumbing is installed shall 
have at least one main stack, which shall run undiminished in size and as 
directly as possible from the building drain through to the open air above the 
roof. 



DRAIN 

Fig. 12-5 


► This requirement is particularly for buildings where a large number of 
fixtures are installed and where long runs of pipe are necessary. The 
main vent should be located so as to provide a complete loop for circulation 
of air through the system. Figure 12-6 illustrates this point. 

12.4 Vent Terminals 

12.4.1 Roof Extension. Extensions of vent pipes through a roof shall be 
terminated at least 6 inches above it. 
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Since the issuance of the National Plumbing Code, additional research 
has been made on frost closure, again bearing out the fact that the shorter 
the extension above the roof, the less chance for frost closure* See Part 
nL 


12.4.2 Roof Garden. Where a roof is to be used for any purpose other than 
weather protection, the vent extensions shall be run at least 5 feet above the 
roof. 
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Fig. 12-6 


Figure 12-6 illustrates a vent-terminal extension where the roof is to be 
used as a sim deck, roof garden, or laimdry drying area. The top of the 
vent terminal should be extended 6}^ feet so that it is above the height of 
a person. Flooring or decks placed over the roof should be considered in 
measuring height. However, when the roof is not intended to serve other 
than structural purposes, there is no need of extending a vent terminal 
higher than 6 inches. Numerous experiments have proved that a vent 
terminal which extends only 2 or 3 inches above the roof is less apt to 
develop frost closure than a higher vent terminal. 


12.4.3 Flashings. Each vent terminal shall be made watertight with the 
roof by proper flashing. 


^ Figure 12-7 illustrates some of the various types of flashings for stack- 
vent terminals, as follows : 

Sketch a shows a flashing on a pitched roof. If the flashing is so con- 
structed that air circulation from the attic space reaches it, frost closure 
vrill be lessened during severe cold weather. A piece of mesh screen 
under the roof prevents vermin from entering the house from the roof 
during warm weather. 
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Sketch b shows a commonly used flashing adjustable from horizontal 
to 46 degrees. It usually is made from 24-gauge galvanized iron, or 
14-ounce cold-rolled copper, or 3-pound sheet lead. 

Sketch c illustrates another method of flashing which brings the hub of 
cast-iron soil pipe in line with the roof. A copper or lead flashing is calked 
between the hub and the terminal extension. Prefabricated roof flashings 
using the same principle are available. 

Sketch d. This flashing sleeve is available for various vent-pipe diam- 
eters and is easily installed. Lead or copper flashing is placed between 
the clamping collar and pipe, which assures a leakproof joint. 

Sketch e. In a wooded area it is sometimes desirable to provide a wire 
basket at the top of the vent terminal to prevent leaves from falling into 
and clogging the vent pipe. The basket will also prevent birds from nesting 
inside a vent terminal. 


12.4.4 Flag Poling. Vent terminals shall not be used for the purpose of flag 
poling, TV aerials, or similar purposes, except when the piping has been anchored 
to the construction and approved as safe by the administrative authority. 



VENTS AND VENTING 


12-7 


^ In the case of a TV or radio aerial, the installation should be checked 
with the electrical safety departments to make sure that no hazards of fire 
or structural weakness exist. 

12.4.5 Location of Vent Terminal. No vent terminal from a drainage sys- 
tem shall be directly beneath any door, window, or other ventilating opening 
of the building or of an adjacent building, nor shall any such vent terminal be 
within 10 feet horizontally of such an opening unless it is at least 2 feet above 
the top of such opening. 
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Fig. 12-8 


► Figure 12-8 illustrates the location of a vent terminal when placed near 
a door or window. The terminal should be extended at least 2 feet above 
the top of the door or window so as to prevent odors from entering the 
building. 

Other sketches show examples of a vent terminal located near an adjoin- 
ing building. Where there is a window or door within 10 feet, the vent 
terminal should be extended at least 2 feet above the opening. Where 
there is an air inlet, the vent terminal should be extended at least 2 feet 
above the air inlet to prevent the foul odor from the vent from being drawn 
into the bmlding. 

12.4.6 Extensions through Wall. Vent terminals extending through a wall, 
when permitted by the administrative authority, shall be at least 10 feet hori- 
zontally from any lot line. They shall be turned to provide an opening down- 
ward. They shall be effectivelj' screened and shall meet the requirements of 
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paragraph 12.4.5. Vent terminals shall not terminate under the overhang of 
the building. 
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Fig. 12-9 


There are cases, such as roof gardens, where it is not desirable to extend 
a vent through the roof. Under such conditions the vent terminal may be 
extended through the side as shown on Fig. 12-9. 


12.4.7 Extensions outside Building. No soil-, waste-, or vent-pipe exten- 
sion shall be run or placed on the outside of a wall of any new building, but 
shall be carried up inside the building except that, in those localities where the 
temperature does not drop below 32°F, the administrative authority shall per- 
mit the installation outside the building. 

Except for appearance, there is no technical objection to the installation 
of soil and vent piping on the outside of the building, especially in climates 
where temperatures do not drop below 32°F for more than a few hours at 
a time. 


12.5 Frost Closure 

12.5.1 Vent Terminal. Where there is a possibility of frost closure, the vent 
extension through a roof shall be at least 3 inches in diameter. When it is found 
necessary to increase the size of the vent terminal, the change in diameter shall 
be made inside the building. 

12.5.2 Increasers. Change in diameter of vent terminals shall be made by 
use of a long increaser at least 1 foot below the roof. 



Fig. 12-10 
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Figiire 12-10 illustrates a method which might preclude the possibility 
of frost closure without the need of increasing the size of the vent. 


12.6 Vent Grades and Connections 

12.6.1 Grade. All vent and branch-vent pipes shall be so graded and con- 
nected as to drip back to the soil or waste pipe by gravity. 
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► Figure 12-11 illustrates several methods recommended to permit the 
draining of vents from moisture due to condensation. 

12.6.2 Vertical Rise. Where vent pipes connect to a horizontal soil or waste 
pipe, the vent shall be taken off above the center line of the soil pipe, and the 
vent pipe shall rise vertically, or at an angle not more than 45 degrees from the 
vertical, to a point at least 6 inches above the flood-level rim of the fixture it 
is venting before offsetting horizontally or before connecting to the branch vent. 
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Fig. 12-12 


^ Figure 12-12 illustrates the requirements of paragraph 12.6.2. 

12.6.3 Height above Fixture. A coimection between a vent pipe and a vent 
stack or stack vent shall be made at least 6 inches above the flood-level rim of 
the highest fixtures served by the vent. Horizontal vent pipes forming branch 
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vents, relief vents, or loop vents shall be at least 6 inches above the flood-level 
rim of the highest fixture served. 



Fig. 12-13 


► Figure 12-13 shows how a vent pipe is connected 6 inches above the 
flood-level rim of the highest fixture. 

12.6.4 Side Inlet. Side-inlet closet bends are permitted only in cases where 
the fixture connecting thereto is vented, and in no case shall the inlet be used 
to vent a bathroom group without being washed by a fixture. 
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► Figure 12-14 illustrates this requirement. The main purpose of it is 
that a side-inlet vent generally becomes useless in a short time tmless it 
is washed by the discharge from another fixture. 


12.7 Bars and Soda-fountain Sinks 

12.7.1 Bar and Fountain-sink Traps. Traps serving sinks which are part 
of the equipment of bars, soda fountains, and counters need not be vented when 
the location and construction of such bars, soda fountains, and counters are such 
as to make it impossible so to do. When such conditions exist, such sinks shall 
discharge into a floor sink or hopper which is properly trapped and vented. 

Figure 12-16 illustrates a soda-fountain counter with several compart- 
ment sinks. The waste is carried to an open sump, with an air gap between 
the floor sump and the waste pipe. 

The sump is sometimes provided with a primer in order to keep the 
inside clean of scum and also to be certain that the trap seal is unbroken. 
The automatic primer should be provided with a vacuum breaker to pre- 
vent any possibility of back siphonage. The sump waste should be trapped 
and properly vented. 
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VACUUM BREAKER, 
AUTOMATIC 



12.7.2 Sumps. Sinks or sumps, receiving indirect waste, shall be located in 
a properly lighted and ventilated space. 

The important point here is to install the sink or sump at a location where 
it can be seen and maintained in clean condition. 

12.8 Fixtures Back to Back 

12.8,1 Distance. Two fixtures set back to back, within the distance allowed 
between a trap and its vent, may be served with one continuous soil or waste- 
vent pipe, provided that each, fixture wastes separately into an approved double 
fitting having inlet openings at the same level. (See paragraph 12.10.2.) 
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Figure 12-16 illustrates a fixture back to back. Paragraph 12.8.1 also 
applies to fixtures side by side. 


12.9 Fixture Vents 

12.9.1 Distance of Trap from Vent. Each fixture trap shall have a pro- 
tecting vent so located that the slope and the developed length in the fixture 
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drain from the trap weir to the vent fitting are within the requirements set 
forth in Table 12.9.3. 



► Figure 12-17 illustrates how to measure the developed length of a drain 
from the weir of a fixture trap to a vent opening, including an offset. The 
developed length is measured along the length of the pipe and fittings, fol- 
lowing the turns. This developed length should conform to the developed 
lengths prescribed by Table 12.9.3, column 2. 

12.9.2 Trap-seal Protection. The plumbing system shall be provided with 
a system of vent piping which will permit the admission or emission of air so 
that under normal and intended use the seal of any fixture trap shall not be 
subjected to a pressure differential of more than 1 inch of water. 

12.9.3 (See Table 12.9.3.) 

^ Table 12.9.3 shows the distances from trap to vent for various size 
drains. 


Table 12.9.3 Distance of Fixture Trap from Vent 


Size of Fixture Drain {in.) 

iVi 


2 

3 

4 


Distance Trap to Vent 
Ft In. 

2 6 

3 6 

5 0 

0 0 

10 0 


12.9.4 Trap Dip. The vent pipe opening from a soil or waste pipe, except 
for water closets and similar fixtures, shall not be below the weir of the trap. 
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Figure 12-18 illustrates the requirements of paragraph 12,9,4. A fixture 
drain which slopes more than one pipe diameter between the vent opening 
and the trap weir has a greater tendency to self-siphon the trap seal than 
a fixture drain installed at a slope of not more than one pipe diameter. 

A fixture trap installed on a Ij^^-inch-diameter drain and within 12 inches 
of a vent opening but sloping more than one pipe diameter is apt to self- 
siphon the trap seal quicker than a fixture trap installed 4 feet away from a 
vent opening, but sloping inch per foot or slightly less than a pipe 
diameter. 
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Figure 12-19 illustrates the permitted distance from trap to vent according 
to measurements given in Table 12.9.3. It is good practice to limit the 
slope to or M inch per foot. This will give a lower flow rate and reduce 
the possibility of self-siphoning of the trap. 

The distances given in Table 12.9,3 will provide a safe installation. The 
extent to which the foregoing unvented drains are safe may be compared 
with the findings of tests conducted by the National Bureau of Standards. 
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Figure 12-20 illustrates the safe distance from trap center to vent opening 
when a sanitary tee is used at both and J^-inch slopes. The distance 
shown in Figs. 12-20 were recommended in the Uniform Plumbing 
Code (see Bibliography) and are shown here for comparison. 
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Figure 12-21 illustrates the safe distance from the trap-weir vent opening 
when using a long-tum tee-wye or combination wye and one-eighth bend 
at and 3^-inch slopes. 

It should be noted from the study of Figs. 12-21 and 12-22 that, when a 
long-tum fitting is used, the distance from trap to vent is reduced. This 
is due to the fact that a long-tum fitting increases the flow velocity in the 
fixture drain and therefore is more apt to produce self-siphonage. 



Figure 12-22 illustrates the results of tests conducted at the National 
Bureau of Standards. Note that a requirement for all tests is that a 1-inch 
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trap seal remain in the trap at the completion of each test. During the 
tests, the total flow of water through the various drains was greater than 
under ordinary conditions. 

When additional research has been completed, providing more data both 
on siphonage and on self-siphonage due to the effects of corrosion within 
the fixture drain, it may be possible to recommend distances from traps 
to vents which were found safe during the tests. The incidence of trap 
siphonage is considerably lessened when the following are used: 

(a) A refill in a direct flush valve and a refill tube in a water-closet tank. 
A refill restores the trap seal after it has been siphoned during the 
flushing operation. 

(&) Flat-bottom fixtures of at least 120-square-inch area. After flat- 
bottom fixtures have drained, enough water is left on the bottom to 
restore the trap seal. 

Self-siphonage of a fixture trap is caused by many conditions, some of 
which are: 

(a) Improper length of unvented fixture branch. 

(b) Type of trap and amount of water in the seal, particularly depth. 

(c) Excessive rate of discharge through the trap. 

(d) Inadequate radius of trap; a cast trap, containing a shorter radius 
than a tube-drawn trap, will not siphon as readily because it offers 
greater resistance to pressure. 

(e) Drain of too small diameter from trap outlet to vent connection. 

(/) Incorrect diameter of P.O. (patent overflow) plug and tailpiece. 
ig) Improper slope of drain pipe from trap to vent. (See Part III.) 

12.9.5 Crown Vent. No back vent shall be installed within two pipe diam- 
eters of the trap weir. 
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► Figure 12-23 illustrates a crown-vented trap. 

12.10 Common Vent 

12.10.1 Individual Vent. An individual vent, installed vertically, may be 
used as a common vent for two fixture traps when both fixture drains connect 
V ith a vertical drain at the same level. 



12-16 


NATIONAL PLUMBING CODE 


INDIVIDUAL VENT \ 
OR BACK VENT ^ 

u — 

BRANCH WASTE 


d 

k 

I 
I 


■SOIL STACK 


I /INDIVIDUAL 
K VENT OR BACK 
VENT 


Fxg. 12-24 


► Figure 12-24 illustrates an individual vent. 
vent" and “continuous vent” 


Other names are “back 


12.10.2 Common Vent. A common vent may be used for two fixtures set 
on the same floor level but connecting at different levels in the stack, provided 
the vertical drain is one pipe diameter larger than the upper fixture drain but in 
no case smaller than the lower fixture drain, "whichever is the larger, and that 
both drains conform to Table 12.9.3. 
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► Figure 12-26 illustrates a common vent for a plumbing fixture. It is a 
vent serving more than one fixture trap. 
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Figure 12-26 illustrates other methods of installing a common vent. 
Two fixtures may be installed back to back "with a common vent or side 
by side with a common vent. 
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CONNECTED WASTE AND OVERFLOW 


Fig. 12-27 

Figiire 12-27 illustrates another method of installing a common vent 
for two bathtubs, back to back. Sketch a shows the common vent taken 
on the downflow of the twin connections for the two bathtubs. Sketch h 
shows the common vent at the end of the run. Note that in sketch c the 
common vent installed on the downflow will remain clear, but that in 
sketch d it will eventually become clogged up by the backwash from the 
bathtub discharges. 

Sketch e shows the most common method of installing a bath trap on a 
connected waste and overflow. Sketch / requires a special type of con- 
nected waste and overflow which is used when it is necessary to clear 
some structural interference. 



PLAN 



ELEVATION 
Fig. 12-28 





12-18 


NATIONAL PLUMBING CODE 


The common vent for two fixtures will be more eSective if it is installed 
as a vertical continuation of the vent as shown on Fig. 12-28. 

Figure 12-29 illustrates the requirement of paragraph 12.10.2, where 
the fixtures are connected at two different levels and where the upper 
fixture drain is of the same diameter as the lower fixture drain. Under 
these conditions the waste pipe connecting both branches must be 
increased one pipe size. If the upper drain is a lavatory with a IJ^-inch 
waste, the vertical waste pipe may be 13’^ inches in diameter. The 
fixture which has the lesser flow should be connected at the top to prevent 
the discharge from the upper fixture siphoning the trap seal of the lower 
fixture as the discharge passes the lower opening. 
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12.11 Vents for Fixture Trap below Trap Dip 

12.11.1 Hydraiiiic Gradient. Fixture drains shall be vented mthin the 
hj^draulic gradient between the trap outlet and vent connection, but in no case 
shall the unvented drain exceed the distance provided for in Table 12.9.3. 



Fig. 12-30 


► The hydraulic gradient as applied to a gravity drain and its vent con- 
nection is interpreted as shown on Fig. 12-30 as against the hydraulic 
gradient or grade line in Fig. 12-32. The grade line or hydraulic gradient 
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in a water-supply system is always downward in the direction of flow- 
See Fig. 12-31. 



12.11.2 Different Levels. If any stack has fixtures entering at different 
levels, the fixtures other than the fixture entering at the highest level shall be 
vented, except as may be permitted in other sections of this chapter. 
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► Figure 12-32 illustrates the requirements for paragraph 12.11.2. 


12.12 Wet Venting 

12.12.1 Single-bathroom Groups. A single-bathroom group of fixtures 
may be installed with the drain from a back-vented lavatory, kitchen sink, or 
combination fixture serving as a wet vent for a bathtub or shower stall and for 
the water closet, provided that: 

(a) Not more than one fixture unit is drained into a IJ^-inch-diameter wet 
vent or not more than four fixture units drain into a 2-inch-diameter wet 
vent. 

(b) The horizontal branch connects to the stack at the same level as the 
water-closet drain or below the water-closet drain when installed on the 
top floor. It may also connect to the water-closet bend. 
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► Figure 12-33 shows an arrangement of wet venting a group of fixtures 
which has been found to be safe as a result of many years of practice and 
has been proved safe by tests conducted at various laboratories. 

A bathroom group, total of seven fixture imits, as follows: a flush-tank 
water closet rated four fixture units; a lavatory, one fixture imit, and a 
bathtub, two fixture units. However, as a group, the rating is computed 
only as six fixture units because of the improbability of all the fixtures 
being used at the same time. The lavatory waste may be used as a vent 
for the bathtub. The wet vent for the fixtures may be 1}-^ inches in 
diameter. 
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Figure 12-34 shows a bathroom similar to Fig. 12-33, but with slight 
variations to meet other generally accepted methods of installation. The 
bathtub is provided with a dnun trap and cleanout at floor, and the lavatory 
has a higher rating valued at two fixture units. This group of fixtures is 
still rated six fixture units on the basis of the over-all load that is com- 
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puted for the stack. However, the lavatory branch is now computed as 
two fixture units. As paragraph 12.12.1(a) permits only one fixture unit 
on a IH-inch-diameter wet vent, this wet vent must now be increased 
to 2 inches as shown. 



WITH 2* SIDE INLET OR 
SEPARATE FITTINGS 

Fig. 12-35 


Figure 12-36 illustrates a bathroom similar to the one shown in Figs. 
12-33 and 12-34, plus a kitchen sink back to back of the bathroom. 

Figure 12-36 shows a grouping of bathroom fixtures and kitchen sink 
similar to that shown in Fig. 12-35, except that the sink is connected 
separately into the horizontal drain. Should a dishwasher or food-waste 
grinder be added at a later date, the separate sink waste would prove 
more satisfactory. 
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Figure 12-37 illustrates an efficient roughing for the bathroom fixtures 
and for a kitchen sink adjoining the bathroom. The kitchen sink is fitted 
with a food-waste grinder. The maximum number of fixture units per- 
mitted by paragraph 12.12.1(a) is four. When a two-fixture-imit lavatory 
and a three-fixture-unit sink with food-waste grinder are installed, the 
2-inch wet vent is too small. Therefore, the sink should be roughed 
separately onto the 3-inch stack. Being separately back-vented and 
connected below the water-closet inlet, the sink vent would also act as a 
relief vent for all the fixtures. 
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Fig. 12-37 

Variations in fixture arrangements on a wet-vent system within the 
requirements of Sec. 12.12 are illustrated as follows: 



PLAN 



PLAN 


SOIL STACK 


|i VENT CONNECTS] 
TO STACK VENT 
OR THROUGH 
ROOF 


1—3 STACK 
VENT 


LAVATORY 




^BATHI 


W C, 

J<t 


BATHTUB 
OR SHOWER 


, SANITARY 


I WASTE CONNECTS ToJ 
STACK OR TO W.C. BEND 

ELEVATION 
Fig. 12-38 


SOIL 

STACK 


Figure 12-38 shows an arrangement commonly used. The wet vent 
may connect at the soil stack through a side-inlet fitting or to a separate 
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fitting below the water-closet connection, or it may connect into the 
water-closet bend as shown. 



Figure 12-39 shows an arrangement similar to the one in Fig. 12-38 
except for the location of the fixtures. 



Fig. 12-40 


Figure 12-40 illustrates another piping arrangement for a group of 
bathroom fixtures. It permits installation of the bathtub away from a 
window. The bathtub is a 6-foot left-hand recess type. The free end 
of the bathtub can be built up as shown in section AA. The shower over 
the bathtub is readily controlled through a transfer valve. 






Figure 12-4:1 illustrates a minimuin-space toilet and shower room. This 
arrangement lends itself to many variations in design. 

VENTS MAY CONNECT TO STACK 



PLAN ELEVATION 

Fig. 12-42 


Figure 12-42 is a modification of the fixture arrangement shown in 
Fig. 12-41. It is suitable in a hotel, for instance, or wherever a shower 
bathroom is installed between two bedrooms. A lavatory could be 
installed in each bedroom, in which case the size of the shower bathroom 
coidd be reduced, as shown in insert a. 
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Figure 12-43 illustrates wet venting of fixtures in a two-story one-family 
dwelling. A kitchen sink is on the first floor, located almost directly 
below the bathroom. 

^ In Fig. 12-44 the bathroom is on the second floor. A two-compartment 
smk with food-waste grinder and a powder room near the kitchen are on 
the first floor. 

To size the building drain, refer to Table 11.6.2; to size the fixture 
branches and stack, refer to Table 11.6.3, columns 2 and 3; and to size 
the venting system, refer to Table 12.21.6. 

Figure 12-46 is an arrangement of fixtures similar to those shown in 
Fig. 12-43, plus a laundry tray and a water closet in the basement. The 
water closet, if properly located, may be wet-vented through the laxmdry- 
tray roughing. When connecting basement fixtures to the building drain, 
the connection should be made at least 10 feet downflow from the base 
of the stack. This distance is sufficient to permit the pressures generally 

eveloped at the base of a stack to become balanced, thereby causing less 
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disturbance to the trap seals of the fixtures located near the base of 
the stack. 

Figure 12-46, sketch a, shows piping underground when a crawl space 
or basement is available. Sketch b shows the piping undergroimd when 
the elevation of the sewer is such as to require the building drain to be 
installed as high as possible. Sketch a is also suitable for a top-floor 
installation. 


12.12.2 Double Bath. Bathroom groups back to back on a top floor con- 
sisting of two lavatories and two bathtubs or shower stalls ma 5 '’ be installed on 
the same horizontal branch with a common vent for the lavatories and with no 
back vent for the bathtubs or shower stalls and for the rvater closets, provided 
the wet vent is 2 inches in diameter and the length of the fixture drain conforms 
to Table 12.9.3. 

► Figure 12-47 illustrates a wet-vented double bathroom with the bathtubs 
located at opposite sides of the bathroom wall. Sketch a is a diagram of 
the piping when a crawl space or basement is included. Sketch b shows 
when a shallow sewer must be installed. Placing the vent between the 
two water-closet coimections wilt serve the double purpose of keeping 
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the base of the vent clear of stoppages and of providing balanced air pres- 
sure between the two water-closet connections. 
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Fig. 12-48 


Figure 12-48 illustrates a condition which should be watched carefullj 
when roughing a set of fixtures, particularly where wet-vented fixtures 
are installed. The smaller flow-rated fixture should not be connected or 
the downflow of a large flow-rated fixture. A shower or bathtub shoulc 
be connected ahead of the water closet in order to safeguard the smalle: 
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flow-rated fixture. This arrangement is smtable for a bathroom in the 
basement. 

12.12.3 Miiltistorj' Bathroom Groups. On the lower floors of a multi- 
storj”^ building, the waste pipe from one or two lavatories may be used as a wet 
vent for one or two bathtubs or showers provided that: 

(а) The wet vent and its extension to the vent stack is 2 inches in diameter. 

(б) Each water closet below the top floor is individually back-vented. 

(c) The vent stack is sized as given in Table 12.12.3c. 

Table 12.12.3c Size of Vent Stacks 

Diameter of Vent Slacks 


Number of 'Wet-vented Fixtures (in.) 

1 or 2 bathtubs or showers 2 

3 to 5 bathtubs or showers 2 

6 to 9 bathtubs or showers 3 

10 to 16 bathtubs or showers 4 



Figure 12-49 illustrates wet venting of a fixture or a bathroom group 
in a mtiltistory building. Installations of this type have been made in 
principal cities for many years and have proved safe. 

The illustration shows a typical bathroom arrangement of a single 
bathroom on each floor with the bathtub wet-vented through the lavatory. 
The water closet on the top floor need not be vented, since it already is 
stack- vented. The base of the vent stack should be washed by the 
lowest lavatory, in which case the vent should connect full size into the 
soil stack. 
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Figure 12-60 shows the same bathroom arrangement as in Fig. 12-49, 
with an installation which probably is more economical and just as efficient. 
Soil, waste, and vent stacks are sized according to Tables 11.6.3 and 
12.21.6. This arrangement will eliminate expensive framing of the floor 
construction which the piping arrangement in Fig. 12-49 will require. 
The bathtub is wet-vented through the lavatory. 

12.12.4 Exception. In multistory bathroom groups, wet-vented in accord- 
ance with paragraph 12.12.3, the water closets below the top floor need not be 
individually vented if the 2-inch waste connects directly into the water-closet 
Iwnd at a 45-degree angle to the horizontal portion of the bend in the direci.ion 
of flow. 

► Figure 12-61 illustrates an alternate method of wet -venting a single 
bathroom in which the bathtub and water closet are wet-vented through 
the lavatory by using pipe one size larger. Installations similar to those 
shown here have been used in many cities for more than 20 years. 



Figure 12-62 illustrates various ways of roughing double bathrooms in 
a multistory building. Construction conditions often cause problems which 
require special roughing layouts. 
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Sketch a shows a conventional arrangement of fixtures, and the two 
bathrooms back to back are wet-vented. Some cities require an access 
door for the bathtub waste. This is not necessary when the joints for the 
bath waste are sweated together, eliminating slip-joint connections as 
possible leaks. 

Sketch b shows a piping arrangement for two bathrooms back to back. 
The bathtubs are wet-vented through the lavatory waste. The water 
closets, except tor those on the top floor, are individually vented. 

Sketch c shows a piping design which in some cases might be not only 
more economical than a and b but more trouble-free, inasmuch as each 
bathroom waste pipe is independent. In this case the bathtub and water 
closet are wet-vented through the lavatory. The fixtures from each 
bathroom connect separately to the water-closet bend. 

12.13 Stack Venting 

12.13.1 One-bathroom Group. Except as indicated in paragraph 12.13.2, 
a group of fixtures, consisting of one bathroom group and a kitchen sink or com- 
bination fixture, may be installed without individual fixture vents, in a one- 
story budding or on the top floor of a building, provided each fixture drain 
connects independently to the stack and the water closet and bathtub or 
shower-stall drain enters the stack at the same level and in accordance with the 
requirements in Table 12.9.3. 



► Figure 12-63 illustrates a single bathroom in a one-story residence. 
The bathroom fixtures are grouped around the stack so that all individual 
fixture branches are within the lengths permitted by Table 12.9.3. All 
are vented through the 3-inch soil stack. 

12.13.2 Overtaxed Sewers. When a sink or combination fixture connects 
to the stack-vented bathroom group and when the street sewer is sufficiently 
overloaded to cause frequent submersion of the building sewer, a relief vent or 
back-vented fixture shall be connected to the stack below the stack-vented 
water closet or bathtub. 
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► Figm’e 12-54 illustrates a relief vent below a stack-vented water closet 

when a kitchen s ink is installed as part of the group, as follows : 

(a) This is the conventional arrangement in which the discharge from the 
bathtub or shower stall connects at the same level as the water 
closet through a side-inlet sanitary tee. 

(b) By back-venting the sink and carrying waste below the water-closet 
connection, a relief is provided in the event that the building-drain 
elevation is close to the public sewer and the public sewer is already 
overtaxed. Back-venting the sink is also desirable when food-waste 
grinders or dishwashers are part of the kitchen sink. 

(c) Certain localities require that a building drain be installed as high as 
[possible in order to connect with either the sewer or place of disposal, 



12-34 


NATIONAL PLUMBING CODE 


in which case the water closet and bathtub or shower connect to the 
horizontal or building drain. 


12.14 Individual Fixture Reventing 

12.14.1 Horizontal Brandies. One sink and one lavatory or three lava- 
tories within 8 feet developed length of a main-vented line may be installed on a 
2-inch horizontal waste branch without reventing, provdded the branch is not 
less than 2 inches in diameter throughout its length, and provided that the 
wastes are connected into the side of the branch and the branch leads to its 
stack connection with a slope of not more than M inch per foot. 
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► Figure 12-G6 illustrates the provision of paragraph 12.14.1. The instal- 
lation is limited to three lavatories or to one lavatory and one sink. 


12.14.2 Where Required. When fixtures other than water closets discharge 
downstream from a water closet, each fixture connecting downstream shall he 
individually vented. 



IF SHOWER connects DOWN- 
FLOW FROM WATER CLOSET 
SHOWER SHOULD BE BACK ' 
VENTED 


IF WATER CLOSET CONNECTS 
DOWN-FLOW FROM THE 
SHOWER AS SHOWN. THE 
SHOWER SHOULD NOT BE 
BACK vented 


Fig. 12-56 
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^ Figure 12-66 illustrates several such conditions, 

(c) The shower must be separately back-vented in order to protect its 
trap seal. 

(b) When the shower connects upstream from the water-closet connec- 
tion, the shower trap may be considered to be wet-vented. See 
paragraph 12.4.3. 

12.14.3 Limits of Fixture Units above Bathtubs and Water Closets. A 
fixture or combination of fixtures whose total discharge rating is not more than 
three fixture units may discharge into a stack not less than 3 inches in diameter 
without reventing, provided such fixture connections are made above the con- 
nection to the highest water closet, or bathtub tee-wye, the fixture-unit rating 
of the stack is not otherwise exceeded, and their waste piping is installed as 
otherwise required in paragraph 12.14.1. 
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► Figure 12-67 illustrates the requirements described in paragraph 
12.14.3. 

(a) A bathroom on the second floor connects to the 3-inch soil stack. If 
the fixtmes above the bathroom on the third and fourth floors do not 
total more than three fixture units, and if they also connect directly 
into the 3-inch soil stack, they need not be back-vented. The sink 
on the first floor must be back-vented. 

(b) Three lavatories, one on each of three floors, may be connected 
directly into a 3-inch waste stack without a back vent, 

(c) If a water closet is on the third floor and the lavatories are below it, 
each lavatory must be individually vented. 

The developed length of each fixture branch must be within the limits 
prescribed by Table 12.9.3. 
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12.15 Circuit and Loop Venting 

12.15.1 Battery Venting. A brancli soil or waste pipe to which two but not 
more than eight water closets (except blowout type), pedestal urinals, trap 
standard to floor, shower stalls, or floor drains are connected in battery shall 
be vented by a circuit or loop vent which shall take off in front of the last fix- 
ture connection. In addition, lower-floor branches serving more than three 
water closets shall be provided with a relief vent taken off in front of the first 
fixture connection. IVhen lavatories or similar fixtures discharge above such 
branches, each vertical branch shall be provided with a continuous vent. 
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Figures 12-68 and 12-69 represent a typical loop-vented water-closet 
row installed on the top floor of a building or in a one-story building. 

(а) The horizontal branch is installed at the back below the water closet. 
The connections, therefore, are made with long-tum tee-wyes or a 
combination wye and eighth bend set flat. 

(б) This is the same toilet room, except that the horizontal branch is 
directly under the water closets; therefore, the long-txim tee-wye or 
wye and eighth bend are installed with the inlet looking up. 

The arrangement shown in a provides more satisfactory operation 
because it permits each closet to discharge into the side of the horizontal 
branch. This generally does not affect air circulation as much as when 
the water closet discharges through the top of the branch. 

Blowout-type water closets or urinals should be individually vented. 

Figure 12-60 illustrates a toilet arrangement similar to that shown in 
Fig. 12-69, except that the installation applies to a multistory building. 



Fig. 12-60 

12.1.^.2 Dual Branches. Wlien parallel horizontal branches serve a total of 
eight water closets (four on each branch), each branch shall be provided with 
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a relief vent at a point between tbe tw'o most distant water closets. When 
other fixtures (than water closets) discharge above the horizontal branch, each 
such fixture shall be vented. 
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► Figure 12-61 shows that the vent should be connected above the center 
line of the soil pipe, and the vent pipe should rise vertically, or at an angle 
of 46 degrees from the horizontal, to a point at least 6 inches above the 
flood-level rim of the fixture it is venting before offsetting horizontally or 
before connecting to the branch vent. 

The size of the loop or circuit vent is computed from Table A in para- 
graph 12.21.4. 


12.15.3 Vent Connections. When the circuit, loop, or relief vent connec- 
tions are taken off the horizontal branch, the vent branch connection shall be 
taken off at a vertical angle or from the top of the horizontal branch. 
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► Figure 12-62 illustrates this general requirement. When a branch vent 
is run horizontally, the backwash or ordinary flow through the waste or 
soil pipe will have a tendency to clog the horizontal portion of the vent 
tmless there is a fixture cormected above it in the form of a wet vent. 
The branch vent should be taken at a 46-degree angle from the horizontal. 
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Figure 12-63 illustrates a loop and circuit- vented group of fixtures. 
Sketch a consists of water closets, urinals, and lavatories in a row in an 
installation on the top floor of a building or in a one-story building. Where 
a service sink is not needed, the relief vent is not needed. 

Sketch b shows a group of fixtures with the addition of a floor drain in a 
multistory building. The length of unvented floor-drain branch depends 
on its diameter. Table 12.9.3 shows the length and diameter of pipe 
allowed. 

When circuit and loop-vented fixtures are installed in a multistory 
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building, a relief vent should be provided at the base connection into the 
horizontal. This is done by connecting the vent stack, full size, into or 
near the base of the soil stack, or by connecting the vent stack directly 
into the horizontal branch near the soil stack. The vent should be 
carried full size. (See Fig. 12-64.) 
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If the soil stack is carrying a load greater than 60 per cent of the total 
allowed by Table 11.6.3, it is desirable to connect the vent stack near the 
base of the soil stack and to carry the discharge from the toilet on the 
lowest floor at least 10 feet downstream from the point at which the soil 
stack becomes a horizontal drain. This will relieve some of the pressures 
which generally develop at the base of a soil stack. 

12.13.4 Fixtures Back to Back in Battery. fixtures are connected 

to one horizontal branch through a double wy^e or a sanitary tee in a vertical 
position, a common vent for each two fixtures back to back or double connec- 
tion shall be provided. The common vent shall be installed in a vertical posi- 
tion as a continuation of the double connection. 



VENTS AND VENTING 


12-41 




PLAN A 



PLAN B 

1£PRO>OM£I5!=1-^^ 

^-4 1 -?-^ ■ 



SIZE BRANCH VENT 
i AS PER TABLE 
>,r 12.21.4 

LAVATORIES 

i' 


URINALS 


-4 HORIZONTAL BRANCH 
AS PER TABLE M.5.3 


"SOIL STACK SIZE AS 
PER TABLE 115 3 


Fig. 12-65 


► Figure 12-66 illustrates fixtures back to back in battery: (a) when water 
closets are installed on the top floor or on any floor in a multistory building, 
(b) when mixed fixtures are installed on the same horizontal branch. 

Blowout-type water closets or bIowout-t 3 rpe urinals may be vented by a 
common vent when back to back. 


12.16 Pneumatic Ejector 

12.16.1 Relief vents from a pneumatic ejector shall not be connected to a fix- 
ture branch vent but shall be carried separately to a main vent or stack vent 
or to the open air. 
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y A pneumatic ejector operates under high pressure or compressed air. 
If the relief vent or any part of the discharge system is connected to the 
gravity system, there is the possibility of blowing the trap seals of fixtures 
nearby which may be affected by its discharge. 

Relief vents of other vents should be separately extended to the open air. 


12.17 Relief Vents 

12.17.1 Stacks of IMore Than 10 Branch Intervals. Soil and waste stacks 
in buildings having more than 10 branch intervals shall be provided with a relief 


ROOF 


I6fh floor 

1 5fh floor 

1 4th FLOOR 

1 3fh FL OOR 

1 2th FLOW 

I Ith FLOOR 

lOlh FLOOR 

9th FLOOR 

8th FLOOR 

7th FLOOR 

6th FLOOR 

5th FL OOR~ 
[o 

4th fl oor- 

3rd FL OOR ^ 
-§ 

2nd FL OOR"' 
1st FLOOR 


BASEMENT 



-VENT STACK SIZED AS PER TABLE 12.21.5 
SOIL STACK SIZED AS PER TABLE 115.3 


A BRANCH INTERVAL IS THE SECTION 
OF SOIL OR WASTE PIPE. AT LEAST 
8 FI. HIGH, between HORIZONTAL 
BRANCHES- 

THE DIAMETER OF THE RELIEF VENT 
MUST BE THE SAME AS EITHER THE 
VENT STACK OR THE SOIL STACK 
WHICHEVER IS SMALLER 


RELIEF VENT ON THE lOth INTERVAL 
BELOW THE TOP BRANCH 

RELIEF VENT SHOULD CONNECT BELOW 
THE HORIZONTAL BRANCH CONNECTION 

THIS IS THE loth BRANCH INTERVAL 
BEGINNING WITH THE HIGHEST 
HORIZONTAL BRANCH CONNECTION 

THE DISTANCE BETWEEN THE TWO 
ARROWS REPRESENTS A BRANCH 
INTERVAL 


VENT STACK SHOULD CONNECT AT 
BASE OF SOIL STACK 


LOWEST FLOOR HORIZONTAL BRANCH 
SHOULD CONNECT TO THE SOIL STACK 
AT LEAST 2-0 BELOW THE OFFSET. 
•THE OFFSET SHOULD BE SIZED LIKE 
A BUILDING DRAIN AS PER TABLE 11.5.2 


Fig. 12-66 



VENTS AND VENTING 


12-43 


vent at each tenth interval installed, beginning with the top floor. The size of 
the relief vent shall be equal to the size of the vent stack to which it connects. 
The lower end of each relief vent shall connect to the soil or waste stack through 
a wj’e below the horizontal branch serving the floor, and the upper end shall 
connect to the vent stack through a wye not less than 3 feet above the floor level. 

► Figure 12-66 illustrates an important requirement which is often over- 
looked. In order to balance the pressures which are constantly changing 
within the plumbing system, it is necessary to provide a relief vent at 
various intervals, particularly in multistory buildings. 

The illustration shows a building of 16 stories and basement. 

A horizontal branch connection is shown at each floor except at the 
eighth-floor level where there is no horizontal branch. This means that, 
between the ninth-floor horizontal branch and the seventh-floor horizontal 
branch, there is only one branch interval. Between the fifth and fourth 
floors, the illustration shows two horizontal branches within one branch 
interval. The purpose in differentiating between horizontal lines and 
branch intervals is to prevent overloading of a stack within a short space. 

Table 11.6.3 indicates, in the first column, the total load permitted in a 
horizontal branch and, in the last column, the total load that can be placed 
in a branch interval. 


SOIL STACK FROM 
UPPER FLOORS 


5th FLOOR 


HORIZONTAL BRANCHES 
FOR 5th FLOOR FIXTURES 


T /THIS LINE REPRESENTS A BRANCH 
l^INTERVAL. 

THE NUMBER OF FIXTURE-UNITS THAT 
MAY BE CONNECTED TO THIS BRANCH 
INTERVAL IS GIVEN IN THE LAST 
COLUMN OF TABLE 115.3 



HORIZONTAL BRANCH FOR 4th FLOOR 


-ASSUME A HORIZONTAL BRANCH AT THIS POINT 
WHICH RECEIVES THE DISCHARGE OF A GROUP OF 
FIXTURES 


'THE DISTANCE OF 7-0 ' BETWEEN BRANCHES IS NOT 
CONSIDERED A BRANCH INTERVAL. THE DEFINITION 
BRANCH INTERVAL STATES THAT THE DISTANCE 
MUST BE "IN NO CASE LESS THAN 8 FEET." 

Fig. 12-67 
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Example: Assuming that the soil stack is 4 inches in diameter, the total 
number of fixture imits allowed on a horizontal branch according to 
Table 11.6.3 is 160, but only 90 fixture units are permitted on the branch 
interval. It is necessary to increase the size of the soil stack or reduce 
the number of fixture units on the horizontal branch so that the system is 
not overloaded at any one point. 

Assume that there are two horizontal branches to be connected within 
one branch interval of the soil stack. One branch serves 60 fixture units 
and the other 40 fixture tmits, totaling 90 fixture units. This is the 
maximum that may be connected within one branch interval. (See 
Table 11.6.3.) If the total fixture units were more than permitted within 
one branch interval, the soil stack would have to be increased in order to 
prevent overloading. See Fig. 12-67. 


12.18 Offsets at an Angle Less Than 45 Degrees from the 
Horizontal in Buildings of Five or ]More Stories 


12.18.1 Offset Vents. Offsets less than 45 degrees from the horizontal, in a 
soil or waste stack, except as permitted in Chap, 11, Sec. 11.6, shall comply 
with paragraphs 12.18.2 and 12.18.3. 


SOIL STACK 
SECTION ABOVE 
THE OFFSET—-. 


VENT STACK FOR UPPER SECTION OF STACK 
MAY SERVE AS A RELIEF VENT BY CONNECTING 
AT BASE OF THE UPPER SECTION OF THE 
SOIL STACK 
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D 
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IF VENT STACK SERVES 
ENTIRE STACK THEN IT 
MUST BE SIZED FOR 
THE TOTAL LOAD IN THE 
STACK. RELIEF VENTS 
MAY THE;N CONNECT TO 
THE VENT STACK 


relief vent may BE 

CONTINUATION OF THE 
I SOIL STACK 
i OR 

r RELIEF VENT MAY BE TAKEN 
BELOW THE OFFSET 


-SOIL STACK SECTION 
BELOW THE OFFSET 

EITHER TYPE OF RELIEF 
MAY BE USED 


-IF VENT STACK IS USED AS A 
RELIEF VENT FOR THE UPPER 
PORTION OF THE SOIL STACK 
IT MAY BE SIZED ONLY FOR 
THE FIXTURE-UNIT LOAD 
CARRIED BY THE UPPER 
SECTION OF THE SOIL 
STACK. AS PER TABLE 

12.21.5 AND USED 
ONLY FOR VENTING 
FIXTURES ABOVE 
THE OFFSET. 



U— THIS VENT STACK 
I MAY BE SIZED FOR 
I THE FIXTURE-UNIT 
I LOAD CARRIED BY 
THE LOWER SECTION 
OF THE SOIL STACK 
AND USED ONLY FOR 
VENTING FIXTURES 
BELOW THE OFFSET 


OFFSET 

LOWER SECTION OF 
SOIL STACK 


Fig. 12-6S 
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12.18.2 Separate Venting. Such offsets may be vented as two separate soil 
or waste stacks, namelj^, the stack section below the offset and the stack section 
above the offset. 

12.18.3 Offset Reliefs. Such offsets may be vented by installing a relief vent 
as a vertical continuation of the lower section of the stack or as a side vent con- 
nected to the lower section between the offset and the next lower fixture or hori- 
zontal branch. The upper section of the offset shall be provided with a yoke 
vent. The diameter of the vents shall be not less than the diameter of the main 
vent or of the soil and waste stack, whichever is the smaller. 


► Figure 12-68 illustrates the requirements of paragraphs 12.18.1, 12.18.2, 
and 12.18.3. 

See Figs. 11-11 to 11-16 for offset reliefs. 


12.19 Main Vents to Connect at Base 

12.19.1 All main vents or vent stacks shall connect full size at their base to 
the building drain or to the main soil or waste pipe, at or below the lowest fix- 
ture branch. All vent pipes shall extend undiminished in size above the roof, 
or shall be reconnected with the main soil or waste vent. 




-VENT MAY BE EXTENDED 
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CONNECTED WITH THE 
STACK VENT 




-SOIL STACK 
VENT STACK 


VENT STACK- 


-THROUGH 

ROOF 

STACK VENT 


-SOIL STACK 
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ON SOIL STACK 


-VENT STACK CONNECTS BELOW 
LOWEST HORIZONTAL BRANCH 


-B- 


-SOIL STACK 
-VENT STACK 



COMBINED SOIL- 
ANO VENT STACK 
MAY CONNECT TO 
A VENT HEADER 



VENT 

HEADER 


•SOIL 

stack 


VENT STACK MAY CONNECT 
INTO THE HORIZONTAL 
SECTION AT THE BASE OF 
THE SOIL STACK. 


VENT 

STACK 


•C- 


TO BUILDING 
DRAIN 


THE BASE OF TKE VENT STACK 
MAY BE WASHED BY SMALL 
FIXTURE. IT HELPS TO KEEP 
VENT CLEAR 

Fig. 12-69 
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► Figiire 12-69 illustrates the requirements of this paragraph, as follows; 

(a) The vent stack is connected at the base of the soil stack and extended 
through the roof. 

(b) The vent stack may be combined with the stack vent and then extended 
through the roof as one pipe. 

(c) The vent stack may be combined with the soil stack and connect into 
a vent header. 

(d) The vent stack may connect into the horizontal portion at the base of 
the stack. In all cases, if possible, the discharge of a fixture or 
fixtures should be connected at the base of the vent stack before 
offsetting. In this manner the base of the vent stack is kept clear 
by the flow from these fixtures. 

12.20 Vent Headers 

12.20.1 Connections of Vents. Stack vents and vent stacks may be con- 
nected into a common vent header at the top of the stacks and then extended 
to the open air at one point. This header shall be sized in accordance with the 
requirements of Table 12.21.5, the number of units being the sum of all units 
on all stacks connected thereto, and the developed length being the longest vent 
length from the intersection at the base of the most distant stack to the vent 
terminal in the open air as a direct extension of one stack. 
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► Figiire 12-70 illustrates the method of computing vent-stack size and 
grouping into a vent header. The example shows how each stack is 
computed as part of the entire header. 


12.21 Size and Length of Vents 

12.21.1 Length of Vent Stacks. The length of the vent stack or main vent 
shall be its developed length from the lowest connection of the vent system with 
the soil stack, waste stack, or building drain to the vent-stack terminal, if it 
terminates separately in the open air, or to the connection of the vent stack 
with the stack vent, plus the developed length of the stack vent from the con- 
nection to the terminal in the open air, if the two vents are connected together 
with a single extension to the open air. 
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Fig. 12-71 


► Figme 12-71 illustrates the manner in which the length of the vent or 
soil stack is computed. The total vertical distance is added to any hori- 
zontal runs or offsets. 

12.21.2 Size of Individual Vents. The diameter of an individual vent shall 
be not less than inches nor less than one-half of the diameter of the drain 
to which it is connected. 
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► The smallest vent permitted is IJ-^-inch-diameter pipe. Note that 
Table 12.21,6 permits only two fixture units on a l}^-inch-diameter vent. 
However, when a vent is used as a relief on a horizontal waste or vertical 
soil, the vent may be reduced to half of the drain diameter, provided the 
number of fixture units connected or the length of the vent does not 
exceed the limit provided in Table 12.21.6. 

12.21.3 Size of Relief A'ent. The diameter of a relief vent shall he not less 
than one-half the diameter of the soil or waste branch to which it is connected. 

► The vent must be computed from Table 12.21.6. 

12.21.4 Size of Circuit or Loop Vent. The diameter of a circuit or loop 
vent shall be not less than one-half the size of the diameter of the horizontal 
soil or waste branch or the diameter of the vent stack, whichever is smaller. 

► See Figs. 12-61 to 12-68. 


Table A. Horizontal Circuit and Loop Vent Sizing Table 


Line 

Soil or 
waste pipe 
diam (in.) 
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(max number) 

Diameter of circuit or loop vent (in.) 
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Table A may be used in the following manner: 

(o) Refer to Fig. 12-60 which shows that there are eight flush-valve water 
closets to be installed. 

(6) Table 11.4.2 indicates that a valve -operated water closet has a fixture- 
tmit value of eight. 

(c) Figure 12-'60 shows that there are eight water closets to be installed, 
each with a value of eight, or a total of 64 fixture units. 

(d) These 64 fixture units require a 4-inch horizontal branch according to 
Table 11.6.3.^ 
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(e) By referring to Fig. 12-60, the length of the horizontal vent is seen to 
be approximately 24 feet. 

(/) By referring to Table A, a 4-inch-diameter soil or waste pipe, to which 
there are not more than 100 fixture units connected and in which the 
vent length is not more than 62 feet, requires a 3-inch-diameter 
circuit or loop vent. 

12.21.5 Size of Vent Piping. The size of vent piping shall be determined 
from its length and the total of fixture units connected thereto, as provided in 
Table 12.21.5. Twenty per cent of the total length may be installed in a hori- 
zontal position. 


Table 12.21.5 Size and Length of Vents 
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See Part in for information on the capacity of soil and vent stacks. 
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12.22 Combination Waste-and-Vent System 


12.22.1 Where Permitted. A combination waste-and-vent system shall be 
permitted only where structural conditions preclude the installation of a con- 
ventional system as otherwise provided in this code. 

12.22.2 Limits. A combination waste-and-vent system is limited to floor 
drains and sinks. It consists of an installation of waste piping in which the 
trap of the fixture is not individually vented. Every waste pipe and trap in 
the system shall be at least two pipe sizes larger than the size required in para- 
graphs 11.5.2 and 11.5.3. 


■3 RELIEF VENT MAY BE OMITTED 

IF A HOUSE TRAP AND FRESH AIR _^FLOOR DRAINS MAY RECEIVE 
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4 SANITARY DRAIN FROM 
TOILET ROOM FIXTURES 
SHOULD CONNECT AT POINT 
SHOWN OR CARRIED TO 
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Fro. 12-72 


► Figure 12-72 illustrates a system of waste piping which also serves as 
horizontal wet venting of one or more sinks or floor drains. The dual 
function is accomplished by installing a common waste and vent pipe of 
sufficient size to provide free movement of air above the flow line of the 
drain. This system is relatively new, having been developed during the 
past few years. 

The Code permits a combination waste-and-vent system as a means of 
avoiding complicated design. The designer, however, must plan the 
sizing and runouts of piping necessary to maintain a balance within the 
system and prevent trap siphonage. 

It should be noted that this combination waste-and-vent system is for 
floor drains and sinks only. It is not for water closets or urinals or other 
fixtures having high fixture-rmit ratings. Toilet-room fixtures are roughed 
in the conventional manner. Their discharge is carried separately to the 
building sewer or may be connected to the building drain on the sewer 
side of the combination waste and vent. 
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Using Fig. 12-73 as an example, the piping is sized as follows: 

(a) The branch carrying a load of 22 fixture units, according to Table 
11.5.2 at 34-inch fall per foot, requires a 23'^-inch-diameter pipe and 
for 18 fixture units on the other branch, a 2-inch-diameter pipe. 
Paragraph 12.22.2 states that the waste pipe shall be at least two 
pipe sizes larger. For 22 fixture units it would be 4 inches, and for 
18 fixture units it would be 3 inches, 

(b) The individual fixture drain for a sink, as per Table 11.4.2, is l}i 
inches. By increasing this drain two pipe sizes, the required size 
would be 23 »^ inches for each sink waste. 

(c) Table 11.4.2 requires 2 inches for individual floor drains as a mini- 
mum. Two pipe sizes would be 3 inches. If there is difficulty in 
procuring 23^^-inch drainage fittings, 3-inch drainage fittings may be 
used. 

Figure 12-74 is another adaptation of a combination waste-and-vent 
system. This is applicable where the street sewer is above the system 
being installed and where it is necessary to install a receiving sump and 
discharge it by mechanical means. 
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Storm Drains 


13.1 General 

13.1.1 Drainage Required. Roofs, paved areas, yards, courts, and court- 
yards shall be drained into a storm-sewer s 3 'stem or a combined sewer system 
where such systems are available. 

► To comply with this paragraph it is important to compute the total 
amoimt of rainfall that might possibly fall over the area to be drained. 

It is essential that the rain water be removed as rapidly as possible. 
Roof areas should be drained as quickly as the rain falls in order that 
undue stresses are not placed on the structure. 

13.1.2 Prohibited Drainage. Storm water shall not be drained into sewers 
intended for sanitary sewage only. 

Most modern sewer installations in a city have separate systems: one 
for the sanitary sewer, which is discharged into the sewage plant, and 
one for the storm sewer, which is generally disposed of as clear water 
into a waterway. 

13.1.3 Traps. Leaders and storm drains, when connected to a combined 
sewer, shall be trapped. 

Traps are required to prevent sewer odors and gases from discharging 
where they may be offensive. 

If the leader box were located on the roof like the vent terminal so that 
offensive odors cannot enter the building, there would be no need for 
trapping. Actually the leaders would help to maintain circulation. 

13.1.4 Expansion Joints. Expansion joints or sleeves shall be provided 
where warranted by temperature variations or ph 3 ’-sical conditions. 

► This requirement is applicable to tall buildings where the movement 
of the pipe could be sufficient to damage the roof. 

Expansion and improper anchoring of vertical pipes have caused roof 
drains to be pushed clear above the level of the roof and cause a break 
on the waterproofing and flashing. 

13-1 
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Expansion may be taken care of by a properly designed roof expansion 
joint or horizontal branch which can take up the movement of the vertical 
pipe without afiecting the roof box. See Fig. 13-1. 

13.1.5 Subsoil Drain. Where subsoil drains are placed under the cellar or 
basement floor or are used to surround the outer walls of a building, they shall 
be made of open-jointed or horizontally split or perforated clay tUe, or per- 
forated bituminized-fiber pipe, or asbestos-cement pipe, not less than 4 inches in 
diameter. \Mien the building is subject to backwater, the subsoil drain shall 
be protected bj^ an accessibly located backwater valve. Subsoil drains niaj' 
discharge into a properly trapped area drain or sump. Such sumps do not 
require vents. 

► Subsoil drains serving outside seepage water or underground soils 
should be run into a dear-water sump. 

Sumps should be mechanically operated. For a larger building or 
where it is not possible to watch the sumps, they should be of the auto- 
matic t 3 q)e. 

In rural areas and for small buildings, subsoil drains may be connected 
to dry wells or discharged where the discharge will not harm adjacent 
property. 

13.1.6 Building Subdrains. Building subdrains located below the public 
sewer level shall discharge into a sump or receiving tank, the contents of which 
shall be automatically lifted and discharged into the drainage system as required 
for building sumps. 
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► At times these subdrains might receive waste containing oil or gasoline 
or other inflammable liquids. In such cases, the discharge must go 
through an oil interceptor before it is collected into a sump or before 
discharging into any other disposal system. 

13.2 Materials 

13.2.1 Inside Conductors. Conductors placed within a building or run in a 
vent or pipe shaft shall be of cast iron, galvanized steel, galvanized wrought 
iron, galvanized ferrous alloys, brass, copper, or lead. 

► Any dependable piping materials would be satisfactory. It is in this 
system of piping that new kinds of piping could be tested before being 
accepted for the drainage system, especially if the piping is exposed so 
that it can be watched. 

13.2.2 Outside Leaders. When outside leaders are of sheet metal and con- 
nected with a building storm drain or storm sewer, they shall be connected to a 
cast-iron drain extending above the finish grade, or the sheet-metal leader shall 
be protected against injury. 

13.2.3 Undergrouud Storm Drains. Building storm drains underground, 
inside the building, shall be of cast-iron soil pipe. 

► Outside leaders may be either metallic or nonmetallic. The lower 
section should be protected from damage by a heavy metal cover or a 
cast-iron boot. 

Underground storm drains may be the same kind of piping as the 
building drain. 

13.2.4 Building Storm Drains. Building storm drains underground, 
beneath the building, when not connected with a sanitary or combined sewer, 
shall be of cast-iron soil pipe or ferrous-alloy piping except that, when found to 
be adequate by the administrative authority, vitrified-clay pipe, concrete pipe, 
bituminized-fiber pipe, and asbestos-cement pipe may be used. 

► In the preparation of a plumbing code, the local plumbing-code com- 
mittee decides which kinds of piping are suitable for their area, and only 
the approved kinds need be spelled out as part of the local code. 

13.2.5 Building Storm Sewers. The building storm sewer shall be of cast- 
iron soil pipe, vitrified-clay pipe, concrete pipe, bituminized-fiber pipe, or 
asbestos-cement pipe. 

13.3 Traps 

13.3.1 Main Trap. Individual storm-water traps shall be installed on the 
storm-water drain branch serving each conductor, or a single trap shall be 



13-4 


NATIONAL PLUMBING CODE 


installed in the main storm drain just before its connection with the combined 
building sewer, main drain, or public sewer. 

► When the storm leaders are connected into one storm building drain 
and then connected into the sanitary budding drain or storm sewer, a 
building trap should be installed in order to prevent sewer gases entering 
the storm leaders. 

If, however, the roof-drain boxes are so located as to preclude any 
possibility of sewer-gas odors, there is no technical reason to install the 
building storm trap. 

13.3.2 Material. Storm-water traps, when required, shall be of oast iron. 


►- Traps for the storm drains may be of cast iron or of other composites 
that have proved safe for the drainage system. 


13.3.3 No traps shall be required for storm-water drains which arc connected 
to a sewer draining storm water exclusively. 

13.3.4 Traps for individual conductors shall be tlic same size as the horizontal 
drain to which they are connected. 

13.3.5 Conductor traps shall be so located that an accessible cleanout may be 
installed on the building side of the trap. 
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Fig. 13-2 


► Figure 13-2 illustrates cleanouts for stofrn leaders. 

13.4 Conductors and Connections 

13.4.1 Conductor pipes shall not be used as soil, waste, or vent pipes, nor 
shall soil, waste, or vent pipes be used as conductors. 

13.4.2 Rain-water conductors installed along alleyways, driveways, or other 
locations where they may be exposed to damage shall be protected by metal 
guards, recessed into the wall or constructed from ferrous-alloy pipe. 

13.4.3 Combining Storm with Sanitary Drainage. The sanitary and 
storm-drainage system of a building shall be entirely separate, except that 
where a combined sewer is available the building storm drain may be connected 
in the same horizontal plane through a single wye fitting to the combined drain 
or sewer at least 10 feet downstream from any branch to the building drain or 
from any soil stack. 
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In certain cities it is permissible to connect both a sanitary and storm 
sewer into a combined street sewer. As populations increase and cities 
become more congested, this arrangement is becoming less desirable. 

Figure 13-3 indicates how storm drains may be coimected in locations 
which permit this combined use of the sewer. Some cities require that 
the storm drains discharge at the curb through a trench or pipe imder the 
sidewalk. Separation of storm and sanitary drains is preferable. 
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STORM DRAIN CONNECTION SHOULD BE AT 
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BRANCH OF THE BUILDING DRAIN. 

Fig. 13-3 


13.4.4 Double Connections of Storm Drains. Where the sanitary and 
storm drains are connected on both sides of the combined sewer, single wyes 
shall be used and the requirements of paragraph 13.4.3 relative to the location 
of connections shall also apply. 
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Fig. 13-4 
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► During a heavy rainstorm the conductor pipe will run almost to its 
full capacity and may cause pressures to develop on the soil-stack branch 
unless separated at least 10 feet. This is equally true of a soil stack 
carrying a relatively heavy load ; see Fig. 13-4. If a 4-inch soil stack is 
loaded to 300 fixture units or more, it represents a relatively heavy load. 
If the same stack is loaded to 400 fixture units or more, it represents a 
full load. 

13.4.5 Floor drains connected to a storm drain shall be trapped. 

► When floor drains are connected to storm drains, putrefaction of waste 
matter entering and lodging in the storm drains causes odors, imless floor 
drains are trapped. 

13.5 Roof Drains 

13.5.1 Material. Roof drains shall be ol cast iron, copper, lead, or other 
acceptable corrosion-resisting material. 

13.5.2 Strainers. All roof areas, except those draining to hanging gutters, 
shall be equipped with roof drains having strainers extending not less than 
4 inches above the surface of the roof immediatelj’’ adjacent to the roof drains. 
Strainers shall have an available inlet area, above roof level, of not less than 
11^ times the area of the conductor or leader to which the drain is connected. 

13.5.3 Flat Decks. Roof-drain strainers for use on sun decks, parking decks, 
and similar areas, normally serviced and maintained, may be of the fiat-surface 
type, level with the deck, and shall have an available inlet area not less than two 
times the area of the conductor or leader to which the drain is connected. 

13.5.4 Roof-drain Flashings. The connection between roofs and roof 
drains which pass tluough the roof and into tlie interior of the building shall be 
made watertight by the use of proper flashing material. 

► Figure 13-6 illustrates various types of roof drains. Selection of design 
shotild be based on the type of roof. 

Mushroom strainers provide a large elevated area for flat roofs where 
leaves and other debris may accumulate. 

Flat strainers are necessary on a roof that is to be utilized as a sun deck 
or roof garden. 

Sloped strainers and comer strainers are necessary when the drain is 
located in a patched roof or where the drain is placed at the corner of a 
roof and parapet. 

In high structures, roof drains should be provided with expansion joints 
in order to compensate for structural or temperature variation, unless 
other means are provided for expansion. 

The diameter or size of the drain outlet should be based on the rate 
of rainfall in the area to be drained. 

The open area of the strainer should be to 2 times the area of the 
pipe to which it connects. 
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STRAINER TO HAVE AN AVAILABLE 
INLET AREA ABOVE THE ROOF OF 
NOT LESS THAN II /2 TIMES THE 
AREA OF THE CONDUCTOR. 
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OUTLET 



STRAINER TO 
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13.6 Size of Leaders and Storm Drains 

13.6.1 Vertical leaders shall be sized on the maximum projected roof area, 
according to Table 13.6.1. 


Table 13.6.1 Size of Vertical Leaders 


Diam of leader or 
conductor* (in.) 

Max projected 
roof area (sq ft) 

Diam of leader or 
conductor* (in.) 

Max projected 
roof area (sq ft) 

2 

720 

5 

8,650 

to 

1,300 

6 

13,500 

3 

2,200 

S 

29,000 

4 

4,600 




J The equivalent diameter of a square or rectangular leader may be taken as the diameter of 
that circle which may be inscribed within the cross-sectional area of the leader. 


Table A is an expansion of Table 13.6.1, showing the sizes of verdcal 
leaders for rainfalls of 2 to 8 inches. 


Table A. Expansion of Table 13.6.1 Vertical Leaders 


Diam of leader 
(in.) 

Normal rate of rainfall (in.) 

2 

3 

4 

5 


8 

Square feet of roof area 

2 

1,440 

960 

720 

576 



2H 

2,600 

1,733 



865 


3 

4,400 

2,933 




HIuh 

4 

9,200 

6,133 


3,680 



5 




6,920 

6,765 

4,325 

6 








13.6.2 Building Storm Drain. The size of the building storm drain or any 
of its horizontal branches having a slope of inch or less per foot shall be based 
upon the maximum projected roof area to be handled according to Table 13.6.2. 

Tables 13.6.1 and 13.6.2 are based upon a maximum rate of rainfall of 
4 inches per bein'. If in any state, city, or other political subdivision, the 
maximum rate of rainfall is more or less than 4 inches per hour, then the 
figures for roof area must he adjusted proportionately by multiplying the 
figure by 4 and dividing the maximum rate of rainfall in inches per hour. 
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Table 13.6.2 Size of Horizontal Storm Drains 


Diam of drain (in.) 

Maximum projected roof area for 
drains for various slopes (sq ft) 

H in. 

H in. 

M in. 

3 

822 

1,160 

1,644 

4 

1,880 

2,650 

3,760 

5 

3,340 

4,720 

6,680 

6 

5,350 

7,550 

10,700 

8 

11,500 

16,300 

23,000 

10 

20,700 

29,200 

41,400 

12 

33,300 

47,000 

66,600 

15 

59,500 

84,000 

119,000 


The U.S. Weather Bureau maintains statistics on the normal rate of 
rainfall in various localities and will furnish the information on request. 

Table B, an expansion of Table 13.6.2, shows the sizes of horizontal 
storm drains for rainfalls of 2 to 6 inches. 


Table B. Expansion of Table 13.6.2 Horizontal Storm Drains 


Drain size 
(in.) 

M-in. slope, inches rainfall 

)4-in. slope, inches rainfall 

2 

3 

4 

5 

6 

2 

3 

4 

5 

6 


Square feet of roof area 

3 

1,644 

1,096 

822 

657 

548 

2,320 

1,546 

1,160 

928 

773 

4 

3,760 

2,506 

1,880 

1,504 

1,253 



2,650 


1,766 

5 

6,680 

4,453 

3,340 

2,672 

2,227 


6,293 

4,720 

3,776 

3,146 

6 

10,700 

7,133 

5,350 

4,280 

3,566 



7,550 


5,033 

8 

23,000 

15,333 

11,500 

9,200 






10,866 


Figxire 13-6 shows approximately equivalent sizes of roimd and rec- 
tangular leaders. In computing the carrying capacity of leaders, there 
are three factors to consider: (1) dimensions, (2) cross-sectional area, 
and (3) inside perimeter (area of water contact). 

A rectangular leader, because of its four walls and comers, offers 
greater friction loss, thereby diminishing its carrying capacity. To 
compensate for this loss, a rectangular leader needs to be about 10 per cent 
larger than a round leader to carry the same load. 

In Fig. 13-6 the sizes for rectangular leaders which are shown as 
equivalents of the sizes of round leaders include the 10 per cent adjust- 
ment. In some cases, the rectangtilar sizes are more than 10 per cent 
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larger. Where the computation of the equivalent size has resulted in an 
unavailable size, the next larger stock size has been given. 


ROUND LEADER 

RECTANGULAR LEADER 

OIANEIER 

INCHES 

CROSS SECTIONAL 
AREA, SQ. IN. 

WATER CONTACT 
AREA, INCHES 

DIMENSION 

INCHES 

CROSS sectional 
AREA, SQ.IN. 

WATER contact 
AREA, INCHES 

2 

3.14 

6.28 

2X2 

1 Vg X 2 '/j 

4 

3.75 

8 

6 

3 

7.07 

9.42 

2X4 

2'/2X3 

8 

7.50 

12 

" 

4 

12.57 

12.57 


12.75 

14.0 

14.5 

14 

5 

19.06 

15.07 

4X5 

4'/2 X 4'/2 

20.0 

20.25 

18 

18 

6 

28.27 

18.85 

5X6 

5'/2 X 5'/2 

30.0 

30.25 

22 

22 

1 

o 


■i 

■■■ 



■HB 



CIRCUMFERENCE 
AS STRAIGHT 
LINE 

1 

t 

RECTANGLE 
kS STRAIGHT 
LINE 


Fig. 13-6 


13.6.3 Roof Gutters. The size of semicircular gutters shall be based on the 
maximum projected roof area, according to Table 13.6.3. 

Table 13.6.3 Size of Gutters 


Maximum projected roof area for gutters 
of various slopes (sq ft) 


Diam of gutter* (in.) 



He in- 

H in. 

H in. 

H in. 

3 

170 

240 



4 

360 

510 


1,020 

5 

625 

880 


1,770 

6 

960 

1,360 



7 

1.380 

1,950 



S 

1.990 




10 

3,600 





* Gutters other than semicircular may be used provided they have on equivalent cross-sec- 
tional area. 


► Figure 13-7 illustrates comparative sizing for semicircular and rectangu- 
lar gutters which aid in computing sizes. The method of selecting sizes 
is similar to that used for circular and rectangular leaders. 
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SEMI-CIRCULAR GUTTERS 

RECTANGULAR GUTTERS 

DIAMETER 

INCHES 

CROSS SECTIONAL 
AREA, SO. IN. 

WATER CONTACT 
AREA, INCHES 

DIMENSION 

INCHES 

CROSS SECTIONAL 
AREA, SO. IN. 

1 

WATER CONTACT 
AREA, INCHES 

3 

3.53 

4.70 

1 '/2 X 2 '/2 

3.75 

I 

5.5 

4 

6.28 

6.28 

Bi 

6.75 

7.5 

5 

9.82 

7.85 

4 X 2 '/2 

3 X 3'/2 

10 

10 

9 

9 '/2 

6 

14,14 

9.43 

3X5 

15 

II 

8 

25.27 

12.57 


27 

15 

10 

39 77 

15.7 

5X8 

4 X 10 

40 

40 

18 

18 

vy 

vy 

SEMI 

STR 

\y 

l-CIRCLE AS 
AIGHT LINE 

ngn 

1 T 

REi 

STI 

1 T 

CTANGLE AS 
RAIGHT LINE 


Fig. 13-7 


13.7 Size of Combined Drains and Sewers 

13.7.1 Conversion of roof area to fixture units of storm drainage system that 
may be connected to a combined sevrer. The drainage area may be converted 
to equivalent fixture-unit loads. 

13.7.2 When the total fixture-unit load on the combined drain is less than 256 
fixture units, the equivalent drainage area in horizontal projection shall be 
taken as 1,000 square feet. 

13.7.3 When the total fixture-unit load exceeds 256 fixture units, each fix- 
ture unit shall be considered the equivalent of 3.9 square feet of drainage 
area. 

13.7.4 If the rainfall to be provided for is more or less than 4 inches per hour, 

the^l,000-square-foot equivalent in paragraph 13.7.2 and the 3.9 in paragraph 
p.7.3 shall be adjusted by multipljong by 4 and dmding by the rainfall in 
inches per hour to be provided for. - 


When a combined storm and sanitary sewer is to be computed, the 
area of the roof (in square feet) should be converted to fixture units in 
order to get the total load in fixture units. Then, the size of the drain 
may be computed from Table 11.6.2. 
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13.8 Values for Continuous Flow 

13.8.1 Where there is a continuous or semicontinuous discharge into the build- 
ing storm drain or building storm sewer, as from a pump, ejector, air-conditioning 
plant, or similar device, each gallon per minute of such discharge shall be com- 
puted as being equivalent to 24 square feet of roof area, based upon a 4-inch rain- 
fall. (See Figs. 11-7 and 11-8.) 

► Allow for the extension of walls above the building and the amount of 
rain that should be considered for runoff of the roof area itself. Figure 
13-8 illustrates this condition for a fiat roof. The roof area would then 
be 70 by 30 feet, or 2,100 square feet. The wall area is 16 by 70 feet, or 
1,060 square feet. However, the wall area would not represent 100 per 
cent of the required drainage area. One-half of the wall area is sufficient 
in calculating the proper drainage. Add 2,100 square feet of roof area 
plus half of the wall area (626 square feet), or a total of 2,626 square feet. 
According to Table 13.6.1, 2,626 square feet require a 4-inch-diameter 
conductor based on a normal rainfall of 4 inches per hour. 

In the National Plumbing Code, after Tables 13.6.1 and 13.6.2, is given 
a formula for adjusting the roof area in square feet to rates of rainfall 
other than 4 inches. 

The following is a formula for proportioning the sizes of leaders or drains 
to rates of rainfall other than 4 inches: 

Example a for 5-inch Rainfall: Table 13.6.1 prescribes a 3-inch leader 
for a 2,200-square-foot roof area in a locality of 4-inch rainfall. For 
6-inch rainfall, this leader would be too small, as it coffid handle only 
fi of the rainfall. To figure the correct size, invert fiio^/i and multiply 
by 3; 6 X 3/4 = 3.76-inch leader. As this is not a standard size, use 
the next standard size, 4-inch. 

Example b for 3-inch Rainfall: Table 13.6.2 prescribes a 6-inch storm 
drain for a 7,600-square-foot roof area at }i-mch slope in a locality of 
4-inch rainfall. For 3-inch rainfall, this drain would be too large, as it 
could handle % of the load. To figure the correct size, invert and 

multiply by 6: 3 X 6/4 = 4.6-inch drain. Use the next standard size, 
6 inch. 
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Inspection, Tests, and Maintenance 


14.1 Inspections 

14.1.1 New Work. All new plumbing work, and such portions of existing 
systems as may be affected by new work or any changes, shall be inspected to 
ensure compliance with all the requirements of this Code and to assure that the 
installation and construction of the plumbing system is in accordance with 
approved plans. 

► Most cross connections and dangerous connections are made during 
changes and extensions of the original work. This is partially due to the 
fact that usually no inspection of the work is made and those installing 
the work are not aware of the danger. 

14.2 Notification 

14.2.1 Advance Notice. It shall be the duty of the holder of a permit to 
give notice to the administrative authority when plumbing work is ready for 
test or inspection. 

14.2.2 Responsibilitj-. It shall be the duty of the holder of a permit to make 
sure that the work will stand the test prescribed before giving the notification. 

14.2.3 Retesting. If the administrative atithority finds that the work will 
not pass the test, necessary corrections shall be made and the work shall then 
be resubmitted for test or inspection. 

14.2.4 Test. Tests shall be conducted in the presence of the administrative 
authority or of his duty appointed representative. 

► “Holder of a permit” does not always mean the licensed plumber to 
whom the permit is issued. The owner who installs his own work also 
is entitled by law to receive a permit. 

While the responsibility as to the safety and correctness of the installed 
work is up to the holder of a permit, the inspector must see to it that no 
hazardous or improperly installed work is permitted to remain uncorrected. 

14.3 Plumbing Plans 

14.3.1 Examination of Plans. All plans and specifications required to be 
submitted shall be examined by the administrative authority for acceptability 
under the pro\asions of this Code. 


14-1 



14-2 


NATIONAL PLUMBING CODE 


► In a large or complicated plumbing installation, a complete set of plans 
should be submitted and reviewed before a permit is given to proceed 
with the installation. 

Where the work is to be done by other than an experienced licensed 
plumber, drawings showing the entire installation should be required so 
as to avoid any question of interpretation of the plumbing requirements. 

14.4 Violations 

14.4.1 Notices of violations shall be written and mailed or delivered bj- the 
administrative authority to the person responsibleJat the time inspection was 
made. 

► When an installation has been erroneously installed, the written 
violation should clearly state what is wrong and what should be done to 
correct the installation. 

14.5 Reinspection 

14.5.1 Reinspections. Reinspections of plumbing installations or any part 
thereof shall be made when deemed necessary by the Administrative Authority. 

14.6 Covering of Work 

14.6.1 Requirements. No drainage or plumbing system or part thereof 
shall be covered until it has been inspected, tested, and accepted as prescribed 
in this Code. 

14.6.2 Uncovering. If any building drainage or plumbing system or part 
thereof which is installed, altered, or repaired is covered before being inspected, 
tested, and approved, as prescribed in this Code, it shall be uncovered for inspec- 
tion after notice to imcover the work has been issued to the responsible person 
by the administrative authority. 

► This requirement is in reference to possible tightness of the piping 
imdergroimd or built into the wall. It is far less costly to test the work 
properly when first installed than later to have to remove a brick or 
plastered wall or cut out a concrete floor. 

14.7 Material and Labor for Tests 

14.7.1 The equipment, material, and labor necessary for inspection or tests 
shall be furnished by the person to whom the permit is issued or by whom 
inspection is requested. 

► The cost involved in providing necessary test plugs, nipples, pumps, 
and labor to prepare for the test is up to the licensed plumber or to the 
owner when he is doing his own job. The tests should be conducted as 
required by the Code. 
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14.8 Tests of Drainage and Vent Systems 

14.8.1 The piping of the plumbing, drainage, and venting systems shall be 
tested v-ith water or air. After the plumbing fixtures have been set and then- 
traps filled with water, the entire drainage system shall be submitted to a final 
test. The administrative authority may require the removal of any cleanouts, 
to ascertain if the pressure has reached aU parts of the system. 


► A water test is simpler to make for a drainage and venting system and 
is effective in determining if the system is tight against leaks. Care 
should be exercised as to the type of piping material, inasmuch as some 
joints will not withstand as much pressure as others. 

Cast-iron soil pipe with hot-poured joints should not be tested for more 
than 10 stories. Screwed pipe or Durham system may be tested for 
16 to 20 stories at one time. Copper tubing with sweat joints may be 
tested up to 20 stories. 


14.9 iNIethods of Testing Drainage and Vent Systems 

14.9.1 "Water Test. The water test shall be applied to the drainage system 
either in its entiret 3 ’- or in sections. If applied to the entire sj^stem, all openings 
in the piping shall be tightly closed, except the highest opening, and the system 
filled \vith water to the point of overflow. If the system is tested in sections, 
each opening shall be tightly plugged except the highest opening of the section 
under test, and each section shall be filled with water, but no section shall be 
tested with less than a 10-foot head of water. In testing successive sections, 
at least the upper 10 feet of the next preceding section shall be tested, so that 
no joint or pipe in the building (except the uppermost 10 feet of the system) 
shall have been submitted to a test of less than a 10-foot head of water. The 
water shall be kept in the sj-stem, or in the portion under test, for at least 15 min- 
utes before inspection starts; the system shall then be tight at all points. 

► In those parts of the country where temperatures normally drop below 
32°F, no water tests should be made dxiring the months of freezing weather. 
Even if the tests are completed before the temperature goes below freezing 
and then the temperature drops, there is a possibility of the oakum being 
saturated with water and the cast-iron soil pipe cracking at the hub. 


14.9.2 Air Test. The air test shall be made by attaching an air-compressor 
testing apparatus to anj- suitable opening and, after closing all other inlets and 
outlets to the sj-stem, forcing air into the sj-stem until there is a uniform gauge 
pre^ure of 5 pounds per square inch or sufficient to balance a colmnn of mercurj^ 
10 mch^ in height. This pressure shall be held without introduction of addi- 
tional air for a period of at least 15 minutes. 
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► An air test is somewhat more rigid than a water test, as it is more 
difficult to find the leaks unless soap and water are used at the joints, or 
some odor is injected into the pumped air. 


14.9.3 Final Test. The final test of the completed drainage and vent system 
maj’- be either a smoke test or a peppermint test. Where the smoke test is pre- 
ferred, it shall be made bj' filling all traps with water and then introducing into 
the entire sj^stem a pungent, thick smoke produced by one or more smoke 
machines. TWien the smoke appears at staek openings on the roof, they shall 
be closed and a pressure equivalent to a 1-inch water column shall be built and 
maintained for 15 minutes before inspection starts. l^Tiere the peppermint 
test is preferred, 2 ounces of oil of peppermint shall be introduced for each line 
or stack. 

► The final test after all fixtures have been installed and the fixture traps 
filled with water is important. The smoke test or peppermint test pro- 
vides assurance that connections for water closets are absolutely gas and 
watertight and fixture traps sound. 

14.10 Building Sewer 

14.10.1 Test Required. Building sewers shall be tested. 

14.10.2 Method. Test shall consist of plugging end ot budding sewer at 
point of connection with the public sewer and filling the building sewer with 
water and testing with not less than a 10-foot head of water, or a flow test as 
provided bj’^ the administrative authority may be substituted. 

► A flow test for a building sewer will not always show that it is tight. 

When the water-service main is installed in the same trench with the 

sewer, the piping should be of such type as to provide assurance that all 
joints are water and gastight. 

When testing an easting sewer, it is not practical to dig up the ground 
to ascertain its condition. Some areas provide that an existing sewer 
may be tested by inserting a partly filled bladder with a small rubber hose. 
The bladder is floated to the end of the sewer and then blown up so as to 
make a tight stoppage. The sewer is then filled with water, with a 10-foot 
head, and watched for leaks. 

14.11 Inspection and Test not Required 

14.11.1 No test or inspection shall be required where a plumbing system, or 
part thereof, is set up for exhibition purposes and has no connection with a 
water or drainage system. 

► This applies to exhibits which are of a temporary nature and which do 
not connect with the drainage system. 
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If chemicals or other injurious liquids are used, backflow preventors or 
airgaps must be provided in order to safeguard the water system of the 
building where the exhibits are being shown. 


14.12 Test of Water-supply System 

14.12.1 Upon completion of a section or of the entire water-supply system, it 
shall be tested and proved tight under a water pressure not less than the working 
pressure under which it is to be used. The water used for tests shall be obtained 
from a potable source of supply. 


► It is safer to test the system with a pressure at least 60 per cent higher 
than the pressure under which the system will be used. 

14.13 Test of Interior Leaders or Downspouts 

14.13.1 Leaders or downspouts and branches within a building shall be tested 
by w'ater or air in accordance with paragraph 14.8.1 or 14.8.2. 

► If the leaders are exposed to view and make no connection with the 
drainage system, there is no need to test the system. 

14.14 Certificate of Approval 

14.14.1 Upon the satisfactory completion and final test of the plumbing sys- 
tem a certificate of approval shall be issued by the administrative authority to 
the plumber to be delivered to the owner. 

► A certificate of satisfactory and safe installation is essential for the 
owner to assure him the work has met all standards of good work. This 
certificate will provide a warrant to the owner that the contractor and the 
inspection of the work have met all standards of good installation and 
that the building is safe to be occupied. 


14.15 Defective Plumbing 

14.15.1 ^Vhcrever there is reason to believe that the plumbing system of any 
building has become defective, it shall be subjected to test or inspection and 
any defects found shall be corrected as required in writing by the administrative 
authority. 

► This is a difficult problem unless the ordinance provides for reinspection 
at frequent intervals. Most cities do not have sufficient personnel to 
provide for this important service. 
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14.16 Maintenance 

14.16.1 The plumbing and drainage sj'stem of any premises imder the juris- 
diction of the administrative authorit 3 - shall be maintained in a sanitarj- and 
safe operating condition bj' the owner or his agent. 

► This requirement is difficult to regulate unless reinspection is made 
part of the regulation, so that buildings are inspected at frequent intervals 
and violations discovered by proper inspection. 



Part Two 
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CHAPTER 1 5 


Individual Water Supply 


Introduction 

Where connection to a municipal water supph' or public water system is not 
possible, it is essential that certain precautions be taken in the development of 
incli\'idual supplies. Consideration must be given to the hydrological, geo- 
logical, and bacteriological factors affecting the quantity and quality of avail- 
able water. In manj- cases specific information on these matters may be 
obtained from the state or local health authorities. In any event, such authori- 
ties should be consulted prior to the development of any indimdual water supply. 

hlany residential areas not ser\'ed by public water supply or sewerage system 
have been developed in which the lot sizes are inadequate to pennit the proper 
location of individual water and sewerage systems. In such instances it would 
be well to give serious consideration to the development of a community water 
system to serve the entire area. The following requirements conform to those 
set forth in detail in Public Health Sendee, Supplement No. 185, “Individual 
Water Supply System” recommendation of the Joint Committee on Eural 
Sanitation. 


15.1 General 

15.1.1 Ground-water Supply. A groimd-water supply should be properly 
located, constructed, and operated so as to be safeguarded against contamination. 

► Private supplies are necessary in rural areas, where a city or public 
supply is not available. In such cases the developing and maintaining 
of this supply is entirely up to the property owner. 

A few simple precautions are necessary in planning the system: 

The source of supply must be potable and free from contamination. 

Waste produced on the premises should not be permitted to gain access 
to the potable-water supply. 

The construction of the system must be so effective as to prevent any 
chance of contamination. 

15.1.2 Well Location. The well site shall be chosen to permit the well to 
be situated an adequate distance from e.xisting and potential sources of con- 
tamination as specified in Table 15.3.2. In order to determine the separation 
necessary, it is essential to consider the character and location of the source of 
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contamination, type of well construction, natural hydraulic gradient of water 
table, permeability of the water-bearing formation, extent of cone depression 
formed in the water table due to pumping the well, and the type of rock struc- 
ture. In residential areas, the possible effect of new construction on the safety 
of the water supply shotdd also be considered. 

► Actually there is no clearly defined distance a well should be from a 
cesspool or disposal field to be considered safe. 

The distance which the contaminated discharges from a disposal field 
or cesspool will travel before they may be considered safe depends on 
many variables: the slope of the groimd, the porosity of the soil, the 
depth of the ground water, the direction of flow in relation to the cesspool. 

If the soil is of sandy nature, a well may be considered properly located 
if it is 100 feet from the source of contamination, provided that the ground- 
water flow is in the opposite direction. 


15.1.3 Classification. Wells are hereby classified into four groups on the 
basis of construction, as follows: dug, bored, driven, and drilled. The type of 
well to be constructed will depend on the geology of the area and the depth of 
the water-bearing strata. Drilled wells, because of their greater depth, usually 
have greater yields and are less affected b}' drought. They are usuallj’’ more 
desirable from a public viewpoint since they may be better protected against 
contamination than dug or bored wells. 

► The source of water supply is rainfall. Part of the rainfall is absorbed 
by vegetation, part flows over the smdace of the ground, part goes into laKes 
and rivers, and part percolates into the ground, where it is stored in large 
quanflfles. 

Rainfall as it reaches the ground is free from impurities, although aS it 
falls through the atmosphere it picks up dust and other harmless impuri- 
ties in the air. Science may change this condition in the future. 

Rain water on striking the ground can come in contact with dangerous 
pollution. 

Time is nature’s way of purifying water. The water that percolates 
through the soil undergoes a filtering action; it can be clear and safe 
within a few hundred feet, imless the water which percolates through the 
ground flows through rock crevices or channels. 

It is because of this filtering action of nature that it is possible to develop 
safe underground supplies. 

15.2 Quantity and Quality of Water 

15.2.1 Minimuta Quantity. The minimum quantity of water to provide 
for ordinary domestic use should be not less than 50 gallons per person per day. 
The well and pumping equipment shall be adequate to promde the required 
quantity of water at the rate of 5 gallons per minute. 
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15.2.2 Safe Water. The water shall contain no chemical or mineral sub- 
stances capable of causing unfavorable ph 5 ’'siological effects on those consuming 
the water. 

► Developed wells of any kind should be checked by the local health 
department to be certain that the water meets all standards for potable 
water. 

15.2.3 Chlorination. The water shall be free from pathogenic bacteria and 
other disease-producing organisms. The well should be chlorinated after con- 
struction or repair to remove any contamination which may have gained access 
to the supply. (The state or local health department should be contacted rela- 
tive to possible bacteriological testing.) 

^ Because of the differences between one type of water and the extent 
to which it may be contaminated, it is essential that the local or state 
health department be contacted for advice. 

It is essential that a well he stetilixed after it has been completed or 
repaired. 

This is accomplished by the use of a number of commercial disinfectants. 
Chloride of lime or commercial high-test hypochlorite, which can be pro- 
cured at most drugstores, may be used. 

If chloride of lime is selected, it may be used in the following manner: 
A thin paste is made by mixing a quantity of chloride of lime from a newly 
opened can with a small quantity of lukewarm water. Mix the paste 
in a gallon of water and then pour into the well. 

Enough chloride of lime should be used so that a strong odor is noted. 
Allow the well to stand without disturbance for about 24 hours, and then 
pump out the well imtil the water is free from chlorine odor. The piping 
and pumping equipment should be sterilized in the same manner. 

All sources of contamination should be removed before sterilization is 
attempted. 

15.3 Location 

15.3.1 Minimum Distance. The minimum distance between any ground- 
water point of origin and suction lines and any source of contamination shall 
be not less than that given in Table 15.3.2. 

15.3.2 (See Table 15.3.2.) 

15.3.3 Elevation. The weU site should have good surface drainage and 
should be at a higher elevation than possible sources of contamination. The 
top of the well should be at least 2 feet above the highest known water mark and 
at least 50 feet measured horizontally from surface bodies of water. 

► Water which has its source in limestone strata should be tested at 
regular intervals in order to ascertain its sanitary qualities. 

Properly built wells, which have their source of supply in sand or gravel 
formations, are generally safe. 



15-4 


SUPPLEMENT TO CODE 


Table 15.3.2 Distances from Source of Contamination 



Distance 

(ft)> 


i Distance 
(ft)> 

1 

1 

50 

1 

Subsurface disposal fields 

100 


50 


100 


50 


150 






I These distances constitute minimum sej)aration and should be increased in areas of crenced 
rock or limestone, or where the direction of movement of the ground Avater is from sources of 
contamination toward the well. 


15.4 Construction 

15.4.1 Depth. In no case shall an individual water supply be developed 
from a water-beariug stratum located less than 10 feet below grade. 

Preferably, the water-bearing stratum should be located at least 20 feet from 
the natural ground surface. 

Experience in the locality where the well is to be located is the best 
assurance of finding water. Knowledge and observation of the topography 
and the geology of the region will be of help. 

There is no infallible rule ; the divining rod is no more than a guess. 

15.4.2 Outside Casing. The well shall be provided with an outside water- 
tight casing extending at least 10 feet below and 6 inches above the ground 
surface. In the case of drilled or driven wells, the casing should be of steel or 
wrought iron. For dug or bored wells the casing should be of concrete 6 inches 
thick, except that in the case of the buried-slab type of dug or bored well the 
upper 10-foot section of casing should be of steel or wrought iron as provided for 
drilled wells. The annular space between the casing and the earth formation 
shall be grouted to a depth of at least 10 feet. The casing shall be large enough 
to permit the installation of an independent drop pipe. The casing should 
preferably be sealed in an impermeable stratum or extended several feet into 
the water-bearing stratum. 

15.4.3 Cover. Every well shall be provided with a watertight cover over- 
lapping the top of the casing or pipe sleeve. The annular opening between the 
casing or pipe sleeve and drop pipe shall be sealed either by extending the casing 
or pipe sleeve into the base of the pump or by some suitable type of “well seal.” 

15.4.4 Drainage. The well platform or pump-room floor shall be sloped to 
drain away from the well. The platform or floor shall be constructed of con- 
crete at least 4 inches thick, or other material found equivalent thereto and 
approved by the administrative authority. 

15.4.5 Dug or Bored Well. In the case of a dug or bored well, the cover 
•shall overlap and extend doumward at least 2 inches outside the wall or curbing 
of the well. 
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lo. t.6 Pipe Sleeve. A pipe sleeve of sufficient diameter to permit removal of 
the drop pipe and cylinder or jot body shall be provided in the cover. The pipe 
sleeve should extend at least 1 inch above the cover. 

15.5 Pumping Equipment 

15.5.1 Pumps. Pumps shall be so constructed and installed as to prevent 
the entrance of any contaminating substances into the water supply. 

15.5.2 Pump Head. The pump head shall be so designed as to prevent anj-^ 
contaminating substances from reaching the water chamber of the pump. 

15.5.3 Well Cover. The pump shall be so designed as to effect a waterproof 
seal with the well cover or casing. 

15.5.4 Priming. The pump shall be so designed and installed that priming 
will not be necessary. 

15.5.5 Maintenance. The installation shall be so designed as to facilitate 
necessary maintenance and repair. 

15.5.6 Protection. The well shall be protected against freezing by means of 
heating or by means of properly designed and installed underground discharge. 

15.5.7 Pump Room. WTiere the pump room is situated in an offset from 
the basement, the pump-room floor shall be located not less than 18 inches above 
the basement floor. 

15.5.8 Well Pits. The installation of well pits is not recommended. 

15.5.9 Pressure Tank. A pressure tank with a minimum storage capacity 
of 42 gallons per dwelling unit should be installed. 



CHAPTER 16 


Individual Sewage-disposal System 


Introduction 

The most satisfactory method of disposing of sewage is by connection to a 
public sewerage system. Every effort should be made to secure public sewer 
extensions. fMien connection to a public sewer is not feasible and when a con- 
siderable number of residences are to be served, consideration should be given 
to the construction of a community sewer system and treatment plant. Specific 
information on this matter may be obtained from the local authorities having 
jurisdiction. In any event, such authority should be consulted prior to the 
installation of an individual sewage-disposal system. Sewage-disposal installa- 
tions serrdng commercial establishments for multiple-dwelling units shall be 
designed in accordance with requirements of the administrative authority. 

In those instances where the installation of a private residential sewage-dis- 
posal system cannot be avoided, the following requirements should be followed. 
These requirements are based on Public Health Service Reprint No. 2461, 
“Individual Sewage-disposal Systems,” recommendations of the Joint Com- 
mittee on Rural Sanitation. As a result of research studies conducted by the 
U.S. Public Health Service and sponsored by the Housing and Home Finance 
Agency, the Joint Committee is of the opinion that the report may be modified 
in the following respects: 

1. Variations in shape of the septic tank within reasonable limits are permis- 
sible, provided that the total liquid capacity is not reduced below 500 gallons. 

2. In so far as suspended-solids reduction is concerned, multicompartment 
tanks also appear to be satisfactory; however, when such tanks are used, the 
total liquid capacitj' should be not less than that set forth in the existing recom- 
mendations; no single compartment should contain less than 125 gallons; and 
the inlet and outlet connections and baffles for each compartment should follow 
the principles set forth for inlet and outlet connections and baffles in single- 
compartment tanks, provided such connections or baffles do not extend below 
the mid-depth of the Hquid. 

3. Consideration should be given to location of individual compartments and 
their location relative to each other to permit convenient access to aU compart- 
ments, thus assuring complete servicing of the entire tank installation. 

4. Only durable materials should be used in the tank construction if the costs 
of maintenance and replacement are to be considered in the economic evaluation 
of the individual sewage-disposal system to the property owner. 

The research work referred to above was confined to the septic tank and 
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therefore is not applicable to the complete disposal system. As additional 
information becomes available, it is expected that the joint committee will make 
such further revision of the recommendations as may be indicated. 

16.1 General 

16.1.1 Design. The design of the individual sewmge-disposal system must 
take into eonsideration location with respect to wells or other sources of water 
supply, topography, water table, soil characteristics, area available, and 
maximum occupancy of the building. 

16.1.2 Type of System. The type of system to be installed shall be deter- 
mined on the basis of location, soil permeability, and ground-water elevation. 

16.1.3 Sanitary Sewage. The system shall be designed to receive all sani- 
tary sewage, including laundry -waste, from the building. Drainage from base- 
ment floor, footings, or roofs shall not enter the system. 

16.1.4 Discharge. The system shall consist of a septic tank discharging into 
either a subsurface disposal field or one or more seepage pits or into a combina- 
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lion of both, if found adequate as such and approved by the administrative 
authority. 

16.1.5 Alternate Design. Where soil conditions are such that neither of the 
systems mentioned in 16.1.4 can be expected to operate satisfactorily, approval 
of an alternate design shall be secured from the administrative authority with 
concurrence of the proper health authorities having jurisdiction. 




► Most local or state health departments will provide assistance in the 
design of a satisfactory private disposal system. 

Local contractors in the business of installing individual disposal 
systems can provide valuable assistance in respect to local soil conditions 
and the over-all construction of a satisfactory system. 

In swampy or flooded areas an absorption system is not satisfactory. 
The size of the property must be considered, inasmuch as an individual 
disposal system for a large number of homes will require a larger lot than 
is ordinarily required when connection is made to a sewer. 
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In locating the septic tank, consider future extension of a public sewer 
so that a minimum rerouting of the building sewer will be necessary. 

When the ground slopes to the front of the house, the tank and field 
should be located as shown on Fig. 16-1. 

Figure 16-2 illustrates the location when ground slopes to the side. 
Figure 16-3 illustrates the location when ground slopes to the rear. 


16.2 Location 

16.2.1 Distances. Table 16.2.2 provides for the minimum distances that 
shall be observed in locating the various components of the disposal sy^stem. 

16.2.2 (See Table 16.2.2.) 


Table 16.2.2 Location of Components of Se^rage-disposal System 


Type of system 

Distance (ft) 

Well 

or 

suction 

line 

Water- 

supply 

line 

(pres- 

sure) 

Stream 

Dwell- 

ing 

Property 

line 

Disposal 

field 

1 

1 

1 Seepage 
pits 

Building sewer . . . 

50 

10 


■ 




Septic tank 

50 







Distribution box . 

50 



■■ 




Disposal field' . . . 

100 


25 


10 



Seepage pit 

100 

... 

60 

HI 

10 

20 

20 

Dry well 

50 

... 




! 


CesspooP 

150 


60 

20 

1 

15 

15 


' This separation may be reduced to 50 ft when the well is provided with an outside watertight 
casing to a depth of 50 ft or more, 

2 Not recommended as a substitute for a septic tank. To be used only when approved by the 
administrative authority. 


► The distances given in Table 16.2.2 are average; there are conditions 
which require greater distances for safe installation. 

16.2.3 Septic Tanks. Septic tanks or other private means of disposal shall 
not be approved where a public sewer is available. Such means of disposal shall 
be discontinued when public sewers are made available, if directed by the legal 
authorities. 


16.3 Building Sewer 

16.3.1 Size. The sewer shall be of a minimum size to serve the connected 
fi.vtures as determined from Chap. 11 of the Code. 
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16.3.2 Slope. The sewer shall have a minimum slope as determined in 
Table 11.5.2 of the Code, except that the slope of the sewer 10 feet preceding the 
tank connection shall not exceed M inch per foot. 

► The waste from all plumbing in the house, inciuding kitchen sinks, food- 
waste disposal units, laundry trays, and washing machines, should dis- 
charge into the drainage system and then to the septic tank. 

Grease interceptors for residences are not necessary. When kitchens 
or sculleries are built in camps or restaurants or where large quantities of 
grease may be discharged, a grease interceptor should be provided, in order 
to prevent large amounts of grease entering the septic tank and the distri- 
bution field. 

In order to prevent high velocities at the entrance to the septic tank, 
6 to 10 feet of the sewer ahead of the septic tank should not slope more than 
M inch per foot. 

Where rain-water downspouts are discharged onto the ground, the flow 
should be directed away from the distribution field and in no case con- 
nected to the septic tank. 



Figxire 16-4 illustrates how a sink waste should be connected to the 
drainage system. 


16.4 Septic Tank 

16.4.1 Capacity. The septic tank shall have a minimum capacity in accord- 
ance with the provisions of Table 16.4.2. 

16.4.2 (See Table 16.4.2.) 
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Table 16.4.2 Minimum Capacities for Septic Tanks Serving 
an Individual Dwelling 


Number of 
bedrooms 


or less 


Maximum 
number of 
persons 
served 

Nominal 
liquid 
capacity 
of tank 
(gal) 

Recommended inside dimensions 


Width 

Liquid 

depth 

Total 

depth 

Ft 

In. 

Ft 

In. 

Ft 

In. 

Ft In. 

4 

500 

6 

0 

3 


4 

0 

5 0 

6 


7 

0 

3 


4 


5 0 

8 


7 

6 

3 

6 

4 


5 0 

10 

900 

8 

G 

3 

6 

4 

6 

5 6 

12 

1,100 

8 

6 

4 

0 

4 

■a 

5 6 

14 

1,300 

10 

0 

4 

0 

4 

6 

S G 

16 

1,500 

10 

0 

4 

6 

4 

6 

5 6 


Liquid capacity ia based on number of bedrooms in dwelling. Total volume in cubic feet 
includes air space above liquid level. 


16.4.3 Multiple Compartments. In a tank of more than one compart- 
ment, the inlet compartment shall have a capacity of not less than two-thirds 
of the total tank capacity. 


► In computing septic-tank capacity, the factor most often used is the num- 
ber of bedrooms. When a food-waste disposal unit is installed, slight 
increase in tank capacity should be used, in order to take care of the addi- 
tional solids and extend the period of pumping a septic tank. 


Table A. Septic Tank Size 



Tank size (gal) 

No. of bedrooms 

Without disposal 

With disposal 


units 

units 

2 

500 

750 

3 1 

600 

900 

4 1 

750 

1,125 

For each additional bedroom, add. . . i 

i 

180 

270 


If in the future it is expected to increase the number of bedrooms in a 
house, it is recommended that allowance be made for the increased size 
of the septic tank in the original construction. 

Contrary to some opinions, an increase in liquid capacity going to the 
septic tank does not require an increase in the septic tank size. This 
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applies to automatic dish-Brashers or clothes vrashers or any device using 
clear water. 

The normal use of detergents for dishwashing, clothes washing, or as 
toilet-bowl cleaners will not interfere with the operation of the septic tank, 
likewise the normal amount of salt water discharged into the septic tank 
from regeneration of water softeners does not afiect its operation. 

In large residential buildings, regeneration waste should be disposed of 
by other means than the septic tank- 

16.4.4 Garbage Disposal. AThere domestic garbage-disposal units are 
installed or contemplated, the capacity of the septic tank shall be at least 50 per 
cent greater than the requirements given in Table 16.4.2. 

► The 60 per cent greater capacity of the septic tank is based on the fact 
that food-waste grinders will add a certain amount of solids, and therefore 
to prevent too frequent cleansing of the septic tank this allowance is made. 
Additional research is being conducted for a clearer determination of this 
factor. 

16.4.5 Length. Septic tanks shall be at least twice as long as they are wide. 

16.4.6 Construction. Septic tanks shall be constructed of corrosion-resist- 
ant materials and be of permanent construction. The cover of the tank shall 
be designed for a dead load of not less than 150 pounds per square foot and, if 
of concrete, should be reinforced and not less than 4 inches thick. 

16.4.7 IManholes. The inlet compartment must be pro^^ded with one man- 
hole, Other compartments may be provided with a manhole. Manholes 
shall be at least 20 inches square or 24 inches in diameter and provided with 
covers which can be sealed watertight. Manholes should be extended to grade. 
Where removable slab covers are provided, manholes are not required. 

16.4.8 Baffles. If inlet and outlet baffles are used, they shall extend the full 
width of the tank and be located 12 inches from the end walls. Such baffles 
shall extend at least 6 inches above the flow line. Inlet baffles shall extend 
12 inches and outlet baffles 15 to IS inches below the flow line. 

16.4.9 Pipe Inlet and Outlet. In lieu of baffles, submerged pipe inlets and 
outlets may be installed consisting of a cast-iron sanitary tee with a short section 
of pipe to the required depth as indicated in paragraph 16.4.8. 

16.4.10 Invert. The invert of the inlet pipe shall be located at least -3 inches 
above the invert of the outlet. 

16.4.11 Dosing Chambers. Dosing chambers are not required in the case 
of individual disposal systems. 


► The principal points in the construction of a septic ta-nV are: 

Proper size for the intended liquid capacity. 

Hermetically sealed construction. 

The material selected to be able to resist the corrosive effects of the soil 
surrounding the tank and of the liquid contents of the taolr. 

Sufficiently strong to withstand earth loads on sides, top, and bottom. 
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Instead of concrete baffles, sanitary-tee branches may be used, but the 
dimensions given for the baffles should be approximately the same- 
Bituminous-coated steel tanks are extensively used, but while less costly 
will not give the length of service life of a concrete tank. 


THIS HAS SOMEWHAT HIGHER EFFICIENCY THAN THIS 



2/3 RDS CAPACITY 
IN FIRST COMPARTMENT 


THIS IS NO MORE EFFICIENT THAN THIS 



Fig. 16-7 


The shape of the tank will have very little effect on its operation. 

When wood forms are used for shaping a concrete tank, these forms 
should be removed from the interior of the tank. 

WTien locating manholes on top of the tank, care should be taken that 
they clear baffles or tees so that access to the interior is assured. 
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A septic tank may be installed in one or several compartments; their 
efficiency is practically alike. 

When installing several compartments, the total capacity must be the 
same or more than that required for a single compartment. 

Figure 16-7 illustrates various methods of installing a septic tank with 
two or more compartments. 

When installing several compartments, no compartment should have 
less than 26 per cent of the total capacity required. 

Connections between compartments should be made by means of tees, 
not elbows. 

When it is found necessary to have increased septic tank capacity 
because of additional bedrooms or the installation of more bathroom fix- 
tures or new plumbing-connected appliances, a new tank may be added to 
the existing installation. The new tank or compartment may be placed on 
either side of the present tank. The liquid capacity of the new tank or 
compartment shotild be 60 per cent greater but in no case less than one- 
third of the existing capacity. 


NEW TANK, 
ALTERNATE 
LOCATION 7 


NEW TANK, 

PREFERRED 

LOCATION/ 


HOUSE SEWER 


ZMiONj LOCAIIDN7 

•n 




-DISTRIBUTION FIELD 


EXISTING 
SEPTIC TANK 

Fig. 16-S 


DISTRIBUTION 
BOX 



Fig. 16-9 
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Figure 16-8 shows the location of a new compartment. 

Another problem which sometimes arises after a job is completed is the 
installation of pltxmbing fixtures in a basement and below the level of the 
septic tank. In such case, a sump pump may be installed to raise the 
sewage into the building drain. 

Figure 16-9 illustrates a sump pump in the basement of a house receiving 
the waste from laundry trays or a laundry washing machine and pumping 
the sump pit contents into the building drain. 


16.5 Distribution Box 


16.5.1 Required. A distribution box shall be provided to receive the effluent 
from the septic tank to assure equal distribution to each individual line of the 
disposal field. 

16.5.2 Connection. The distribution box shall be connected to the septic 
tank by a tight sewer line and be located at the upper end of the disposal field. 

16.5.3 Invert Level. The invert of the inlet pipe shall be located 2 inches 
above the bottom of the box. The invert of the outlets to each distribution line 
shall be level with the bottom of the Ijox and set at the same elevation. 

16.5.4 Inspection. The sides of the box should extend to within a short 
distance of the ground surface to permit inspection. The box should be kept to 
the minimum size necessary to accommodate the inlet and outlets. 


► 



Figure 16-10 illustrates the method generally used for locating the out- 
lets from the box, when several laterals are used for the distributing field. 
The invert of all the outlets should be leveled so as to be sure that distri- 
bution to each field lateral is balanced. 
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16.6 Absorption Areas 

16.6.1 Individual Residences. The absorption areas for individual resi- 
dences shall be determined from Table 16.6.2. 

16.6.2 (See Table 16.6.2.) 


Table 16.6.2 Absorption Areas for Individual Residences 

Effective Absorption Area 
Time Required for Required in Bottom of 
Water to Fall Disposal Trenches 

1 In. (min) (sg ft per Bedroom) 


2 or less 50 

3 60 

4 70 

5 SO 

10 100 

16 130 

30 180 

60 240 

Over 60 ' 

' Special design. 


A minimum of 150 square feet should be provided for eacli dwelling unit. 


16.7 Procedure to Be Followed for Percolation Test 

16.7.1 Size of Test Holes. Not less than three holes shall be tested, each 
to be 1 foot square and as deep as the proposed disposal trenches. 

16.7.2 Variations in Soil Condition. Fill each hole to a depth of at least 
6 inches and allow the water to seep away. Allowance shall be made for vari- 
ation in soil conditions at the time of the test from year-round average condi- 
tions. Where exceptional conditions are encountered, greater depths of water 
may be used or the test repeated. 

16.7.3 Effective Absorption. Observe the time in minutes for the water to 
seep away completely. Calculate the time in minutes for the water to fall 1 inch. 
Average the results from the holes tested. The effective absorption are a required 
shall then be determined from Table 16.6.2. 

16.7.4 Special Soils. Tests shall not be made on filled or frozen ground. 
TWiere fissure-soil formation is encountered, tests shall be made under the direc- 
tion of the administrative authority or the health department having jurisdiction. 

► Test holes should be distributed over the entire area where the distri- 
bution field is going to be located, so as to get a good average condition. 
The holes should be 6 to 12 inches wide and vertical to the bottom of the 
proposed trench. 

Holes can be square, or roimd holes may be bored with a post-type auger. 
Placing about 2 inches of coarse sand or gravel at the bottom of the hole 
will prevent scouring. 

It is desirable first to saturate the soil of the hole thoroughly and then 
proceed with the test. 
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Rate of percolation is obtained by the time in minutes for the water to 
fall 1 inch divided by the number of minutes used to percolate all the water 
in the hole. 

To obtain the average rate for all the test holes, add the percolation rates 
for each hole and divide by the number of holes. 

Not less than 160 square feet of absorption area should be provided for 
any residence. 

Table B provides a schedule showing the number of square feet of trench 
under varying conditions. 


Table B. Trench Size under Various Conditions 


Square feet of trench required for each bedroom 


Time in which | 
water falls i 

1 in. (min) j 

1 

1 

Without food- 1 
waste unit 
or automatic 1 
washing machine 

With food- 
1 waste unit 

With 

1 automatic 

1 washing 

1 machine 

With both food- 
waste unit and 
automatic 
washing machine 

2 or less 

50 

65 

75 

85 

2-3 

60 

75 i 

85 

100 

3-4 

70 

85 

95 

115 

4-0 

75 1 

90 

105 

125 



120 1 

185 

165 


115 



190 


1 150 


205 

250 




245 

300 

45-60 


240 ! 

! 

275 

330 

1 


n hen it takes longer than 1 hour for the Tivater to fall 1 inch, other methods of percolation 
should be developed. 


16.8 IVIinimum Standards for Disposal-field Construction 

16.8.1 Disposal-field Construction. The minimum standards for disposal- 
field construction shall be as given in Table 16.8.2. 

16.8.2 (See Table 16.8.2.) 


Table 16.8.2 Design Features of a Disposal Field 


Number of lateral branches 2 

Length of branch 100 ft 

Width of trench 18 to 36 in. 

Distance between laterals (parallel) 6 ft 

Depth of trench 18 to 36 in. 

Slope of distributing pipe for each 100 ft 2 to 6 in. 

Depth of coarse material: 

Under pipe 6 in. 

Over pipe 2 in. 

Size of coarse material M to 2 }^ in. 
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16.9 Disposal Trenches 

16.9.1 Disposal Trenches. Disposal trenches shall be designed and con- 
structed on the basis of the required effective percolation area. 

16.9.2 Filter Material. The filter material shall cover the tile and extend 
the full width of the trench and shall be not less than 6 inches deep beneath the 
bottom of the tile. The filter material may be washed gravel, crushed stone, 
slag, or clean bank-run gravel ranging in size from 3^ to inches. The filter 
material shall be covered by untreated paper or by a 2-inch layer of straw as 
the laying of the pipe drain proceeds. 

16.9.3 Disposal Field. The size and minimum spacing requirements for dis- 
posal fields shall conform to those given in Table 16.9.4. 

16.9.4 (See Table 16.9.4.) 

Table 16.9.4 Size and Spacing for Disposal Fields 


Width of trench 
at bottom (in.) 

Recommended 
depth of trench 
(in.) 

Spacing tUe 
lines* 

(ft) 

Effective absorp- 
tion area per 
lineal foot of 
trench (sq ft) 

1 

18 

18-30 

C 0 

1.5 

24 

18-30 

6 0 

2 0 

30 

18-36 

7 6 

2 5 

36 

24-36 

9 0 

3 0 


‘ A greater spacing is desirable where available area permits. 

16.9.5 Absorption Lines. Absorption lines shall be constructed of tile laid 
with open joints. In the case of bell-and-spigot tile, it should be laid with 
l-^-inch open joints, at 2-foot intervals, with sufficient cement mortar at the 
bottom of the joint to ensure an even flow line. In the case of agricultural tile, 
the sections shall be spaced not more than inch, and the upper half of the 
joint shall be protected by asphalt-treated paper while the tile is being covered, 
unless the pipe is covered by at least 2 inches of gravel. Perforated clay tile 
or perforated bituminized-fiber pipe or asbestos-cement pipe may be used, pro- 
vided that sufficient openings are available for distribution of the effluent into 
the trench area. 

16.10 Seepage Pit 

16.10.1 Seepage Pit. Seepage pits may be used either to supplement the 
subsurface disposal field or in lieu of such field where conditions favor the oper- 
ation of seepage pits, as may be found necessary and approved by the admini- 
strative authority. 

16.10.2 Water Table. Care shall be taken to avoid extending the seepage 
pit into the ground-wmter table. Where the pit is used to receive the septic- 
tank effluent, the same limitations shall be placed on the location of the pit as 
on the cesspool. (See paragraph 16.12.3.) 
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16.10.3 Pit Lining. Except as provided in paragraph 16.10.6 the pit shall 
be lined with stone, brick, or concrete blocks laid up dry with open joints that 
are backed up with at least 3 inches of coarse gravel. The joints above the 
inlet shall be sealed with cement mortar. It is customary to draw in the upper 
section of the lining. 

16.10.4 Pit Covers. A reinforced-concrete cover shall be provided, pref- 
erably to finished grade. If the cover is over 30 inches square, it shall have 
an access manhole. 

16.10.5 Bottom of Pit. The bottom of the pit shall be filled with coarse 
gravel to a depth of 1 foot. 

16.10.6 Trees. llTien the seepage pit is located in close proximity to trees, 
it need not be lined as indicated in paragraph 16.10.3; instead, it maj' be filled 
with loose rock. 

16.10.7 Size of Pit. The seepage pit shall be sized in accordance with pro- 
visions in Table 16.10.8. 

16.10.8 (See Table 16.10.8.) 

Table 16.10.8 Requirements for Seepage-pit Design 

Effective Absorption Area 
Required per Bedroom^- 


Soil Structure (sq ft) 

Coarse sand and gravel 20 

Fine sand 30 

Sandy loam or sand clay 50 

Clay with considerable sand and gra\'el 80 

Clay with small amoimt of sand and gravel 160 


> In calculating absorption wall area of pit. gross diameter of pit excavation shall be used. 

16.10.9 Soil Structure. Heax^ tight clay, hardpan, rock, or other imper- 
vious soil formations are not suitable for seepage-pit construction. 


► Seepage pits might be used to supplement or as an alternate to distri- 
bution fields. Some areas do not permit their use because of possible 
contamination of the water supply. 

Where shallow wells are installed, seepage pits are not recommended. 
If installed, the following distances are recommended: 


From any source of domestic water supply 100 feet 

From any structure 20 feet 

From any lot line 10 feet 

From any septic tank 10 feet 


From other seepage pits at least three times the 
diameter of the larger pit 

The effective area of a seepage pit is the entire wall area below the inlet 
and the bottom of the pit. 

In constructing a seepage pit it is necessary first to ascertain that the 
absorption of the soil is satisfactory. Table C may serve as a guide for 
absorption requirements. 
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The following example may serve to illustrate the method: 
Assume: 

Three-bedroom home, with automatic washer 
Seepage pit to be 6 feet in diameter 
Inlet to be 3 feet below ground surface 
Excavation and percolation tests reveal;' 


Feet Soil Structure 

0 to 4 Soil with percolation rate slower than 60 minutes 

per inch 

4 to 6 Hardpan formation 

6 to 8 Stratum having percolation rate of 16 minutes per 

inch 

8 to 20 Stratum having percolation rate of 6 minutes per 

inch 

Calculations: 

(1) A 6-foot diameter pit (excavation) will provide 3.14 (t) X 6 feet 
(diameter) = 18.8 square feet of wall area per foot of depth. 


(2) No absorption area can be provided by the 0- to 4-foot or the 4- to B-foot 
stratum. 

(3) Effective absorption area that would be required in the B- to 8-foot 
stratum having a percolation rate of IB minutes per inch would be 
90 (from Table C) X 3 (bedrooms) = 270 square feet. 

(4) The B- to 8-foot stratum will provide 18.8 X 3 (thickness of stratum) 
= B6.4 square feet of absorption area. 

(5) Additional area that must be provided by lower lying stratum >s 
270 — 66.4 = 213.6 square feet. 
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Table C. Absorption Requirements 


Time for water 
to drop 1 in. 
(min) 

Absorption area below the inlet — for walls and bottom (sq ft) 

Without food- 
waste unit 
or washer 

With food- 
waste unit 
or washer 

With food- 
waste unit 
and washer 

2 

30 

40 

50 

3 

35 

50 

60 

4 

40 

55 

70 

5 

45 

60 

80 

10 

55 

75 

95 

15 

65 

90 

no 

30 

no 

150 

190 

60 

210 

280 

360 


Above 60 minutes, seepage pit should not be used. 


(6) The 8- to 20-foot stratum with a percolation rate of 6 minutes per inch 
will require 60/90 (Table C) or two-thirds as much area as the 4- to 
7-foot stratum having a percolation rate of 16 minutes per inch. There- 
fore, the additional area to be supplied must be 0,66 X 213.6 = 142.4 
square feet. 

(7) The 142.4 square feet of absorption area in the 8- to 20-foot stratum 
will be supplied by a depth of 142.4/18.8 = 7.6 feet, i.e., the seepage 
pit should extend 7.6 feet into the 8- to 20-foot stratum. 


Table D. Wall Area of Cylindrical Pits 


Diam 
of pit 

Ft In. 

Area of wall 
for each foot 
depth (sq ft) 

Earth removed 
per foot depth 
(cu ft) 

3 

0 

9.43 

7.07 

3 

6 

10.99 


4 


12.57 

12.57 

4 

6 

14.14 


5 


15.71 

! 19.64 

5 

6 

17.28 

23.68 

6 


18.85 

28.28 

6 

6 

20.42 

33.18 

7 

0 

21.99 

38.49 

7 

6 

23.57 

44.18 

8 

0 

25.14 

50.27 

8 

6 

26.70 

1 56.75 

9 

0 

28.28 
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(8) Therefore, the total depth of the seepage pit should be: 

Feet 

0 to 4 4 feet of impermeable soil 

4 to 6 1 foot of hardpan 

6 to 8 3 feet of absorptive soil 

8 to 16.6 ... 7.6 feet of absorptive soil 

16.6 feet = total depth of pit 

Where two or more seepage pits are used, a distribution box should be 
installed to provide equitable distribution of effluent. 

There are cases where a seepage pit or pits may be necessary to supple- 
ment the distribution field; in such cases the seepage pits are placed at the 
end of the field. 

The wall area for various diameter cylindrical pits and the amount of 
excavation required are shown in Table D. 




COVER •— 
CONG TOP" 
FROM SEPTIC TANK- 




W\ >\ .'kNW aWN/- 

CORBEUL^RD WIDTH. 

OF BLOCK 

MORTAR IN JOINTS- 


BLOCKS MAY BE 
LAYEO WITHOUT 
MORTAR IN JOINTS' 


PLACE BLOCK CELLS IN 
HORIZONTAL POSITION 
EVERY OTHER COURSE- 
FILL 3’ ANNULAR SPACE 
WITH CLEAN COURSE- 
GRAVEL OR CRUSHED 
STONE 

PIT WALL- 





SECTION 


BUTT BLOCKS FOR 
RADIAL ARCH SUPPOR 



SMALL AMOUNT OF MORTAR 
BETWEEN BLOCKS ADDS 
RIGIDITY 


PIT WALL 


Fig. lG-12 




INDIVIDUAL SEWAGE-DISPOSAL SYSTEM 


16-19 


The bottom of the pit is not computed for absorption. It should be noted 
therefore that a 4-foot-diameter pit has 12.B7 square feet of absorption area 
and requires the removal of only 12.57 cubic feet of earth, while an 8-foot 
pit has 26.14 square feet of wall area, but requires that 50.27 cubic feet of 
earth be removed. 

Figme 16-12 shows the construction of a seepage pit. 


16.11 Dry Well 

16.11.1 Dry Well Required. llTien necessarj', a dry well shall be provided 
to receive the drainage from roofs, basements, or areaways. 

16.11.2 Size of Dry Well. Large dry wells shall be constructed in general 
accordance with the requirements given for seepage pits, Sec. 16.10. 

16.11.3 Small Dry Wells. For small dry wells handling limited quantities of 
water, the pit ma 3 ' consist of a 3-foot length of 18-inch-diameter vitrified-claj" or 
cement pipe, filled with crushed rock or stone. 


16.12 Cesspool 

16.12.1 Use. The use of cesspools for disposal of sewage and their installa- 
tion will be accepted onh* if no health hazard will result from such installation 
or use and if approval is obtained before work is begun from the administrative 
authoritj’ or the health department having jurisdiction. 

16.12.2 Installations. Cesspool installations shall be considered only as a 
temporaiy e.vpedient in those instances where connections to a public sewer 
sj'stem will be possible within a reasonable period of time. 

16.12.3 Health Hazard. Because of the public health hazard involved, 
extreme care should be exercised in locating a cesspool. Under no circum- 
stances shall the cesspool penetrate the ground-water stratum; 

16.12.4 Construction. The construction of the cesspool shall complj’- with 
the requirements for seepage pits as given in Sec. 16.10. 

► References used in the preparation of the recommendations made for 
septic tanks and seepage pits are U.S. Public Health Service, “Studies in 
Household Sewage Disposal,” Public Health Service Environmental 
Health Center, Cincinnati 26, Ohio. 



CHAPTER 17 


Air Gaps, Backflow Preventers, and 
Drinking-fountain Standards 


17.1 General 

17.1.1 Backflow connections shall not be permitted between the piping system 
carrying a potable-water supply and any piping system or plumbing equipment 
carrj-ing nonpotable water or water-borne waste. 


► It is only within the past twenty or thirty years that the hazards related 
to the problem of cross connections have been recognized by sanitarians 
and engineers and studies undertaken for prevention and control. 

It used to be common practice at processing plants, where both potable- 
and nonpotable-water supply were used, to install a check valve and line 
valve between the two supply lines, thus enabling the processor to draw 
potable water whenever the nonpotable water ran short. See Fig. 17-1. 


TO BUILDING 
SUPPLY 


/ 


CHECK VALVE 


/ 
VALVES 
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Fig. 17-1 


Such arrangements proved to be dangerous cross connections. Inad- 
vertently, the valves were left open, and where a check flap was improperly 
seated it permitted contaminated water to flow into the potable-water sys- 
tem of the building. 

Legislation was passed in many states to prohibit cross connections, but 
inasmuch as this type of legislation is under local jurisdiction, enforcement 
varies considerably and in certain areas for all practical purposes can be 
called nonexistent. 


17.2 Air Gaps 


17.2.1 The air gap in a water-supply system is the unobstructed vertical dis- 
tance through the free atmosphere between the lowest opening from any pipe or 

17-1 
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faucet supplj'ing water to a tank or plumbing fixture and the flood-level rim of 
the receptacle. (See Figs. 17-2 and 17-3.) 



Fig. 17-2 


► An air gap is the most positive means of preventing backflow. 
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17.2.2 The minimum required air gap shall be measured vertically from the 
end of the faucet spout or supply pipe to the flood-level rim of the fixture or 
vessel. 

17.2.3 The water inlet to certain fixtures, such as water-closet flush tanks and 
tanks or vats, maj' be difficult to protect with air gaps and therefore requires 
special consideration. (See paragr.aphs 17.2.5 to 17.2.9.) 

17.2.4 The minimum required air gap shall be twice the diameter of the effec- 
tive opening, but in no ease less than given in Table 17.2.4. 
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Tabic 17.2.4 Minimum Air Gaps for Generally Used 
Plumbing Fixtures 



Minimum air gap 

Fixture 

When, not affected 1 
by near walU 

1 

When affected 
by near walT 

Lavatories with effective openings not greater 
than 3-^-in. diameter 

1.0 

1.50 

Sink, laundry trays, and gooseneck bath fau- 
cets with effective openings not greater than 
■1^ in. diameter 

1.5 

2.25 

Overrim bath fillers with effective openings not 
greater than 1 in. diameter 

2.0 

1 3.00 

Effective openings greater than I in 

3 

I 


> Side walls, ribs, or similar obstructions do not affect the air gaps when spaced from inside 
edge of spout opening a distance greater than three times the diameter of the effective opening 
for a single wall, or a distance greater than four times the diameter of the effective opening for 
two intersecting walls. (See Fig. 17-2.) 

* Vertical walls, riba, or similar obstructions extending from the water surface to or above the 
horizontal plane of the spout opening require a greater air gap when spaced closer to the nearest 
inside edge of spout opening than specified in note 1 above. The effect of three or more such 
vertical walls or ribs has not been determined. In such cases, the air gap shall be measured 
from the top of the wall. 

’ Two times effective opening. 

‘ Three times effective opening. 


► Openings other than circular may be computed by using the cross- 
sectional area of the opening or by using the following equation: 

Air gap - G = \/a 

which represents 2},i times the square root of the area of the opening. 

17.2.5 Where it is not practical to provide a minimum required air gap above 
the flood-level rim of a tank or vat, an arrangement similar to that shown in 
Fig. 17-4 may be provided. 

17.2.6 The overflow pipe or channel shall be so arranged as to allow overflow 
water a free discharge to atmosphere under all conditions, overflow piping to be 
p^o^^ded with an adequate break in the piping as close to the tank as possible, 
and the area of the free opening shaU be at least equal to that of the overflow 

ppe._ (See Fig. 17-3.) Tank and overflow piping must be protected against 
freezing. 

17.2.7 WTien water enters the tank at the maximum rate with all inlets open 
and aU outlets closed, the size and capacity of overflow pipe or channel shall 
be sufiicient to keep the water level from rising to more than half of the mini- 
mum required air gap as shown in Table 17.2.4, said distance to be measured 
above the top of the overflow. 

17.2.8 The minimum air gap, as measured from the lowest point of any sup- 
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ply outlet to the top of the overflow opening, shall be one and one-half times 
the minimum air gap as required by Table 17.2.4. (See Fig. 17-4.) 

17.2.9 If a tank or vat cannot be provided with an adequate air gap as 
required, a backflow (back-siphonage) preventer is required. 
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Fig. 17-4 


► The minimum air gap to be provided between a water-supply outlet and 
the highest point at which water will rise in a receptor or tank is called the 
critical air gap. Tests have shown that a vacuum of approximately one- 
half an atmosphere or 16 inches of mercury will protect any system from 
backflow. Figure 17-4 illustrates this point. 

If instead of water flowing at point A, a back pressure occurs, air will 
be drawn into the pipe, causing a reduction in pressure below atmosphere 
at B. This backflow of air will have a tendency to make the surface of 
the water below it rise as shown in C. This flow of air over this surface 
tends to pile up the water toward the pipe opening. 

If the velocity of the air is great enough and the surface of the water 
close enough to the pipe opening, some of this water will be carried verti- 
cally upward into the pipe opening and a backflow will occur. 

The greater the velocity of air flow in the pipe, the greater the height 
through which the water can be lifted. This height represents the critical 
air gap. 

The various factors which affect the critical air gap are: 

(а) Maximum vacuum prevailing in the pipe opening or faucet outlet. 

(б) Capacity of the air flow of the pipe opening or faucet. 

(c) Total area of the opening and the shape of the opening. 

(d) Location of the faucet or pipe opening in relation to nearby walls. 

(e) Temperature of the surface water. 

(/) Atmospheric conditions. 

(s') Characteristics of the surface liquid if other than water. 


17.3 Drinking-fountain Nozzles 

17.3.1 Minimum Elevation. All drinking-fountain nozzles including those 
W'bich may at times extend through a water surface with orifice not greater 
than 6 (0.440) inch diameter or 0.150 square inch area shall be placed so that 
the lower edge of the nozzle orifice is at an elevation not less than % inch above 
the flood-level rim of the receptacle. 

17.3.2 The %-inch elevation shall also apply to nozzles with more than one 
orifice, provided that the sum of the area of all orifices shall not exceed the area 
of a circle Ks inch in diameter. 



AIR GAPS, BACKFLOW PREVENTERS, DRINKING-FOUNTAIN -STANDARDS 17-5 

17.3.3 Special conditions and certain other materials related to drinking foun- 
tains shall meet requirements as set forth in American Standard ASA A40.4-1942 
and ASA Z4.2-1942, respectively. 


17.4 Vacuum Breakers or Backflow Preventers 

17.4.1 Required. Backflow preventers shall be installed with any supply 
fixture, the outlet end of which may at times be submerged, such as hose and 
spray, direct flushing valves, aspirators and underrim water-supply connections 
to a plumbing fixture or receptacle in which the surface of the water in the fix- 
ture or receptacle is exposed at all times to atmospheric pressure. The type 
of preventer referred to will not protect against flow when water is discharged 
through it into a space which is higher than atmospheric pressures. 

17.4.2 Where. Backflow preventers shall be installed between the control 
valve and the fixture and in such a manner that it will not be subjected to water 
pressure, except the back pressure incidental to water flowing to the fixture. 

17.4.3 Backflow preventers shall not be installed on inlet side of control valve. 



FLOOD 

LEVEL 




BACKFLOW PREVENTER 
ABOVE FLOOD LEVEL 

SUBMERGED INLET , 


'OUTLET 




VALVE ON PRESSURE SIDE 
OF BACKFLOW PREVENTER 
Fig. 17-6 
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► Figures 17-6 and 17-G illustrate the requirements of the foregoing 
paragraphs. 


17.5 Effective Opening 

17.5.1 The effective opening is the minimum cross-sectional area at the point 
of water-supply discharge and is measured or expressed in terms of the diameter 
of a circle or, if the opening is not circular, the diameter of a circle of equivalent 
cross-sectional area. (See Fig. 17-2 point B.) 
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17.6 IMaterials 

17.6.1 Backflow preventers shall be made of corrosion-resistant material and 
shall be so designed and proportioned as to prevent deterioration or deformation 
under reasonable sendee conditions. 

► Figure 17-7 illustrates several types of backflow preventers commonly 
used on the discharge side of a plumbing fixture or device. 

There are, in addition, pressure-type vacuum breakers. This type is 
designed to be installed under pressure. 



Figure 17-8 illustrates a pressure-type vacuum breaker. However, it 
must be installed above the flood level of the fixture, device, or locality in 
order to be protected. This applies to lawn sprinklers, also, as a lawn 
sprinkler is a water line that needs separation from a potable-water supply 
which is constantly under pressure. 

17.7 Tests and Performance 

17.7.1 Backflow preventers shall have been tested and approved to meet tests 
and performances as required for Backflow Preventers, ASA A40.6-1943. 

► Because of the serious hazards that backflow may cause, vacuum 
breakers or backflow preventers should be tested and found satisfactory 
for the conditions imder which they must operate. 

17.8 Drinking-fountain Standards (ASA Z4. 2-1942) 

17.8.1 material. The fountain should be constructed of impervious mate- 
rial, such as tdtreous china, porcelain, enameled cast iron, other metals, or 
stoneware. 

17.8.2 Installation. The jet of the fountain should issue from a nozzle of 
nonoxidizing, impervious material set at an angle from the vertical such as to 
prevent the return of water in the jet to the orifice or orifices from whence the 
jet i^ues. The nozzle and every other opening in the water pipe or conductor 
loading to the nozzle should be above the edge of the bowl, so that such nozzle 
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or opening cannot be flooded in case a drain from the bowl of the fountain 
becomes clogged. 

17.8.3 Protection. The end of the nozzle should be protected by nonoxi- 
dizing guards to prevent the mouth and nose of the user from coming into con- 
tact with the nozzle. Guards should be so designed that the possibility of trans- 
mission of infection b 3 '^ touching the guards is reduced to a minimum. 

17.8.4 Spattering. The inclined jet of water issuing from the nozzle should 
not touch the guard, and thereby cause spattering. 

17.8.5 Cleansing. The bowl of the fountain should be so designed and pro- 
portioned as to be free from corners which would be difficult to clean or which 
would collect dirt. 

17.8.6 Splashing. The bowl of the fountain should be so proportioned as 
to prevent uimecessarj'- splashing at a point where the jet falls into the bowl. 

17.8.7 Traps. One drain from the fountain should not have a direct phj-sical 
connection with a waste pipe, unless the drain is trapped. 



Flo. 17-9 


► Figure 17-9 illustrates the various requirements. 

17.8.8 Flow Regulator. The water-suppl}’’ pipe should be provided with 
an adjustable valve fitted with a loose key or an automatic valve permitting 
the regulation of the rate of flow of water to the fountain so that the valve 
manipulated by the users of the fountain will merelj' turn the water on or off. 

17.8.9 Height. The height of the fountain at the drinking level should be 
such as to be most convenient to persons using the fountain. The provision 
of sermral steplike elevations to the floor at fountains will permit children of 
various ages to utilize the fountain. 

17.8.10 Flow. The waste opening and pipe should be of sufficient size to 
carrj' off the water promptly. The opening should be provided with a strainer. 

► Most manufacturers comply with standards for drinMng fountains in 
respect to materials and to fabrication which prevent back siphonage. 




CHAPTER 18 


Sizing the Water-supply System 


General 

Proper design of the water-distributing system in a building is necessary in 
order that the various fixtures may function properly. The amount of either 
hot or cold water used in any building is variable, depending on the type of 
structure, usage, occupancy, and time of day. It is necessary to provide pip- 
ing, water heating, and storage facilities of sufficient capacity to meet the 
peak demand without wasteful excess in either piping or equivalent cost. 

► This chapter gives the suggested procedure for sizing the water-supply 
system as contained in the National Plumbing Code. Flow charts show 
the capacities of commercial sizes of pipe in terms of “friction loss in head” 
for various degrees of interior roughness of pipe. An interesting study of 
this subject was performed by Dr. Roy B. Himter at the National Bureau 
of Standards. 


18.1 Preliminary Information 

18.1.1 Available Pressure. Obtain the necessary information regarding 
the minimum daily service pressure in the area where the building is to be 
located. 

► The local water department generally keeps records of the pressures in 
the mains at different hours of the day and night. It is essential to know 
the water pressures before sizing the water piping for a building. 

18.1.2 Piping Material. Obtain all available local information regarding 
the use of different kinds of pipe with respect both to durability and to decrease 
in capacity with length of service in the particular water supply. 

► The kinds of piping most commonly used in the water-supply system of 
a building include galvanized steel, galvanized wrought iron, copper pipe, 
and copper tube. The selection is based on local experience gained over 
the years and the type of structure to be erected. Local experience pro- 
vides a guide for the selection of the type of piping that will give the longest 
service; in addition research on new materials will add to this. 

18-1 
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18.2 Estimate of Demand Load and Pipe Capaeity 

18.2.1 Rate of Flow. One of the important items that must be determined 
before any part of the water-piping system can be sized is the probable rate of 
flow in anj^ particular branch of piping. The rate of flow in the service line, 
risers, and main branches, however, will rarely be equal to the sum of the rates 
of flow of all connected fixtures. In fact, the probabilit}' of everj^ fixture in a 
large group being used at the same time is so remote that it would be very poor 
engineering to design the piping large enough to take care of such simultaneous 
flow. 

18.2.2 Simultaneous Use. The demand load in building water-supply sys- 
tems cannot be determined exactly and is not readily standardized. The two 
main problems to be considered are (1) the satisfactory supply of water for a 
given fixture and (2) the number of fixtures which may be assumed to be in 
use at the same time. 

The water demand for a group of fixtures and the requirements for 
carrying out wasted water have a relationship. Both are based on a prob- 
able use of the fixture, depending on type, location, and how often each is 
to be used. The need for water only for drinking purposes is small when 
compared to all other uses, such as bathing, washing, cleaning, and even 
cooking, that are related to residential use. 

18.2.3 Daily Demand. The minimum flow that will be satisfactory to the 
consumer depends greatly upon the consumer, his standard of living, his pro- 
fessional needs, size of familjq garden requirements, and similar factors. 
Depending upon those factors, per capita water consumption for domestic use 
usually varies between 20 and 80 gallons per day. 

18.2.4 Type of Building. Experience indicates that the type of dwelling 
has considerable influence upon the water consumption. 

18.2.3 Apartment Buildings. In apartment houses the per capita daily 
water consumption is generally higher than in single-family houses. This is 
due to the central metering system, which is not conducive to the saving of 
water and to the long hot-water lines, which result in high heat losses, thus in 
the wasting of the cooled water. In designing water-supply sy^stems for apart- 
ment houses, a daily per capita water consumption of 50 gallons may be con- 
sidered a safe design figure. 

18.2.6 Dwelling. Although a considerable number of housing projects have 
been developed across the nation, conclusive water-consumption data have 
not been gathered as yet. Nevertheless, it seems that tlie daily per capita 
water, consumption in housing projects falls in between the consumption in 
apartment houses and single dwellings at the same geographical location. In 
general, a daily per capita water consumption of 40 gallons can be used as a 
safe design figure for housing projects. 

► There is little recorded information on actual consumption of water by 
types of buildings and industries. Daily consumption of water per person 
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varies greatly throughout the country and is influenced by the following 
factors; metering or nonmetering of the water supply into the building; 
type of building, such as residential, hotel, commercial; nature of employ- 
ment; climate; personal habits and hygiene; type of industrial or manu- 
facturing processes. 

When the water rea^uirements are to be computed for manufacturing and 
processing purposes, specific needs must be considered, plus a margin of 
safety for expansion. 

The water req^uirements for fixtures can be more readily computed from 
data made avmlable by manufacturers and by reference to Table 18.3.2, 
which indicates the approximate rate of flow to fixtures in gallons per 
minute. 

Table 18.3.2 also assists in computing the flow to a group of fixtures such 
as a battery of water closets, lavatories, or urinals. 


18.3 FIom' and Pressure Required 

18.3.1 Table 18.3.2 gives the rate of flow desirable for many common types of 
fixtures and the average pressure necessary to give this rate of flow. The pres- 
sure necessarily varies with fixture design; with some, a much greater pressure 
is necessary to give the same rate of flow than with others. 

18.3.2 (See Table 18.3.2.) 

Table 18.3.2 Rate of Flow and Required Pressure during Flow for 

Different Fixtures 


rutuTo 


Ordinarj' basin faucet 

Self-closing basin faucet 

Sink faucet, % ia 

Sink faucet, J^in 

Bathtub faucet 

Laundrj' tub cock, in 

Shower 

Ball cock for closet 

Flush valve for closet 

Flush valve for urinal 

Garden hose, 50 ft, and sill cock 


> Flow pressure* . Flow rate 


(psi) 

(gpm) 

1 

i S 

3.0 

i 12 

2.5 

i 

4.0 

i ^ 

4.5 

1 5 

6.0 

1 5 

5.0 

> 12 

5,0 

I IS 

3.0 

i 10-20 

15-40= 

1 

15.0 

[ 30 

5.0 


* Flo'S- pressure b the pressure in the pipe at the entrance to the particular fixture considered. 
‘ TVide range due to variation in design and type of fiosh-xalve closets. 


18.3.3 In estimating the load, the rate of flow is frequently computed in fix- 
ture units. 

18.3.4 Table 18.3.5 gives the demand weight in terms of fixture units for 
difiorent plumbing fixtures under several conditions of service. 
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Table 18.3.5 Demand Weight of Fixtures in Fixture Units' 


1 

Fixture or group’ 

Occupancy 

Type of supply control 

Weight in 
fixture 
units’ 

Water closet . 

Public ' 

Plush valve 

10 

Water closet . 

Public 

Flush tank 

o 

Pedestal urinal. 

Public 

Flush valve 

10 

Stall or wall urinal 

Public 

Plush valve 

0 

Stall or wall nrinal 

Public 

Flush tank 

3 

Lavatory 

Public 

Faucet 

2 

Bathtub 

Public 

Faucet 

4 

Shower head 

Public 

Mixing valve 

4 

Service sink 

Office, etc 

Faucet 

3 

Kitchen sink 

Hotel or restaurant 

Faucet 

4 

Water closet . 

Private ' 

Flush valve 

6 

Water closet 

Private 

Flush tank 

3 

Lavatory 

Private 

Faucet 

1 

Bathtub 

Private 

Faucet 

2 

Shower head . . 

Private 

Mixing valve 

2 

Bathroom group 

Private 

Flush valve for closet 

8 

Bathroom group 

Private 

Flush tank for closet 

6 

Separate shower 

Private 

Mixing valve 

2 

Kitchen sink 

Private 

Faucet 

2 

Laundry trays (1 to 3) 

Private 

Faucet 

3 

Combination fixture 

1 Private 

Faucet 

3 


^ For supply outlets likely to impose continuous demands, estimate continuous supply sepa- 
rately and add to total demand for fixtures 

2 For fixtures not listed, ^velghts may be assumed hv comparing the fixture to a listed one u'sinc: 
water in similar quantities and at similar rates. 

2 The given weights are for total demand. For fixtures Nsith both hot- and cold-water sup 
plies, the weights for maximum separate demands may be taken as three-fourths the listed 
demand for supply. 


18.3.5 (See Table 18.3.5.) 

18.3.6 Chart 18.1 gives the estimated demand in gallons per minutes corre- 
sponding to any total number of fixture units. Chart 18.2 shows an enlarge- 
ment of Chart 18.1 for a range up to 250 fixture units. 

18.3.7 The estimated demand load for fixtures used intermittently on any 
supply pipe will be obtained by multiplying the number of each kind of fixture 
supplied through that pipe by its weight from Table 18.3.5, adding the products, 
and then referring to the appropriate curve of Chart 18.1 or 18.2 to find the 
demand corresponding to the total fixture units. In using this method it should 
be noted that the demand for fixture or supply outlets other than those listed 
in the table of fixture units is not yet included in the estimate. The demands 
for outlets (such as hose connections, air-conditioning apparatus, etc.) which 
are likely to impose continuous demand during times of heavy use of the weighted 
fixtures should be estimated separately and added to the demand for fixtures 
used intermittently, in order to estimate the total demand. 
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Chart 18-1 



FIXTURE UNITS 

ENLARGED SCALE DEMAND LOAD 
Chart 18-2 

18.4 Sizing Cold-water-supply Piping 

18.4.1 Pressure Loss. As ^vater flows through a pipe, the pressure continu- 
ally decreases along the pipe, because of loss of energ}’^ from friction. The prob- 
lem is then one of ascertaining the minimum pressure in the street main and 
the minimum pressure required for the operation of the topmost fixture. (A 
pressure of 15 pounds per square inch is ample for flush valves, but reference 
should be made to the manufacturers’ requirements. A minimum of 8 pounds 
per square inch should be allowed for other fixtures.) The pressure differential 
thus obtained will be available for overcoming pressure losses in the distributing 
system and in overcoming the difference in elevation between the water main 
and the highest fixture. 

18.4.2 Pressure Loss by Elevation. The pressure loss, in pounds per square 
inch, caused by the difference in elevation between the street main and the 
highest fixture may be obtained by multiplying the difference in elevation in 
feet by the conversion factor 0.43. 
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18.4.3 Water Flo^r. When water flows through a pipe, friction occurs as the 
result of the sliding of water particles past one another. If the pipe wall is 
rough, the roughness projections cause additional friction, owing to the develop- 
ment of increased turbulence in the flowing water. As the water flows along a 
smooth pipe, the pressure decreases as a result of a dissipation of energy arising 
from the internal friction set up bs' viscosity of the water. This loss in energy 
is shown by the loss of pressure. The pressure loss is proportioned to the length 
of straight uniform pipes and varies greatly with flow velocity, pipe diameter, 
and roughness of pipe. 


18.5 Pipe Classification 

18.5.1 On the basis of inside surface conditions, pipes may be classified as 
smooth, fairly rough, and rough, as follows; 

18.5.2 Smooth Pipe. The inside pipe surface shows no perceptible rough- 
ness. Pipes made of copper, brass, or lead usually may be classified as smooth. 

► In computing pipe sizes, factors for smooth piping should be applied only 
to the kinds of piping whose interiors will not become rough over a period 
of 16 to 20 years. Long-lived smooth interiors are generally found in 
copper piping as it usually is not affected by lime deposits. 

New kinds of piping promising long-lived smooth interiors are in the 
developmental stage. 

18.5.3 Fairly Rough. .A.11 ordinary pipes, such as wrought iron, galvanized 
iron, steel, and cast iron, after a few years of usage, may be called fairly rough. 

► Steel and wrought-iron pipe sizes are computed largely on the basis of 
“fairly rough,” in order to be assured that after a period of 16 to 20 years 
the flow capacity has not been seriously affected. 


18.5.4 Rough. Pipes that have deteriorated fairlj' rapidly for some 10 or 
15 years after being laid are classified as rough. 

► Computations on the basis of “rough” are usualiy made for buildings 
where new piping is to be added to old, especially if the piping will be steel 
or wrought iron, as most waters will have a tendency to reduce the piping 
diameter. 


18.6 FIotv Charts 

18.6.1 Charts 18.3 to 18.5 give the pipe-fraction losses corresponding to these 
three tj'pes of pipes for various nominal diameters. 

Example 1: A 23'^-inch fairly rough pipe supplies 100 gallons per minute of 
water. Find the friction loss in head if the pipe length is 200 feet. 
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Solution: Enter Chart 18.4 at 100 gallons per minute, and move along this 
line until it intersects the 2i>^-mch diameter line. From this intersection point, 
move vertically dovrn and read 4.5 pounds per square inch friction loss per 
100 feet of pipe length. Then the total friction loss will be 2 X 4.5 = 9 pounds 
per square inch. 


FRICTION LOSS IN HEAD IN LBS. PER SO IN PER lOOFT. LENGTH 
0.1 .2 .3 .4.5 6.8 1 2 3 4 5 6 8 10 20 30 405080 


COPPER TUBING 
SMOOTH PIPE 

TYPE M 

TYPE L 

TYPE K 












isfiiiisiiiiMiiKafleaii^fiii!saHii«lsiiiKiiii 

alegar 


>0 
BOOO 

6000 

5000 

4000 

5000 


■■■■■■I 



»HRSIilliai8Si[KaSIKSiil 


tmta^unMamK^as 

iisjiMHPSgan 

— ■nMVS'SOilMMBM 

■»5r!aBmM»!S 



teiiisHiKafgii'is^lues^iiiEiKs^iSiiii 



Sialiiiiii?:» 


1000 
800 
600 UJ 

500 tr 
400 I 
300 S 
q: 

200 in 
0. 


100 § 
80 -J 

60 < 
50 « 
40 z 

30 5 
O 

20 r-J 



8^WI88ailiBU8 ggSilHH!!Bigimillimi 

MiggaillllHB^iliiBaiHBMIlBWIIII 


0 1 2 .3 .4 .5.6 8 .1 2 3 4 5 6 8 10 20 30 40 60 80 100 

FRICTION LOSS IN HEAD IN LBS PER SO IN, PER lOOFT. LENGTH 

Chart 18-3 



FLOW IN GALLONS PER MINUTE 


18 -B 


SUPPLEMENT TO CODE 
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18.7 Fittings, Valves, and Meters 

18.7.1 The pressure losses in the distributing S 3 "steni will consist of the pres- 
sure losses in the piping itself, plus the pressure losses in the pipe fittings, valves, 
and the water meter. Estimated pressure losses for disk-tj^pe meters for vari- 
ous rates of flow arc given in Chart. 18.6. 



Chart 18-6 


► The friction losses shown for copper tube. Chart 18.3, may also be used 
for lead pipe. They may also be used for plastic piping which carries 
water; this piping is often used in industrial plants. 

Friction losses for new galvanized-steel or wrought-iron pipe may be 
figured from Chart 18.4; where local water characteristics will lime the 
pipe in a relatively short time, use Chart 18.6. 

Chart 18.6 should be used when extending new piping in an old building 
when the old piping is badly limed, and when the piping will not remain 
full bored for a long time. 


18.7.2 Flow limits for disk-type meters, which maj^ be regarded as the limits 
of recommended ranges in capacities, are given in Table 18.7.3. For infor- 
mation on other t 3 ’’pes of meters, the manufacturer should be considted. 

18.7.3 (See Table 18.7.3.) 

18.7.4 Registration. The registration on the meter dial shall indicate the 
quantity recorded to be not less than 98 per cent nor more than 102 per cent 
of the water actually passed through the meter while it is being tested at rates 
of flow within the specified limits (see Table 18.7.3) under normal test-flow 
limits. There shall be not less than 90 per cent of the actual flow recorded 
when a test is made at the rate of flow set forth under minimum test flow. 
18.7.3 Chart 18.7 (on page 18-23) shows the variation of pressure loss with 
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Table 18.7.3 Performance Requirements of Water Meters* 


Pipe size 
(in.) 

Normal test-flow limits 
(gpm) 

Minimum test flow 
(hr) 


1- 20 

M 


2- 34 


1 

3- 53 


m 

5- 100 


2 

8- 160 

2 

3 

16- 315 

4 

4 1 

28- 500 

7 

6 i 

1 

48-1,000 

12 


1 American Water Works Association Standards. 


rate of flow for various types of faucets and cocks, based on experimental data 
obtained at the State University of Iowa. 

A 5^-in. laundry bib (old stjde) 

B Laundry compression faucet 

Cl J^-in. compression sink faucet (manufacturer 1) 

Cl J^-in. compression sink faucet (manufacturer 2) 

D Comb. comp, bathtub faucet (both open) 

E Comb, compression sink faucet 
F Basin faucet 
G Spring self-closing faucet 
H Slow self-closing basin faucet 

18.7.6 The loss pressure through any fitting or valve can be e.xpressod in 
pounds per square inch for any given rate of flow. Experience has shown, how- 


Table 18.7.8 Allowance in Equivalent Length of Pipe for Friction 
Loss in Valves and Threaded Fittings 


Diameter 
of fitting 
(in.) 

90-deg 

standard 

ell 

(ft) 

45-deg 

standard 

ell 

(ft) 

90-deg 

side 

tee 

(ft) 

1 

Coupling 
[or straight 
run of tee 
(ft) 

Gate 

valve 

(ft) 

Globe 

valve 

(ft) 

Angle 

valve 

(ft) 

% 

1 

1 

0.6 

1 

1.5 

0.3 

0.2 

8 

4 


2 

1.2 

3 

0.6 

0 4 

15 

8 

H 

2.5 

1.5 

4 

0.8 

0.5 

20 

12 

1 

3 

1.8 

5 1 

0.9 

0.6 

25 

15 


4 

2.4 

6 

1.2 

0.8 

35 

18 


5 

3 

7 

1.5 

1.0 

45 

22 

2 

7 

4 

10 

2 

1.3 

55 

28 

2}^ 

8 

5 

12 

2.5 

1.6 

65 

34 

3 


6 

15 

3 

2 

80 

40 

ZM 

12 

7 

18 

3.6 


100 

50 

4 

14 

8 

21 

4.0 


125 

55 

o 

17 

10 

25 

5 


140 

70 

6 

20 

12 

30 

6 

1 


165 

80 
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ever, that the simplest method of expressing losses in fittings and valves is to 
use the concept of an equivalent length of straight pipe. It has been found, 
for example, that a 1-inch, 90-degree elbow, introduces a loss which is equiva- 
lent to 2.2 feet of straight 1-inch pipe. Therefore, for each 1-inch, 90-degree 
elbow, 2.2 feet of 1-inch pipe are added to the total length of 1-inch pipe. 

18.7.7 Estimated pressure losses for pipe fittings and valves in terms of equiva- 
lent pipe lengths are shown on Table 18.7.8. 

18.7.8 (See Table 18.7.8.) 

18.7.9 Table 18.7.9 lists the equivalent lengths for various special types of 
apparatus and fittings. The friction loss in water meters varies considerably 
with the design even in meters of the same nominal size. The values given in 
Table 18.7.9 are ample for the well-known meters now on the market. 


Table 18.7.9 Equivalent Lengths of Iron Pipe to Give Same Loss as 
Special Fittings or Apparatus 


Fitting apparatus 

Nominal diameter of pipe (ft) 

1 

m. 

H in. 

1 1 in. 

I 

1 in. 

30-gal vertical bot-water tank, M-in, pipe. . 

1 

4 

1 : 

1 17 

56 

1 

30-gal horizontal hot-water tank, M-in. pipe 
Water meters (no valves included) : 

1.2 

1 5 ' 

1 

16 


5^-in. with H-in. connections 

6.7 

28 

90 


%-in. with H-in. connections 

4.8 

20 

64 

! 

%-in. with %-in. connections 

3.4 

14 

i 45 


1-in. with 1-in. connections 


9 

30 

115 

l):i-in. with 1-in. connections 

Water softener 


4.4 

50-200 

1 

14 

1 

54 

1 


► The following example shows a step-by-step method of sizing water- 
supply piping for a two-story and basement house. Figure 18-1 illustrates 
a piping diagram for a residence. 

Step 1: Compute the total number of fixture units from Table 18.3.6, 
Demand Weight of Fixtures in Fixture Units. Answer: 21 fixture imits. 


Fixture Fixture Units 

Bathroom group A 6 

Bathroom group B 6 

Water closet, first floor 3 

Lavatory, first floor 1 

Kitchen sink 2 

Laundry tray, basement 3 
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HIGHEST FTYTURE OUTLET 


2NDFU 



MINIMUM PRESSURE AT FARTHEST^ 
OUTLET 8 P.S.I. 

SHOWER HEAD^n 
jT SHOWER HEAD i 


BATHROOM A 
GROUP (6) 


BATHTUBv 




-LAVATORY,. '^„^BATHROOM B 
GROUPCG) 


IBTFL. 


FIXTURE BRANCHES (SEE .LA 14.1) 
WCWITH TANK 
BATHTUB 

lavatory 

SINK 

^ LAUNDRY fray 

X kitchen ,r* 

2 siNKCai 






r<rm 



^SERVICE MAIN l{ 


STREET WATER MAIN 
ASSUMED 45 P.SI. 


ST VALVE 

ADD ALL LENGTHS OF CONTINUOUS 
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REPRESENT FIXTURE UNITS 
NUMBERS SHOWN IN CIRCLE 
REPRESENT LENGTH OF PIPE IN FEEX 

Fig. 18-1 


Step 2: Compute the total water demand. Answer: 20 gallons per 
minute. This lepresents the probable normal peak demand of all fixtures 
installed. This does not mean that all fixtures are Slowing at the same 
time, as that would be a very rare occurrence. To convince yourself, 
observe the practices in your home and business establishment. 



Figure 18-2 illustrates an enlarged chart for assistance in figuring a Rirmll 
number of fixture units, such as is the case in this example. A line drawn 
horizontally from 21 fixture units meets curve 2 at 16 gallons per minute, 
which represents the possible demand. 
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Curve 2 is for a system using a flush tank. Curve 1 is for flush valves 
for which the demand is higher per fixture. 

Step 3: Compute the loss in pressure because of an elevation of 30 feet 
from the street main to the highest fixture outlet. Answer: 13.02 pounds 
per square inch. 

Use the constant 0.434, which is the pressure per square inch in a column 
of water 1 foot high, multiplied by 30 feet: 30 + 0.434 = 13.02 pounds 
per square inch. 

Step 4: Compute the size of meter necessary for a demand of 20 gallons 
per minute. Answer: % inch. 

See Table 18.7.3, Performance Requirements of Water Meters. If no 
meter is installed, omit steps 4 and 6. 

Step S: Compute the pressure loss through the meter. Answer: 
8.7 pounds per square inch. 

Compute this loss from Chart 18.6, Pressure Losses in Disk-type Water 
Meters. 

Step 6: Compute the available pressure after deducting pressure losses. 
Answer; 15.28 pounds per square inch. 


Pressure at the main, in this example 46.00 psi 

Less losses: 

At the fixture outlet 8.00 psi 

From main to highest outlet 13.02 psi 

Through meter 8.70 psi 

Total losses 29.72 psi 

Available pressure for overcoming friction resistance within 

piping 16.28 psi 


Step 7: Compute the developed length of piping from the main in the 
street to the farthest outlet, which in this example is the shower head to 
bathroom B. Answer; 120 feet. 


Length of main in street 30 feet 

Length of rise to meter 1 

Length of rise to ceiling 9 

Length across ceiling of basement 40 

Length of branch to bathroom B 8 

Length to shower head, bathroom B 6 

Length of fittings coverted to equivalent piping lengths (see 

Table 18.7.9) 26 

Developed length 120 feet 


Step 8: Compute the pressure factor per 100 feet of developed length. 
Answer: 12.73 potmds per square inch. 


16.28 psi for 120 ft = 12.73 psi for 100 ft 
^A2_ 8X100 ^ 


120 
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Step 9: Compute diameter of the service main to produce 20 gallons per 
minute at a pressure of 16.28 pounds per square inch, using galvanized 
ferrous piping. Answer: inches. 

The velocity through the piping should be not more than 10 feet per 
second in order to avoid water hammer and pipe noises. 

Chart 18.4 illustrates how to compute the diameter of the service main, 
Friction Loss during Flow. When the computation results in a diameter 
which would be difficult to obtain, select the nearest larger size that would 
be readily obtainable. 

Where a water meter is not installed, compute the diameter of the service 
main. Answer: 1 inch. 


Pressure at the main (street) 

Less losses: 

At the fixture outlet 

From main to highest outlet 

Total losses 

Available pressure overcoming 
piping 


46.00 psi 

8,00 psi 

13.02 psi 

21.02 psi 

friction resistance within 
23.98 psi 


23.98 X 100 
120 


18.31 psi 


To produce 20 gallons per minute at a pressure of 18.31 pounds per 
square inch would require a 1-inch diameter. 

Step 10: Having determined the size of the meter, if one is installed, 
and the size of the service main, the pressure available for friction resist- 
ance within the piping, 12.73 pounds per square inch, is then applied to 
sizing the principal branches of the water-distributing systems. In this 
example, the three principal branches and the computations for sizing them 
are as follows: 


(a) The branch through which all cold water is supplied to the two bath- 
rooms and to the powder room : 


Cold-water fixture branch only 

Fixture units 
Table 18.3.5 
and note 3 

Demand; 
Chart 18.2 
(gpm) 

Pipe size 
Chart 18.4 
(in.) 

3 water closets with flush tanks. . . . 
2 bathtubs. ... 

3X3 = 9.00 

% (2X2)= 3.00 

Vi (3X1)= 2.2.5 

11 

5 


3 lavatories. . . 

1 hose bib 

Total 

14.25 

16 

1 
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(b) The branch supplying the water heater, laundry tray, and sink: 


1 

Cold-water branch to heater 

Fixture units 
Table 18.3.5 
and note 3 

Demand: 
Chart 18.2 
(gpm) 

Pipe size 
Chart 18.4 
(in.) 



1 

1 


1 set laundry trays, hot and cold. . . 



10.25 

1 

8 I 

% 



(c) The main hot-water branch from the water heater: 


1 

1 

Main hot-water branch 

Fixture units 
Table 18.3.5 
and note 3 

1 

Demand; 
Chart 18.2 
(gpni) 

Pipe size 
Chart 18.4 
(in.) 

2 bathtubs, hot water only 

3 lavatories, hot water only 

1 kitchen sink, hot water only 

1 set laundry trays, hot water 

% (2 X 2) = 3.00 
% (3 X 1) = 2 25 
% (1 X 2) =1 50 
! % (1 X 3) = 2.25 


1 

Total 

! 9 00 

i 

7 

1 


Step 11: Compute the size of the branches for bathroom groups A and B 
in the same manner as the branches in Step 9 a, b, and c were computed: 


Bathroom group A 

Fixture units 
Table 18.3.5 
and note 3 

Demand; 
Chart 18.2 
(gpm) 

Pipe size 
Chart 18.4 
(in.) 

1 water-closet flush tank, cold water 

M (1 X 3) = 2.25 
% (1 X 1) = 0.75 
% (1 X 2) = 1 . 50 

1 

1 

i 





4.50 

5 


1 


Bathroom group B is the same. 

Step 12: Size the individual fixture branches in accordance with Table 
18.3.6. 

Table A shows the pipe diameters corresponding to nominal pipe sizes 
of different kinds of pipe. 

Note that the interior diameters vary among the different kinds of pipe 
shown on Table A. 

Copper tube I, L, and M has the same outside diameter in order that 
the same fittings may be used with any of the types. 
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Note also that the varying capacity of type M is greater than for type K 
of the same nominal diameter. 

Another example of sizing the water-supply system follows : 

Example 2: Assume a minimum street-main pressure of 55 pounds per square 
inch, a height of the topmost fixture above the street main of 50 feet, a developed 
pipe length from the water main to the highest fixture of 100 feet, a total load 
on the system of 50 fixture units, and that the water closets are flush-valve 
operated. Find the required size of supply main. 

Solution: From Chart 18.2 the estimated peak demand is found to be 51 gal- 
lons per minute. From Table 18.7.3 it is evident that several sizes of meters 


Table A. Pipe Diameters 


Inside diameter (in.) 


Diameter 

(in.) 

Types of copper tube 

, Steel I.P.S. 

1 Brass I.P.S. 

1 

K 

L 

M 

i 

Standard 

Extra 

strong 

Standard 

Extra 

strong 


0.40 

0.43 

0.45 

0.49 

0.42 

0.49 

0.42 

H 1 

0.53 

0.55 

0.57 

0.62 

0.55 

0.63 

0.54 

% 

0.75 

0.79 

0.81 

0.82 

0.74 

0.82 

0.74 

1 

1.00 

1.03 

1.06 

1.05 

0.96 

1.06 

0.95 

Ui 

1.25 

1.27 

1.29 

1.38 

1.28 

1.37 

1.27 


1.48 

1.51 * 

1.53 

1.61 

1.50 

1.60 

1.49 

2 

1.96 

1.99 

2.01 

2.07 

1.94 

2.06 

1.93 


2.44 

2.47 

2.50 

2.47 

2.32 

2.50 

2.32 

3 

2.91 

2.95 

2.98 

3.07 

2.90 

3.06 

2.89 

4 

3.86 

3.91 

3.94 

4.03 

3.83 

4.00 

3.82 

5 

4.81 

4.88 

4.91 

5.05 

5.81 

5.06 

4.81 

6 

5.74 

5.85 

5.88 

6.07 

5.76 

6.13 

5.75 


would adequateh' measure this flow. For a trial computation, choose the 
IJ-^-inch meter. From Chart 18.6 the pressure drop through a IJ^-inch disk- 
tj'pe meter for a flow of 51 gallons per minute is found to be 6.5 pounds per 
square inch. 

Then the pressure drop available for overcoming friction in pipes and fittings 
is 55 — (15 50 X 0.43 + 6.5) = 12 pounds per square inch. 

At this point it is necessary to make some estimate of the equivalent pipe 
length of the fittings on the direct line from the street main to the highest fe- 
ture. The exact equivalent length of the various fittings cannot now be deter- 
mined since the pipe sizes of the building main, riser, and branch leading to the 
highest fi.xture are not known as j'et, but a first approximation is necessary in 
order to make a tentative selection of pipe sizes. If the computed pipe sizes 
differ from those used in determining the equivalent length of pipe fittings, a 
recalculation will be necessary, using the computed pipe sizes for the fittings. 












18-18 


SUPPLEMENT TO CODE 


For the purposes of this example assume that the total equivalent length of the 
pipe fitting is 50 feet. Then the permissible pressure loss per 100 feet of equiv- 
alent pipe is 12 X 100/(100 + 50) = 8 pounds per square inch. 

Assuming that the corrosive and caking properties of the water are such that 
Chart 18.4 for fairly rough pipe is applicable, a 2-inch building main will be 
adequate. 

The sizing of the branches of the building main, the risers, and fixture branches 
follow the principles outlined. For example, assume that one of the branches 
of the building main carries the cold-water supply for three water closets, two 
bathtubs, and three lavatories. Using the permissible pressure loss of 8 pounds 
per square inch per 100 feet, the size of branch determined from Table 18.3.5 
and Charts 18.1 and 18.4 is found to be inches. Items entering the com- 
putation of pipe size are given in Table 18.7.10. 


Table 18.7.10 Computation of Branch Size in Example 2 


Number and kind of fixtures 

Fixture units 
(from Table 

18.3.5 and note 3) 

Demand 

(from 

Chart 18.2) 

Pipe size (from 
Chart 18.4) 
(in.) 

1 

3 X 6 = 18 



2 bathtubs I 

% (2 X 2) = 3 
% (3 X 1) = 2,25 



3 lavatories 




23.25 

38 




18.8 Upfeed and Downfeed Systems 

18.8.1 The principles involved in sizing either upfeed or downfeed sj^stems are 
the same. The principal difference in procedure is that in the downfeed system 
the difference in elevation between the house tank and the fixtures provides 
the pressure required to overcome pipe friction. 

18.8.2 The water demand for hose bibs or other large-demand fixtures taken 
off the building main is frequently the cause of inadequate water supply to the 
upper floor of a building. This condition maj^ be prevented by sizing the dis- 
tribution sj’’stem so that the pressure drops from the street-main to all fixtures 
are the same. It is good practice to maintain the building main of ample size 
(not less than 1 inch where possible) until all branches to hose bibs have been 
connected. MTiere the street-main pressure is excessive and a pressure-reducing 
valve is used to prevent water hammer or excessive pressure at the fixtures, it 
is frequently desirable to connect hose bibs ahead of the reducing valve. 

18.8.3 The recommended procedure in sizing piping systems may be outlined 
as follows: 

(1) Draw a sketch of the main lines, risers, and branches, indicating the fix- 
tures served. Indicate the rate of flow of each fixture. 

(2) Using Table 18.3.5, compute the demand weights of the fixtures in fixture 
units. 
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(3) Determine the total demand in fixture units and, using Chart 18.1 or 
Chart 18.2, find the expected demand in gallons per minute. 

(4) Determine the equivalent length of pipe in the main lines, risers, and 
branches. Since the sizes of the pipes are not known, the exact equiv- 
alent length for various fittings, etc., cannot be made. Add up the equiv- 
alent lengths, starting at the street main and proceeding along the service 
line, main line in the building, and up the riser to the top fixture of the 
group served. 

(5) Ascertain the average minimum pressure in the street main and the mini- 
mum pressure required for the operation of the topmost fixture. This 
latter pressure should be 8 to 15 pounds per square inch. 

(G) Calculate the approximate value of the average pressure drop per 100 feet 
of pipe in the equivalent length determined in item 4. Do this according 
to the following rule; 

-p = {P - qaZH - 10) ~ 

where p = average pressure loss per 100 ft of equivalent length of pipe, 
psi 

P = pressure in street main, psi 
H — height of highest fixture above street main, ft 
L — equivalent length determined in item 4 

If the system is of the downfeed supplj'' from a gi'avity tank, the height of 
water in the tank converted to pounds per square inch by multiplying by 0.43 
replaces the street-main pressure and the term 0.43i? in the equation in item 6 
is added instead of subtracted in calculating the term p. In this case H will 
be the vertical distance of the fixture below the bottom of the tank. 

(7) From the expected rate of flow determined in item 3 and the value of P 
calculated in item 6, choose the sizes of pipe from chart 18.3, 18.4, or 18.5. 

► An illustrated example of sizing a building with several rises and a dis- 
tributing main is shown in Fig. 18-3. 

The first schedule or chart should show the basement piping, by size, 
as follows: 

Assume a building as shown in Fig. 18-3. The minimum street pressure 
at the entrance of the main is 70 pounds per square inch. The pressure 
loss due to the elevation of the highest fixture above the street main is 
0.434 X 72 ft total height = 31 psi. 

The pressure required to operate the highest fixture at the outlet is 16 psi. 
The total pressure required for the elevation and operation of fixture is 
46 psi. 

Presstne available for friction loss is 24 psi. 

Allowable friction loss per 100 feet of pipe is 10.4 psi. 

Building-service main 678 fixture units need 170 gpm. 

See Chart 18.1, 678 fixture units indicate that 170 gpm will be the demand 
required. 

The 230 hot-water-service fixture units need 70 gpm. 
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RISER No.l 
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RISER No.3 


RISER No. 4 


Fig. 18-3 


The total requirements for hot and cold water should be figured on the 
basis of fixture unit for hot water and % fixture unit for cold water. 


Table B. Pipe Size for a Hot- and Cold-water System 


Cold-water or 
hot-water pipe 

Riser 

Fixture 
units for 
each 
branch 

Gpm for 
each 
branch 

Branch 

size 

(in.) 

1 

Main 

fixture 

units 

Main 

gpm 

Main 

size 

(in.) 

Cold water 

4 

252 

100 

2 





2 

160 

82 

2 









412 

105 



Hot water 

230 

70 

2 

642 

160 

3 


3 

170 

85 

2 

812 

195 

3 


1 

200 

90 

2 

1,012 

215 

3 

Hot water 

4 

72 

37 






2 

48 

25 



1 







120 

50 

20 


1 

60 

32 






3 

50 

25 










57 

30 



Main 1,012 X 0.67 



678 

170 

3 


Therefore, multiply the total fixture units for hot and cold water by 0.67 
for the water service main. 

A chart may be prepared for computing pipe sizes for a hot- and cold- 
water system as shown in Table B. 

Figure 18-4 shows a diagram for riser 4. A similar diagram may be 
made for other risers. 
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Fig. 18-4 

A chart may be prepared as shown in Table C. 


Table C. Riser Size for Hot- and Cold-water System 


Hot- or cold- 
water 
riser 

Riser | 

Floor 

Fixture 

units 

installed 

[ Gpm 

1 required 

1 

Branch 

size 

(in.) 

Riser 

gpm 

1 

Riser 

1 fixture 
' units j 

Riser 

size 

(in.) 

! 

Cold water 

4 

6 

42 

47 


42 

47 

1 V 2 


4 

5 

42 

47 


84 

62 

2 


4 

4 

42 

' 47 


126 

75 

2 


4 

3 

42 

47 


168 

85 

2 


4 

2 

42 

47 


210 

92 

2 


4 

1 

42 

47 

1^ 

252 

100 

2 

Hot water 

4 

6 

12 

10 

% 

12 

10 



4 , 

5 

12 

10 

% 

24 

18 I 

1 


4 

4 

1 

10 

% 

36 

22 



4 

3 

12 

10 


48 

28 



4 

2 

12 

10 


60 

32 



4 

1 

12 

1 

10 


72 

37 



Fixtures using hot water take fixture unit for hot water and ^ fixture 
unit for cold water. 

When designing a water-piping system, consideration should be given 
to delivery of water to the water-supply system and the hot-water system; 
avoidance of all cross connections; allowance for lawn-sprinkling system, 
hydrants, and special appliances such as larmdering machines, dish- 
washers, food-waste disposals, and every type of special equipment. 

Piping should be designed so that in case of negative pressures in the 
water-supply pipe or stopped-up waste, drain, or waste piping there would 
be no possibility of siphoning waste water into the water-supply piping. 
Check valves are not considered adequate protection against backflow. 

Hot-water return circulation should be provided for buildings of more 
than two stories or where the main extends more than 100 feet. The hot- 
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water-supply piping should be sized in the same manner as the cold-water- 
supply system. 

Water hammer in a piping system is caused by lack of air so that the 
liquid cannot be compressed; therefore a sudden stop in flow causes an 
impact. The reverberation of the water in the pipe continues with dimin- 
ishing noise until it is finally clamped by friction within the piping. 

Intense water-hammer pressures may be created without actually 
hearing the noise. An example of the force that can be created in a pipe 
due to water hammer is as follows; 

When water is flowing at a rate of 10 feet per second and the flow is 
stopped very suddenly, the pressure is increased approximately 60 pounds 
per square inch above the flow pressure for each foot per second. This 
means that the 10 feet per second velocity is increased 60 times, a pressure 
of 600 poimds per square inch. To this, add the normal static pressme 
in the main. 

Dangerous water hammer may be relieved by the installation of air 
chambers or shock absorbers placed as near as possible to the valve pro- 
ducing the water hammer. The greater the amount of air in an air cham- 
ber, the more effective it is. 

Air chambers require constant maintenance. They must be designed 
for easy maintenance and located so as to be readily accessible so that air 
may be replenished at regular intervals. 

More effective control of water hammer can be accomplished by the 
installation of custom-designed suppressors or shock absorbers. Properly 
designed shock absorbers operate satisfactorily for years. 
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Figure 18-B illustrates the suggested location for installing shock 
absorbers. 

Water pressures generally maintained by water companies range 
between 40 and 80 pounds per square inch except where the topography 
of the city is very hilly, in which cases certain portions of a water main 
carry as much as 150 or 200 pounds. 
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Where excessive pressures are found, it is necessary to provide pressure- 
reducing valves so as to eliminate excessive wear of fixture washers, leaky 
line noises, and pipe breaks. 

A conservative pressure in a home, hotel, or similar type of building 
should not exceed 60 pounds per square inch. Pressure reduction may 
he affected by master-balanced pressure-reducing valves that will provide 
satisfactory flow for a project comprising many homes. 



pressure’ LOSS -PSI 
Chabt 18.7 




CHAPTER 19 


Guide on Administration 


► Plvimbing codes in the form of ordinances are an accepted fact by the 
people and their representatives. 

There are, however, two trends, one in which relaxation of existing codes 
and controls is demanded, and the other in which plumbing codes are 
accepted which have unnecessary requirements. 

In the preparation of a plumbing code we should not think of it as an 
isolated document of just local concern but as part of an over-all network 
of requirements that apply throughout the country, except as they may be 
affected by climate. 

A plumbing code derives its justification for police power because it is 
mandatory only in so far as it protects the people against harmful condi- 
tions concerning health and safety, not for the personal benefit of any group 
or individual. 

In the preparation of a plumbing code there are two points to be 
considered: 

1. Rules which apply and govern the actual writing of a plumbing code 
should be made by a person or persons technically trained in the science 
of plumbing. 

2. Questions and subject matter which are of a legal nature generally 
fall within the jurisdiction of an attorney. 

A plumbing code is a manual of design and installation practices. 


19.1 Title and Scope 

19.1.1 Title: National Plumbing Code. This ordinance shall be known 
as the National Plumbing Code, may be so cited, and will be referred to in this 
ordinance as this Code. 

The administration and enforcement of this ordinance shaU be the duty of 

who is hereby authorized to take such action as may be reasonably 

necessary to enforce the purpose of this ordinance. Such person or persons 
may be appointed and authorized as assistants or agents of such administrative 
authority as may be necessarj’- to carrj'- out the provisions of this Code. 

► By constitutional provisions the various states either authorize the state 
legislature, city covmcils, or other governmental bodies or boards of health 
to enact plumbing codes or prohibit them from doing so. 

19-1 
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It should first be ascertained that the legislative body to whom the pro- 
posed code will be submitted for enactment is empowered to pass upon it. 
There have been cases where a committee has spent a great deal of time 
in preparing such a code, the city coimcil passed the law and then found 
out that the state law prohibited a city from passing a plumbing code. 

19.1.2 Scope. The provisions of this Code shall apply to and govern plumb- 
ing as defined in this Code, including the praetice, materials, and fixtures used 
in the installation, maintenance, extension, and alteration of all piping, fixtures, 
appliances, and appurtenances in connection with any of the following; sanitary 
drainage or storm-dramage facilities, the venting sj^stem, and the public or 
private water-suppty systems, within or adjacent to any building or other struc- 
ture, or conveyance; also the practice and materials used in the installation, 
maintenance, extension, or alteration of the storm-water or sewerage system 
of any premises to their connection with any point of public disposal or other 
terminal. 

!»■ It is essential to state the scope of the Code. 

If the purpose includes regulating the installation and maintenance of 
plumbing, providing for examinations and licensing the persons engaged 
in the plumbing business, all accruing to the benefit of public health and 
the prevention of hazards, the code would carry considerable weight if ever 
brought to coiud. 

19.1.3 Facilities. It is recognized that certain facilities in or adjacent to 
public streets are referred to in this Code, only a portion of which is under the 
ownership or the control of the owner or occupant of tlie building or premises 
to which this Code applies. 

► A plumbing code must give equal protection as the law. 

The Code must not deprive persons of their property without due process 
of law, such as arbitrarily imposing penalties or preventing a person from 
using his own property. 

A code must not favor any particular class of persons. It must not pro- 
hibit others from entering the business on reasonably equivalent terms. 

The principal reasons why courts hold laws invalid are that the laws are 
arbitrary, unreasonably restrictive. A study of court decisions would help 
determine what may or may not be done in the way of imposing restrictions. 

19.2 License Required 

19.2.1 Master Plumber’s Lieense. No person shall engage in the business 

of plumbing in the city of unless licensed as a master plumber under 

the provisions of this Code. 

19.2.2 Supervision of Work. No individual, firm, partnership, or corpo- 
ration shall engage in the business of instaliing, repairing, or altering plumbing 
unless the plumbing work performed in the course of such business is under the 
direct supervision of a licensed master plumber. 
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There shotdd be no discrimination in requirements as to license, for 
example, requiring every individual master plumber in a partnership to 
have a license, but allowing a large corporation to practice with one licensed 
master in the organization. 

Reasonable amount of credit should be given applicants for a master’s 
license for their formal engineering training. It has been held proper to 
require plumbing installation to be under a licensed master’s single super- 
vision but improper to require the work to be done only by employees of a 
licensed master. 

Both masters and journeymen are not licensed in all aireas ; this creates 
an inconsistency. For example, if only the masters are required to be 
skilled and to prove themselves by holding a license, courts have taken the 
view that it is inconsistent to allow journeymen to be tmtrained, as far as 
the law is concerned. Of cotuse, the reverse situation would also be true. 

One court held that prohibiting the Durham system in buildings more 
than three stories high but permitting them in buildings less than three 
stories was invalid- 


19,3 Plumbers’ Examining Board 

19.3.1 Board Personnel. There is hereby established a plumbers’ examining 

board (hereinafter referred to as the Board) to consist of not fewer than four 
members. One member shall represent the board of health, one member shall 
be a master plumber, one member shall represent the public, and one member 
shall be a joumej-man plumber. Each member of the Board shall have had 
at least 5 years experience in his respective field. The members of the Board 
shall be appointed bj' the . 

19.3.2 ^Meeting of the Board. The Board shall hold its first meeting not 
less than 30 days following the adoption of this ordinance. Thereafter, the 
Board shall meet at such intervals as may be necessarj’ for the proper perform- 
ance of its duties, but in any case not less than twice a year. 

19.3.3 Examination and Certification. The Board shall establish stand- 
ards and procedures for the qualification, examination, and licensing of master 
plumbers and joumejunan plumbers and shall issue an appropriate license to 
each person who meets the qualifications therefor and successfully passes the 
examination given by the Board. The Board shall keep an official record of 
all its transactions. 

19.3.4 Reexamination. .Any person who fails to pass an examination as 
prescribed by the Board may apply for reexamination after the expiration of 
30 days upon pajment of the regular examination fee. 

19.3.5 Temporary Permit. The Board may issue a temporary license pend- 

ing examinations, provided the applicant holds a similar license from an equiva- 
lent board. Such permit shall not be valid for more than days. 

► The members of the Board, who are appointed or elected, should reside 
within the legal jurisdiction of the community. 

It is most important that there should be at least four members on the 
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Board in addition to the plumbing inspector, who should vote only in the 
event of a tie. 

One member of the Board should be a master plumber or certified 
plumbing contractor with at least 6 years experience as such. 

One member should be a journeymen plumber with at least five years 
experience as a journeyman. 

One member should be a registered mechanical engineer with at least 
5 years experience in the field of plumbing design. 

One member should be a public health engineer with at least 5 years 
experience in this field of public health. 

The plumbing inspector shall act as a secretary of the Board and keep 
all records of the actions of the Board, issuance of licenses, revocations, 
examination results, violations, etc. 

Each member of the Board shall be appointed for a term of at least 3 years 
at the initial formation of the Board when appointments should be made 
for 1, 2, 3, and 4 years, respectively, so that only one member is appointed 
in each year, except in case of resignation or death of one member. 

The members shall prescribe powers and duties of the Board. 

It is customary to compensate the members of the Board by payment of 
a fee for each attendance or meeting held in connection with official busi- 
ness. Generally, this fee will be S5.00 to S20.00, depending on the time 
necessary to conduct the business. 

19.4 Examination Fee 

19.4.1 Any person desii'ing to be licensed as a master plumber or as a journey- 
man plumber shall make written application to the Board. Examination fees 

for master and journeyman licenses shall be S and S , 

respectively, payment of such fee to accompany the application. Examination 
fees are not returnable. 

► Fees should be established whereby the income from fees would take 
care of the cost of handling licensing, examination, and other expenses 
relative to this subject. If the fees appear to be too high after 6 months 
or 1 year of operation, they should be proportionately reduced, or vice versa. 

Suggested fees; 


Master Plumber or Plumbing Contractor License S30.00 

Renewal of above each year 30.00 

Journeyman Plumbing Certificate 3.00 

Renewal of above each year 3.00 

Plumbing Inspectors License 1.00 

Renewal of above each year 1.00 

Examination fee for Plumbing Contractor 50.00 

Examination fee for Journeyman 5.00 

Examination fee for Plumbing Inspector 1.00 


After a board of examiners has been put into effect, it is customary to 
provide a lead time before making it mandatory that a plumbing contractor, 
a joiumeyman, and an inspector must have a license to operate. 
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From 4 to 6 months is the generally accepted period allowed to give all 
those already operating time to procure a license. 

Those already operating as plumbing contractor, journeyman, or plumb- 
ing inspector as defined by the administrative provision should be entitled 
to receive a certificate without the necessity of taking an examination. 

19.5 Master Plumber’s Bond 

19.5.1 A person who has been issued a master plumber’s license shall execute 

and deposit with the a bond in the sum of $ , such bond 

to be so conditioned that all plumbing work performed by the licensee or under 
his supervision shall be performed in accordance with the provisions of this 
Code and that he will pay all fines and penalties properly imposed upon him 
for violation of the provisions of this Code. A master plumber’s license shall 
not be valid unless a bond is executed and deposited as herein provided. 

► If it is desired to require master plumbers to give a bond either to the 
city to ensure compliance with the laws or for the benefit of customers, or 
for both purposes, the amount of the bond, the name of a surety, the pro- 
visions of the bond, the designation of the ofiicial who is to approve the 
bond, and where the bond shall be filed and kept are matters which should 
be included. 

19.6 Expiration and Revocation of License 

19.6.1 Annual Fee. All licenses issued by the Board shall expire on Decem- 
ber 31 of the year in which issued but may be renewed upon payment of fees 
in the amount provided in Sec. 19.4 and 19.5. Expired licenses may be renewed 

at any time upon payment ot the penalty of $ for journeyman 

plumber and $ for master plumber. 

19.6.2 Revocation. The Board may revoke any license if obtained through 
nondisclosure, misstatement, or misrepresentation of a material fact, or if a 

penalty has been imposed upon the licensee under section of this 

ordinance. Before a license may be revoked, the licensee shall have notice in 
writing, enumerating the charges against him, and be entitled to a hearing by 
the Board not sooner than 5 days from receipt of the notice. The licensee shall 
be given an opportunity to present testimony, oral or written, and shall have 
the right of cross-examination. All testimony shall be given under oath. The 
Board shall have the power to administer oaths, issue subpoenas, and compel 
the attendance of witnesses. The decision of the Board shall be based upon 
the evidence produced at the hearing and made part of the record thereof. A 
person whose license has been revoked shall not be permitted to apply within 
1 year from date of revocation. 

19.7 Use of Licensee’s Name by Another 

19.7.1 No person who has obtained a plumber’s license shall allow his name 
to be used by another person either for the purpose of obtaining permits or for 
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doing business or work under the license. Every person licensed shall notify 
the Board of the address of his place of business, if any, and the name under 
which such business is carried on and shall give immediate notice to the Board 
of any change in either. 


► The following are some of the items that should be spelled out in relation 
to licenses: 

(a) Specific requirements for the issuance of a license or certificate of com- 
petency to those persons of good moral character or who have shown 
themselves fit after proper examination. 

(b) Provision for the revocation of any license issued by the board and the 
necessary procedure. 

(c) Provision for the issuance of a license without examination for master, 
journeymen, and plumbing inspectors who at the time of passing the 
law were actually engaged in the business. 

(d) Board to set examination requirements for journeymen, master, and 
pl\imbing inspector. 

(e) Term of license issued and conditions for renewal. 

(/) License fees and renewal fees. 

(g) Regulations prohibiting a person to do plumbing work or act as a 
plumbing inspector without a license. 

(h) Penalties for violations of the licensing law. 

The extent to which all the foregoing requirements are set up is depend- 
ent upon the size of the city or commtmity. 

The conditions upon which a master plumber or journeyman may receive, 
keep, and renew his license must be spelled out in detail. Usually there 
will be an examination, and the type and subjects of the examination, who 
shall give it, who shall grade the applicants, and what standards they 
shall use in determining whether an applicant is qualified should all be 
specified. 

Revocation or reinstatement of license should be clearly defined. Revo- 
cation would result from 

(a) License obtained through error or fraud or the recipient proved 
incompetent. 

(b) Arbitrary violation of any of the rules or regulations of the local 
ordinance. 

(c) Failure to pay lawful fee. 

In all cases a written notice enumerating the charges against the person 
must be given and a hearing provided by the Board so that proper testimony 
be presented. 

Any person whose license may have been revoked may be given the 
opportunity of applying and procuring a new license. 

If desired, provisions for fine and imprisonment, revocation of licenses, 
or revocation of a permit, as punishment for violation of the plumbing code, 
may be specified, but each penalty must be given. It is not reasonable to 
revoke a license as ptmishment when a code mentions only a fine or 
imprisonment. 
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19.8 Plumbing Standards 

19.8.1 Code Adopted. The National Plumbing Code is hereby adopted and 
all installations, repairs, and alterations of plumbing shall, from the effective 
date of this ordinance, be performed in accordance with its provisions. In the 
case of discretionary actions and determinations of the plumbers’ examining 
board, relevant facts shall be considered and determinations made in the exer- 
cise of reasonable discretion, and all such determinations shall be final in the 
absence of abuse of discretion. 

19.8.2 Official Copy. Three copies of the National Plumbing Code shall be 

kept on file by the Board for inspection by and use of the public and shall be 
marked with the words “City of , official copy.” 

► The National Plumbing Code is a guide. It can readily be converted 
into an ordinance by due process of law. As a guide it will be found neces- 
sary to make adjustments for climatic conditions; otherwise it is a very 
complete document. 

19.9 Permit for Plumbing Work 

19.9.1 Issuance of Permit. No plumbing work, unless excepted in this 
section, shall be undertaken prior to the issuance of a permit therefor by the 

A permit shall be issued to a licensed master plumber, except as 

provided in 19.9.2. 

19.9.2 Exception. Any permit required by this Code may be issued to any 
person to do any work regulated by this Code in a single-family dwelling used 
exclusive^ for living purposes, including the usual accessory buildings and 
quarters in connection with such building, provided the person is the bona fide 
owner of such dwelling and that the same will be occupied by said owner and 
that said owner shall personally purchase all material and perform all labor in 
connection therewith, and complying with the requirements of this Code. 

19.9.3 Application for Permit. Application for a permit for plumbing work 

shall be made on suitable forms provided by The application 

shall be accompanied by fees in accordance with schedule of fees. 

19.9.4 Schedule of Fees 

For Fee 

Each plumbing fixture and waste-discharging device 

New or reconstructed sewer connection 

Construction or reconstruction of cesspool 

Each septic tank 

Each water heater _____ 

Each water-distribution system or seridce connection 

Repair or alteration of any plumbing system 

Any permit requiring inspection, minimum fee 

► ^ It has been found that in most states it is legally provided that any indi- 

vidual desiring to install the plumbing in his own home must as such be 
given the necessary permits. The work as installed must comply with all 
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the rules and regulations of design and installation, including tests and 
inspection. 

Many codes have been made invalid because they prohibit the legal 
owner of a proposed home from installing his own plumbing or making 
alterations and additions to his own home. 

Provided the owner will abide by the plumbing code in every respect, 
this should be allowed. 


19.10 Requirements for Plumbing Permits 

19.10.1 Plans and Specifications. No permit shall be issued until plans 
and specifications showing the proposed work in necessary detail have been 

submitted to the and the Board has determined from examination 

of such plans and specifications that they give assurance that the work will 
conform to the provisions of this Code. If a permit is denied, the apphcant 
may submit revised plans and specifications without payment of additional fee. 
If, in the course of the work, it is found necessary to make any change from 
the plans and specifications on which a permit has been issued, amended plans 
and specifications shall be submitted and a supplementary permit, subject to 
the same conditions applicable to original application for permit, shall be issued 
to cover the change. 

19.10.2 Repairs. Repairs involving only the working parts of a faucet or 
valve, the clearance of stoppages, repairing of leaks, or replacement of defective 
faucets or valves may be made without a permit provided no changes are made 
in the piping to the fixtures. 

► A substantial source of legal difficulty has been the failtue to specify 
what constitutes, or to define, “repairs” which are permitted without a 
license. This subject furnishes an occasion for producing illogical and, 
therefore, unreasonable provisions. The question will be raised: “Why 
is it necessary to regulate installations receiving all sorts of inspections by 
public and private representatives and at the same time permit unauthor- 
ized, iminspected tampering with the water-supply system where the 
danger of infecting the water supply is just as great and more likely to 
occur?” This question also arises in connection with allowing homeowners 
to do their own plumbing. 

Every provision of the Code should be tested and also the code itself for 
indefiniteness, uncertainty and ambiguity, unreasonableness, Ulogicalness 
and discrimination. 


19.10.3 Protection of Water-supply System. The shall make 

such rules and regulations in furtherance of the purposes of this Code, and not 
inconsistent with the specific provisions of this Code, for the installation, repair, 
or alteration of air-conditioning s 3 ’'stems, water-treatment equipment, and 
water-evaporated devices as maj" be deemed necessary to properly protect the 
sj'stem. 
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► In the preparation of every provision of a plumbing code it should be 
remembered that the person attacking the code will be represented by a 
lawyer, the person defending the code will be a lawyer, and the judge who 
will decide the case will be a lawyer. Therefore, it is important to make 
the provisions clear and reasonable and to check the law whenever a doubt 
arises. 

Generally, from the legal point of view, the public health is sufficiently 
protected if there are provisions specifying materials and ways of instal- 
lation, a permit procedme, requirement of inspection and certification of 
compliance by a plumbing inspection, and installation by licensed per- 
sonnel. Imposing requirements beyond these, such as sticker ordinances, 
would ordinarily be held superfluous and therefore unreasonable. 

19.11 Enforcement 

19.11.1 Inspections and Tests. It shall be the duty of the 

to enforce the provisions of this Code and to make the inspections 

and tests required thereunder. 

19.11.2 Right of Entry. The administrative authority shall prepare, and 
it and its authorized representatives shall carry, sufficient identification and 
shall e.xhibit same before entering any premises for the purpose of inspecting 
any plumbing system at such times as maj'- be reasonably necessarj’- to protect 
the public health. 

19.12 Penalty 

19.12.1 Any person violating any provision of this ordinance shall be punish- 
able by fine of not less than dollars (S ) nor more than 

dollars (S ) or imprisonment for not less than 

dai's nor more than days. 

► In the usual case where the plumbing inspector handles the permits, it 
is important to specify what he can and cannot do, what he should do about 
violations, for example, and that he prepare a written report and submit it 
to the city or coxmty prosecutor for action. 

Detailed provisions setting forth the scope of authority of the plumbing 
inspector should be included, and in any case where he is to be given dis- 
cretion whether to do or not to do something or whether he shall or shall 
not allow something, his actions in this respect should be governed by a 
provision requiring him, in all such cases, to hold a hearing with or without 
sworn witnesses and affidavits, or otherwise to investigate the facts, and 
to base his decision upon the relevant facts. 

The definition of “plumbing” is an important one. Also a “master 
plumber” and a “journeyman” should be carefully and completely defined 
and the position and status of apprentices made clear. The distinction 
between master and journeyman and what they may lawfully do should 
be set out in detail. 
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Master Plumber of Certified Plumbing Contractor. An individual 
having a regular place of business who, by himself or through a person or 
persons in his employ, performs plumbing work and who has successfully 
fxilfilled the examination and requirements prescribed by the Board. 

Journeyman Plumber or Certified Journeyman. Any person other than 
a certified plumbing contractor who engages in or works at the actual 
installation, alteration, repair, and renovating of plumbing and who has 
successfully fulfilled the examination and requirements prescribed by the 
Board. 

Plumbing Inspector. Any person employed by a city, town, or village 
for the purpose of inspecting plumbing work and installations in connec- 
tion with health and safety requirements and ordinances and who has 
successfully fulfilled the examination and requirements prescribed by the 
Board. 

Such work as outlined below should be permitted without a license. 

(a) Plumbing work done by a property owner in a home owned and 
occupied by himself. 

(b) PlTimbing work done by a regularly employed individual acting as a 
maintenance man, incidental to and in connection with the business 
in which he is employed, and who is not engaged in the occupation 
of plumbing for the general public. 
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Mobile-home Standards 


Introduction 

The primary objective of these standards is to provide a sanitary installation 
within a trailer coach or mobile home. It is also of importance that a method 
or standard be established, agreeable to manufacturers of trader coaches, that 
would coordinate the location of the sewer and water outlets which must be 
connected at a trailer park. 

The interest of the manufacturers of mobile homes as well as of the operators 
of trailer parks has been considered together with the welfare and safety of the 
public. 

► The standards developed and published as part of the Report of the 
Coordinating Committee for a National Plumbing Code and the American 
Standard ASA A40.8 National Plumbing Code are but a guide toward 
final development. 

For this reason this chapter, dealing with mobile homes and trailer 
parks, should be considered as tentative as further study is being given 
to this work. 

These standards were initiated by the American Society of Sanitary 
Engineering and prepared by the Trailer Home and Trailer Parks 
Committee. 

20.1 Definitions 

20.1.1 Definitions of terms as defined in Chap. 1 shall apply except as other- 
wise specifically provided in this chapter, 

20.1.2 Trailer coach shall mean a self-contained unit designed for the shelter 
of one or more persons as a residence or for other use as permitted by the adminis- 
trative authority for the serving of drinks, food, or as a comfort station and 
which can readily be moved or transported from one locality to another on its 
wheels and which is provided with plumbing facilities. 

20.1.3 Sewer eonneetion is that portion of the drainage piping which 
extends as a single terminal under the trailer for connecting with the trailer-park 
drainage system. 

► The title “trailer coach” has been changed to “mobile home” because 
of the large number of modem coaches which today serve as year-round 
homes. 
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It is because of the acceptance by the public of this type of residence 
that regulations to establish satisfactory and sanitary installations were 
developed. 

It is as important to maintain a mobile home in proper sanitary condition 
as a private residence. 

20.1.4 Water-service conneetion is that portion of the water-supply piping 
which extends as a single terminal under the trailer for connection with the 
trailer-park Avater-supply system. 

This is well regulated by most health departments. See Chap. 21 for 
additional information. 

20.1.5 Administrative Authority. The administrative authority is the 
individual, oflScial, department, or agency established and authorized by a 
state, county, city, or other political subdivision to administer and enforce the 
provisions of the plumbing code as adopted or amended. 

► The regulations for mobile homes are not so simply enforced as regu- 
lations for a residence. 

Unless standards are developed and accepted by the Mobile Homes 
Manufacturers Association and by the nonassociation manufacturers, 
enforcement is left to local authorities. 

This becomes a burden on the buyer, as in most cases he is ignorant of 
local plumbing-code laws and only becomes acquainted when he is 
informed that he is not permitted to park his trailer coach in the county 
or must undergo a plumbing change to meet local ordinances. 

A national standard governing the plumbing requirements will benefit 
the public at large. 

20.1.6 Drainage system means and includes all the piping within or attached 
to the trailer which conveys sewage or other liquid wastes to and including the 
sewer connection. 

20.1.7 Plumbing. Plumbing is the practice, materials, and fixtures used in 
the installation, maintenance, extension, and alteration of all piping, fixtures, 
appliances, and appurtenances in connection with any of the following: sanitary- 
drainage or storm-drainage facilities, the venting system and the public or 
private water-supply sy^stems, within or adjacent to any building, structure, or 
conveyance; also, the practice and materials used in the installation, mainte- 
nance, extension, or alteration of the storm-water, liquid-waste, or sewage and 
water-supply systems of any premises to their connection with any point of 
public disposal or other acceptable terminal. 

20.1.8 Potable Water. Potable water is water which is satisfactory for 
drinking, culinary, and domestic purposes and meets the requirements of the 
health authority having jurisdiction. 

20.1.9 Left side of trailer is defined as the side farthest from the curb when 
the trailer is being towed or is in transit. 
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ROAD SIDE OR LEFT SIDE 20.1 9 



► Figure 20-1 shows the location of the sewer connection and water- 
service connection on a trailer coach as required in paragraphs 20.1.3 and 
20.1.4. The sewer connection must be on the left side of the trailer, 
which is the road side. The water connection must be at least 6 feet from 
the sewer connection, toward or at the rear of the trailer. 

20.2 General Regulations 

20.2.1 Plumbing Systems. Plumbing systems, including repairs and addi- 
tions, hereafter installed shall conform with the provisions of this chapter. 

► For definition of horizontal or vertical pipe see Fig. 1-48. 


20.2.2 Horizontal Drainage Piping. Horizontal drainage piping shall be 
run in practical alignment at a uniform grade. 

► A grade of to 3-^ inch per foot will provide a scouring effect and keep 
the piping clear and be less apt to have stoppages. 

20.2.3 Obstruction to Flow. Any fitting, or connection which has an 
enlargement, chamber, or recess with a ledge, shoulder, or reduction of the pipe 
area, that offers an obstruction to flow through the drain or any fitting, trap, 
or connection that offers abnormal obstruction to flow is prohibited. 

► Many coaches have had specially made fixtures and fittings installed, 
only to find later that stoppages are frequent, because the system was 
improperly designed. 
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20.2.4 Supports. Piping shall be securelj’^ supported to keep it in alignment 
without undue strains or stresses, and provisions shall be made for expansion 
and contraction during travel. 

20.2.5 Freezing. All piping and fixtures Nvhiich would be subject to freezing 
temperatures when traveling through cold climates shall be insulated to preclude 
the possibility of freezing. 


► Electric tape or proper insulation will protect the plumbing system when 
traveling or while located in climates where temperatures might damage 
the system. 


20.2.6 'Workmanship shall be of such character as to accomplish the results 
sought to be obtained in this chapter. 

20.2.7 Light and Ventilation. Water-closet compartments shall be pro- 
vided with adequate light and ventilation. 

20.2.8 Ratproofing. All openings through which piping or other conduits 
pass through floors or walls shall be properly sealed with permanently attached 
collars of metal or other material that will prevent the passage of rats or other 
vermin. 

20.2.9 Equipment Condemned. Plumbing equipment condemned by the 
proper administrative authority because of wear, damage, or defects as a sani- 
tary or safety hazard shall not be reused. 

20.2.10 Connections to Plumbing System. All plumbing fixtures, drains, 
appurtenances, and appliances used to receive or discharge liquid or water-borne 
wastes shall be properly and individually connected by means of metal pipe or 
tubing to the common outlet of the trailer-drainage system. 

20.2.11 Sewer Connection. A watertight connection between the trailer- 
drainage system and the trailer-park sewer connection shall be made by means 
of a readily removable semirigid or flexible conneetor acceptable to the adminis- 
trative authority. 

20.2.12 Location of Piping or Fixtures. Piping, fixtures, or equipment 
shall be so located as not to interfere with the normal operation of windows, 
doors, or other exit openings. Operating devices shall be accessible for repair 
or servicing. 
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Figure 20-2 illustrates a connection at the trailer which should be 
either at a 46-degree angle or looking downward, so that there will be no 
kitilr or sag in the connection. A flexible connection is needed so that it 
can be adjusted to the desired distance. A suggested trailer-park outlet 
is shown. 
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Fig. 20-3 


Figure 20-3 shows a water connection. 


20.3 Materials 

20.3.1 Drainage and Vent Systems. Pipe and fittings for the drainage and 
vent sj’^stems shall be as provided in Chap. 3 of the Code and as follows; 

(а) Copper tube with sweated joints, drainage type. 

(б) Galvanized steel, galvanized UTOught iron, or galvanized ferrous alloy. 

(c) Lead pipe not less than inch wall thickness. 

(d) Fittings for the drainage system shall be American National Taper 
Threads, recessed type. Vent fittings may be galvanized, malleable, or 
cast iron. If lead is used, aU joints shall be wiped. Wiped joints shall 
have an exposed surface on each side of the joint not less than % inch 
and at least as thick as the material being jointed. 

20.3.2 Water Piping. Water piping shall be brass, copper, wrought iron, 
open-hearth iron, steel or copper tubing, type L, with appropriate approved 
fittings. All ferrous pipe and fittings shall be galvanized. 

The difference between a residence and a mobile home, in respect to 
kinds of piping and fixtures used, is the stresses to which these materials 
are subjected in a mobile home versus a stationary home. 
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In the case of drainage and venting, weight must be considered. 
Copper-tube pipe and fittings, type M, is of the least weight. 

Plastic tube might shortly provide an excellent piping for a mobile 
home; it is flexible and sufiSciently strong to withstand a great deal of 
shock. 

Plastic fixtures also are beginning to appear on the market. 

Water piping for a trailer must withstand all types of water character- 
istics, some of which might adversely affect the piping. 

The basis of selection of the proper type of piping for drainage and 
water supply for a trailer coach is somewhat different from that for a 
house. The location of the house is permanent, and the selection of 
piping should be based on local conditions and practices. A trailer coach 
may be moved from one part of the country to another and be subjected 
to aggressive waters as well as nonaggressive waters. Therefore, the 
selection of piping for a trailer should be on the basis of the life expectancy 
of the coach itself, and the piping should be so arranged as to be readily 
replaceable. 


20.3.3 Used materials are prohibited in the construction or installation of 
the water-supplj' system. 

► This paragraph refers specifically to potable-water-supply piping for 
mobile homes. Used piping from an xmknown source might bring 
contamination. 

Used pipe is equally tmdesirable in the drainage system. Used pipe 
might be partly clogged and therefore could cause trouble. 

20.4 Fixtures 

20.4.1 Quality of Fixtures, All plumbing fixtures shall be made of approved 
materials with smooth, impervious surface. 

20.4.2 Trailer-coach Fixtures. Plumbing fixtures installed in the trailer 
shall be of materials that will withstand road shock and be so attached to the 
structure of the trailer as to be resistant to vibration or settling. 

20.4.3 Resistance to Shock. Resistance to shock shall be determined by 
tests over a period of actual use of 1 year or by equivalent simulated laboratorj’ 
tests. 

20.4.4 Fixture Traps. Each plumbing fixture shall be provided with a trap 
containing not less than a 2-inch water seal. 

20.4.5 Location of Traps. Traps shall be so located as to preclude the 
possibility of trap-seal loss during transportation or ordinary use. 

The objectives in selecting fixtures for a mobile home are the same as 
for a stationary home : easy cleaning, smooth surface that will not absorb 
moisture nor cause odors, material that will resist discoloration. 

The trap should be so located and vented as to provide a trap seal at 
all times. 
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When a trap seal is lost, air currents might occur within the piping 
which would permit foul odors to enter the living space of the mobile home. 

20.4.6 Water Closets for Trailers 

(а) Water closets shall be constructed of such durable materials as to be 
transported in trailers over the highways without injury or impairing 
their capacity to operate. 

(б) Water closets shall not permit the spillage of trap-seal contents during 
transit and shall perform in a sanitary manner. 

(c) It should not be possible to flush a w'ater closet except when the trailer 
is connected at a trailer camp to a water-supply and sewage-disposal 
system. 

(d) Each water closet shall be provided with approved backflow or vacuum- 
breaker device to prevent contamination of the potable-water system. 

(e) Water closets shall be provided with a water supply adequate to thor- 
oughly cleanse the interior of the w'ater closet when the valve is operated. 



► Some special types of water closets for a mobile home are the grinder, 
water-operated, the marine, and the hopper type. 

Figure 20-4 illustrates a water-operated grinder closet. 



Fig. 20-5 
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Figure 20-6 illustrates an electrically operated grinder closet which 
combines the features of a regular wash-down bowl with an electric 
motor to operate the grinder. 


SHUTOFF 



Figure 20-6 illustrates another grinder-type closet. 

These closets have the dual purpose of utility and the disposal of food 
waste within the mobile home. These types have had limited acceptance 
for residences, as food-waste grinders are preferred in kitchens near the 
source of waste. 



Fig. 20-7 
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Manufacturers of mobile homes recognize the possibility of backflow; 
therefore above-the-rim faucets are usually provided for lavatories, sinks, 
and bathtubs and vacuum breakers for water closets with tanks or with 
flush valves. 

Figure 20-7 illustrates a valve for flushing trailer-coach water closets. 
This valve incorporates antibackflow features. This valve can be used 
safely on other supply piping to prevent backflow of polluted water into 
the potable-water supply system. 


20.5 Drainage Piping 

20.5.1 lustallation, Hori 2 ontal piping shall be installed at a uniform slope 
and in no case less than \i, inch per foot slope. 

20.5.2 The size of soil and waste piping shall be in accordance with Tables 
20.5 3 using Table 20.5.4 when necessary to determine fixture unit ratings 

Based on the values so established in Table 20,6.4, pipe sizes have 
been established for trailer coaches as given in Table 20.6.3. 


20.5.3 (See Tables 20.5 3,4 and fl.) 


Table 20.5.3A Size of Main Soil Stack 


Fixture Connection 

More than 6 fixture units connected to stack 
6 fixture units or less connected to stack. 
Lavatory branch waste and trap 
Sink branch waste and trap 
Shower branch waste and trap 
Bath branch waste and trap. . 

Water-closet branch waste; 

Four-unit type. 

Two-unit type. . 


Minimum Size 
(in.) 

3 

2 

m 

iy2 


3 

iVz 


Table 20.5.3B Trailer Fixture-irnit Ratings 


Fixtures Fixture Units 

Water closet with 3-in. integral traps 4 

Water closet with separate traps . 3 

Water closet, grmder type, with trap 2 

Lavatory with less than IJ^-in. outlet 1 

Sink with less than Ij^-in. outlet 1 

Sink with larger outlets 2 

Shower with less than 2-in. outlet 2 

Shower with 2-in. outlet. ... .3 

Bathtub with less than 2-in. outlet ... 2 


► Fixture-unit ratings for trailer coaches differ from standard-type fixtures 
because of the smaller-size fixtmre and the lower rates of flow. Standard- 
type water closets have been rated the same as for a house; however, 
trailer coaches are most often fitted with special-type water closets which 
prevent trap-seal spDlage during transportation. The most frequent types 
are the grinder type, the hopper type, and the marine type. 
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The rating of the various types has been established by preliminary 
flow test, and Table 20.6.4 establishes these values. 


20.5.4 Trailer-drain Outlet. Trailer-drain outlet shall terminate on the 
road side of the trailer at rear of wheel housing and be visible from the side of 
the trailer when in transit. Each outlet shall be provided with a tight cap or 
plug for closure when not connected to a sewer. The lap or plug shall be per- 
manently affixed to the trailer bodj''. 

20.5.5 Group Venting. A group of fixtures consisting of one water closet, 
or shower or bathtub, one lavatorj-, and a kitchen sink may be installed without 
individual fixture vents and as a stack-vented group. Each fixture branch shall 
be installed within the limits as given in Table 20.5.6. 

20.5.6 (See Table 20.5.6.) 


Table 20.5.6 Maximum Length of Unvented Branch Waste 

Size of Waste Pipe , Permissible Length 

(.in.) (ft) 




20.5.7 Fixture Branches. Fixture-branch connections at the stack shall be 
made by use of sanitary tees, and the branch drain shall be sloped not more 
than inch per foot. 


► This piping arradgenient is common to many trailers. 
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Mobile-home Parts Standards 


Introduction 

In the preparation of the site for a trailer camp there are a number of basic 
requirements that should be anal 3 ^zed before the actual design is made. Among 
the more important items the following are given as a guide : 

(a) Space requirements and locations for water-supply source. 

(b) Space requirements for the treatment plant in relation to water-supply 
source or location. 

(c) Location of treatment plant in relation to size of property, neighborhood, 
and trader-unit location, and particularl.v as it ap]ilics to the prevailing 
winds and the neighboring population. 

(d) Water-supplj’’ source and its relation to sewage treatment. 

(e) Prior to the preparation of the final trailer-park design, the tentative 
plans and specifications should be submitted to the state health depart- 
ment or the administrative authority having jurisdiction over this work. 

(/) If the trailer park is located within the city jurisdiction the lasmut should 
likewise be submitted and approved by the local plumbing department. 
The following standards have been prepared as a general guide for those who 
may wish to set up standards for trailer-park sanitary facilities. 

21.1 Method of Disposal 

21.1.2 Approval. It is recognized that the most satisfactorj’^ and desirable 
method of disposing of the sewage in a trailer camp is through a public sewer, 
and every effort shall be made to have these facilities extended within the camp, 
where possible. There is, however, the fact that this may be impracticable 
because a public sewer is not alwaj’^s available within a reasonable distance, in 
which case consideration should then be given to the construction of a commu- 
nity sewage-disposal system, the magnitude of which would depend upon the 
requirements of the state health department, the local authority having juris- 
diction over this installation, and the trailer-park occupancy. 

21.1.3 Plans and Specifications. In the preparation of the site plan it must 
be borne in mind that all the state health departments generallj’’ require the 
submission of complete specifications and plans showing in detail the entire 
sanitarj" facilities and water-.supplj* distribution for the project. 

► The modem type of trailer park is relatively new to general designers. 
The standard criteria for design are not readily applicable. 

21-1 
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Today mobile homes utilizing the trailer park will not always be equipped 
with all sanitary facilities; many are eqtiipped only with a small sink. 

More accurate information can be gathered by visiting some of the 
more up-to-date installations. 

Based on data available, the average occupancy per mobile home is 
persons and the average water consumption is 30 gallons of water 
per day per coach. 

To this, water requirements for park buildings, laundry, sprinkling, etc., 
must be added when figuring water-supply requirements for the park area. 


21.2 Recommended Procedures 

21.2.1 Detailed Information. Drawings and specifications should provide 
all necessary information, such as property boundar}”^ lines, orientation, grading, 
neighborhoods, usage of land within the adjoining neighborhood, name of 
ownership, architect’s name, engineer’s name, and all other pertinent data 
necessary for a thorough study of the project. 

21.2.2 Preliminary discussions with the authority having jurisdiction over 
this project should include the following; 

(а) Type of sewage-treatment plant. 

(б) General design of the sewage-treatment plant. 

(c) Minimum standards for sewer system. 

(d) Discussion of type and size of trailer park. 

(e) Prior to the preparation of the final trailer-park design the tentative plans 
and specifications should be submitted to the state health department or 
the administrative authority having jurisdiction over this work. 

(/) If the trailer park is located within the city jurisdiction, the layout should 
likewise be submitted and approved by the local plumbing department. 

► In estimating for plant design. Table A will provide approzimate data 
in order to compute costs. 


Table A. Data for Computing Trailer Camp Costs 


No. of 
trailers 

Ko. of 
persons 

Water usage 
(gal/ 

person /day) 

1 Sewage flow 
(gal /day) 

1 BOD 
Ob/day) 

Solids 
' (ppm) 

25 

75 

35 

2,600 

8.20 

3.80 

50 

150 

35 

5,000 

16.25 

3.70 

75 

212 

30 

6,750 

24.70 

4.40 

100 

275 

30 

8,500 

32.00 

4 30 

150 

415 

25 

11,250 

49.00 

5 40 

200 

540 

25 

14,000 

65.00 

5.30 

300 

SIO 

25 

18,000 

99.00 

6.00 

400 

1,140 

20 

23,000 

130.00 

0.50 

500 

1,350 

20 

27,000 

150.00 

G.50 
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21.3 Type of Disposal Plant 

21.3.1 Tj-pe of System. The local administrative authority will determine 
the actual selection of the plant and system to be used. 

21.3.2 Guide for Diseussion. The following represents a guide for discus- 
sion with the administrative authority who is thoroughly familiar with the 
local conditions. 

(a) Up to 75 trailers, the use of septic tank and either a tile absorption field 
or sand filter is recommended. 

(b) From 75 to 150 trailer units, sand filters should be selected; if there is 
space available, trickling filters preceded by an Imhoff tank will be 
desirable. 

(c) Above 150 trailer units, trickling filters and Imhoff tank is recommended, 
with the additional requirements of chlorination facilities to be included 
to reduce odors at such time as they may occur. 

(d) Activated sludge with separate settling antidigestion is recommended 
only where available space is restricted, where the maximum treatment 
is required for the operation of the park, where the adjoining neighbor- 
hood to the park limits the scope of operation, and where 200 or more 
trailer units are to be served. 

► A discussion covering the general subject of sewage treatment is given 
here, owing to the fact that state boards of health recognize the importance 
of a proper and adequate method of sewage disposal in rural areas where 
public sewers are not available. 

The main problem is to provide effective treatment of wastes from 
occupied trailers. This problem applies to motels as well. 

Various types of waste, organic and inorganic, are those from the human 
body, from water used for bathing, laundry, and scrubbing, and from 
cooking, food preparation, and dishwashing. 

Of the total liquid reaching the disposal plant, only about 0.2 per cent is 
solid material in suspension and solution which needs to be treated. Of 
this quantity of solids, only 26 per cent is removed by treatment, but this 
is the portion which is the source of pollution. The 0.2 per cent solids 
can be visualized as the equivalent of 3 tablespoons of vegetable and 
mineral matter placed in a barrel of water; nevertheless it would take 
only a fraction of the 3 tablespoons to contaminate the entire barrel of 
water. 

The process used to remove solids to satisfy the oxygen demand of the 
organic matter, thereby stabilizing the nitrogen-containing material and 
reducing the bacteria, is what is known as sewage treatment. 

The strength of the sewage to be treated is represented by the amount 
of oxygen needed to stabilize the oxidizable matter. This is called 
“biochemical oxygen demand” expressed by the letters BOD. 

The primary process in sewage treatment consists of settling of the 
greater percentage of solids. This generally is effected by gravity. 
However, BOD removal at this stage is a small percentage, as BOD is 
mainly developed by coUoidal or soluble material. 
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The secondary process of sewage treatment is oxidation; this is the 
breaking down of organic solids into stable organic minerals by the 
activity of the oxygen which has penetrated into the solid mass. 

This secondary treatment depends on an adequate supply of free air in 
order to maintain the bacteriological life which continues the treatment. 

The type of sewage-treatment plant to be established depends upon 
several local conditions: 

(a) Proximity to neighbors. 

(b) Point of discharge. 

(c) Size of plant needed. 

(d) If tile-fields are to be used, the ability of the ground to absorb pre- 
settled sewage is a determining factor. 

(e) Possibility of contaminating nearby wells or cisterns. 

When considering a discharge into a river or stream, an adequate 
amount of water for dilution, based on the lowest flow during dry seasons, 
is essential. 

Generally a flow equal to sixty times the sewage flow is considered a 
minimum for septic-tank discharge. 

In all cases the first factors are the standards and requirements estab- 
lished by the board of health having jurisdiction over the area. 


21.4 Selection of Plant 

21.4.1 Local Health Authority. Because of some specific needs in certain 
localities, the sj^stem to be installed in a particular trailer park should bo based 
on the recommendations of the local health authorities. 


► See Chap. 16, Individual Sewage-disposal System, for recommendations 
as to septic tanks. 

Where more than 76 living units are installed, it will be found that the 
Imhof! system will present many advantages which the individual septic 
tank does not have. 

Figure 21-1 illustrates a cross section of an Imhoff tank, each section 
arranged to perform a function. The center section is the flow chamber a 
through which the sewage flows. The solids settle, dropping through the 
slot b, into the digestion chamber c. In chamber c the sludge is digested, 
the gases which are generated rise to the surface and, because of the 
angle walls, are directed to the scum chambers d, one at each side of the 
tank. 

The shape of the tank may be roimd or rectangular. Generally, rec- 
tangular tanks are selected because of easier construction. 

The settling chambers of an Imhoff tank are smaller than those in a 
septic tank because the retention period required for an Imhoff tank is 
only 2 to 3 hours. 

The sloping sides e should be very smooth so that the settling solids 
will slide easily into the digesting chamber. 

The sloping sides are overlapped / to form a trap so that the rising gases 
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CROSS SECTION 

Fig. 21-1 

are drawn to the scum, chamber on each side of the tank and escape to 
the atmosphere g. 

The drawoff pipe is open at the top so that sludge will be permitted to 
find its balance and be readily withdrawn. The open top also permits 
redding of the drawoff pipe when it becomes clogged. 

The gas-vent area is important, since the gases must have free escape. 
If the area is insufficient, the gas may lift the scum, causing foaming. 

Temperature will have something to do with the speed of sludge diges- 
tion; cold climates will require longer periods of digestion than warmer 
climates, 

Imhoff tanks properly operated generally produce 60 to 60 per cent 
reduction of solids and 30 per cent reduction of biological oxygen demand. 

In the maintenance of an Imhoff tank the floor and slot must be cleaned 
regularly so that all solids readily drop to the digestion compartment. 
The scum chamber should be cleaned with a grease skimmer so that 
gases may escape readily. 

Imhoff tanks are used ahead of sand filters. Or they are used with 
trickling filters for gravity operation, which will require about 7 feet of 
drop from the sewer inlet to the sand-filter outlet or 12 feet drop for a 
trickling filter; otherwise pumping will be required. 

Larger treatment plants using Imhoff tanks will require the use of bar 
screens, sewage pumps, grease skimmers, trickling filters, and sludge- 
drying beds. 

The design of a treatment plant is a matter for a well-trained engineer 
aware of the requirements and hazards and competent to fulfill the regu- 
lations of the public health officials having jurisdiction. 
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21.5 Sewer Installation 

21.5.1 Separate Trenches. The sewer should be generally installed in a 
separate trench from the water-supph”^ distribution. 

21.5.2 Materials. The sewer shall be constructed of durable materials 
which are corrosion-resistant and shall be so installed as to remain watertight 
and be rootproof. 

► The requirements for paragraphs 21.6.1 and 21.6.2 are similar to those 
for residential installations. 


21.6 Materials 

21.6.1 Cast-iron Pipe. Cast-iron soil pipe and fittings with hot-poured 
leaded joints. 

21.6.2 Vitrified-clay Pipe. Vitrified-clay sewer pipe with hot-poured or 
precast bituminized joints. 

21.6.3 Bituminized-fiber Pipe. Bituminized-fiber sewer pipe with tapered- 
tj^pe couplings and fittings of the same material as the pipe. 

21.6.4' Asbestos-ccmcnt Pipe. Asbestos-cement pipe Avith rubber ring-type 
joints or concrete pipe with hot-poured joints. 

21.6.5 Filled-in Ground. Sewers installed in filled or unstable ground shall 
be of cast-iron soil pipe, except that nonmetallic drains may be laid upon an 
approved pad or piers. 

21.6.6 Calked Joints. Calked joints for cast-iron bell-and-spigot soil pipe 
shall be firmly packed with oakum or hemp and filled with molten lead not less 
than 1 inch deep. Lead shall be run in one pouring and calked tight. No 
paint, varnish, or other coatings shall be permitted on the jointing material 
until after the joint has been tested and approved. 

21.6.7 Hot-poured Joints. Material for hot-poured joints for clay pipe 
shall not soften sufficiently to destroy the effectiveness of the joint when sub- 
jected to a temperature of 160°F nor be soluble in any of the wastes carried by 
the drainage system. The joint shall be first calked tight with jute, hemp, or 
other similar approved materials. 

21.6.8 Tapered-type Joints. Joints in bituminized-fiber pipe shall be made 
AA'ith tapered-tj^e couplings and of the same material as the pipe. All joints 
between bituminized-fiber pipe and metal shall be made by means of an adapter 
coupling calked as required in paragraph 21.6.6. 

21.6.9 Asbestos-cement Joints. Joints in asbestos-cement pipe shall be 
made with sleeve couplings sealed with rubber rings and of the same composi- 
tion as the pipe. All joints between asbestos-cement pipe and metal pipe shall 
be made by means of an adapter coupling calked as required in paragraph 21.6.6. 

21.6.10 Cement Joints. Cement joints are permitted when sewers are 
installed in a separate trench from the water supply. 

21.6.11 Sanitary SeAcers. Sanitary sewers within the trailer-park area 
shall not recewe storm or surface Avater. 
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21.7 Slope on Sewer Installations 


21.7.1 Grade or Slope. Grade or slope for sewers shall be such as to main- 
tain flow velocities within sewers at the rate of not less than 2 feet per second 
when flowing fuU. 

21.7.2 Pipe Sizes. Table 21.7.3 is presented as a guide in computing pipe 
size in relation to slope. 

21.7.3 (See Table 21.7,3.) 


Table 21.7.3 Sewer-pipe Sizes 

Sewer Size (in.) Slope per Hnndred Feet (in.) 


4 

6 

8 

10 

12 


15 

8 

5 

m 

.3 


► The objective is to provide a slope to permit a flow of 2 feet per second 
when one-half- or one-fourth-full. 

21.8 Manholes 

21.8.1 Manholes. Manholes shall be provided in sewer installation in the 
following manner: 

(а) At the upper end of each main sewer line. 

(б) At the outer end of the main sewer. 

(c) At any point where the change of direction is 90 degrees or greater. 

(d) At each junction of two or more branch sewers. 

(e) At interv'als of not more than 400 feet. 

21.8.2 Laterals. Branch connections into main sewers or laterals shall be 
made by the use of 45-degree w^ms. Short tees are prohibited. 

21.8.3 Individual Trailer Units. Individual trailer units shall not be less 
than 3 inches in diameter, 

► When an individual branch to a trailer is installed at or J^-in. slope, 
a 3-in.-diameter pipe will safely carry the discharge of two complete 
bathrooms. 

21.9 Sewer Sizes 

21.9.1 The sewer shall be sized in accordance with sizes given in Table 21.9.2. 

21.9.2 (See Table 21.9.2.) 


Table 21.9.2 Size of Sewer 
Pipe Diameter (in.) No. of Trailer Units Connected 


4 

6 

8 

10 


50 
100 
400 
10,000 
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21.10 Trailer Outlet 

21.10.1 Traps. Each sewer lateral shall terminate with a P trap and then 
shall be extended to grade and terminate not less than 4 inches above grade. 

21.10.2 Protection. Extension through ground shall be protected by metal 
casing or concrete mount. 

► The metal casing or concrete mount is to prevent underground pipe 
breakage should the trailer wheels go over the outlet when it is being 
placed in position. 

21.10.3 Connector. Each outlet for trailer unit shall be provided with a 
flexible connector furnished by the traUer-park operator. 

21.10.4 Automatic Disconnection. Flexible connectors shall be so 
arranged as to readily clamp into the trailer-coach outlet and the connection 
so designed that in case of emergency, such as fii’c, trailer coach may be pulled 
out and the connection automatically disconnected without damage to piping 
or trailer coach. 

► The automatic disconnection is provided so that, in the event of fire, 
a truck can be quickly hitched to the burning coach and can pull it away 
from adjacent trailers. 

21.10.5 Length of Connector. Sewer outlet for connecting each trailer 
shall be located centrally so that a flexible connector of sufficient length (pro- 
vided by the trailer-park operator) may connect with the trailer sewer outlet 
located on the right side of the trailer and just behind the wheel housing. 

21.11 Water-supply Distribution 

21.11.1 Private Water Supply. Where connection to a municipal water 
supply or public water system is not possible, it is essential that certain precau- 
tions be taken in the development of individual supplies. Consideration must 
be given to the hydrological, geological, and bacteriological factors affecting 
the quantity and quality of available water. In many cases specific information 
on these matters may be obtained from the state or local health authorities. 
In any event, such authorities should be consulted prior to the development of 
any individual water supply. 

Chapter 18 on water-pipe sizing may be used in computing distribution 
piping for a trailer-park system. Use the fixture imits assigned to trailer 
coaches and the curves for water-pipe sizing. A trailer coach usually 
uses slightly less water than fixtures in a private home. 

21.11.2 Contamination. A ground-water supply should be properly 
located, constructed, and operated in order to be safeguarded against 
contamination. 
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21.11.3 Information. No matter what state or territory, the board of health 
has available data concerning public water s 3 ^stems and supplies. All can be 
obtained from these authorities merely by asking, and the specific regulations 
are available as well. 


^ See Chap. 16, Individual Water Supply, for detailed information and 
guidance. 

21.11.4 Health Department. When it is desired to build a trailer park, 
the state will be glad to furnish data as to probable sources of water supplJ^ 
Thej" have records on nearbj’- wells and can give some ideas on possible depths 
for potable water, as well as possible volumes available. They can offer recom- 
mended methods on the construction of the wells. This information is also 
available from any experienced drillers in the area. 

21.11.5 Consultation. It is desirable that the state board of health be con- 
tacted regarding the possibility of obtaining water, before there is any commit- 
ment to purchase property for a trailer park, as lack of a proper water supply 
will nulhfy the use of the land for trailer-park purposes. 


21.12 Materials 

21.12.1 Materials. Material for water-distributing pipes and tubing shall be 
brass, copper, cast iron, wrought iron, open-hearth iron, or steel with appropriate 
approved fittings. All threaded ferrous pipe and fittings shall be galvanized 
(zinc coated) or cement lined. When used underground in corrosive soil, all 
ferrous pipe and fittings shall be coal-tar enamel coated and the threaded joints 
shall be coated and wrapped after installation. 

21.12.2 Water Characteristics. When selecting the material and size for 
water-supply pipe, tubing, or fittings, due consideration shall be given to the 
action of the water on the interior and of the soil, fill, or other material on the 
exterior of the piping. No material that would produce toxic conditions in a 
potable-water system shall be used for water distribution. 


21.13 Potable Water 

21.13.1 Potable Water. The water shall contain no chemical or mineral 
substances capable of causing unfavorable physiological effects on those con- 
suming the water. 

21.13.2 The water shall be free from pathogenic bacteria and other disease- 
producing organisms. 

21.13.3 Chlorination. The well should be chlorinated after construction or 
repair to remove any contamination which may have gained access to the supply. 
(State or local health department should be contacted relative to bacteriological 
testing.) 
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21.14 Control Valves 

21.14.1 Valves. In addition to the necessary valves on the distribution sys- 
tem each trailer-unit outlet shall be provided with a %-inch control valve. 

21.14.2 Backflow. Each outlet valve shall be constructed so that backflow 
cannot occur from surface-contaminated water or any other source. 

► See “cross connections” for guidance in the design of the water- 
supply piping. 

21.14.3 Stop and Waste Valves. The use of ordinary stop and waste 
valves where aspiration or backflow can occur into the potable-water system is 
prohibited. 

21.15 Trailer-outlet Connector 

21.15.1 Distance. The trailer outlet shall have a distance of separation from 
the sewer outlet of not less than 5 feet. 

21.15.2 Disconnection. The flexible connector between trailer-park outlet 
and trailer-coach outlet shall be of a type to readily permit quick attachment 
and in the event of emergencj' where a trailer coach may be pulled out it shall 
be so arranged to automatically disconnect without damaging the piping or 
trailer coach. 

► Automatic disconnect on the water supply is for the same purpose as on 
the sewer connection. In the event of fire, the burning coach can be 
pulled out quickly without damaging the park’s water-piping system. 

21.15.3 Location. Trailer outlet shall be located at rear of lot. 

21.16 Miscellaneous 

21.16.1 Fire Protection. In the design of the water-distribution system in 
a trailer park, consideration for fire-outlet stations throughout the park should 
be considered as they apply to location and quantity of water necessary during 
an emergency period. 



Part Three 


TECHNICAL SECTION 



CHAPTER 2 2 


The Building Drainage System 


22.1 Introduction 

A general idea of the hydraulic and pneumatic phenomena that occur in the 
sanitary drainage system of a building is necessary before a detailed discussion 
of the various parts of the system is undertaken. The phenomena that occur 
in such drainage systems are very complicated and, for the most part, are not 
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STACK-RENTED SYSTEM 
Fig. 22-1. Stack-vented system. 


amenable to rational analysis because of this complexity. Essentially the prob- 
lem is to design the system so as to use the smallest pipes that are consistent 
with rapidly carrying array the rvaste rvater from individual fixtures ndthout 
clogging the pipes, vithout producing excessive pressure fluctuations at points 
rvhere the fixture drains connect to the stack which might reduce the water seals 
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of the fixture traps sufficiently to permit positive-pressure fluctuations to force 
sewer air back through the fixtures into the rooms, and without creating imdue 
noise. 

In its simplest form, a building drainage system consists of a building sewer, 
a building drain, a soil or waste stack, horizontal branches or fixture drains, and 
vents. The drainage system of a large building will consist of one or more build- 
ing drains, each of which may have a number of primary and secondary branches, 
and any number of soil or waste stacks, each of which in turn may have any 
number of horizontal branches. See Fig. 22-1 for the diagram of a simple stack- 
vented system for a two-story single-family residence. The general nature of 
the hydraidic and pneumatic phenomena that occur in such a system will be 
considered in what follows. 


22.2 Nature of the Drainage Phenomena 

1. Nonpressure Drainage Systems. First of all it should be noted that 
the drainage system of a building is, almost without exception, a nonpressure 
system (pressure drainage in the building drain and sewer and in the lowest 
part of the stack can be used to advantage in certain cases in large buildings). 
By this we mean that the drainage pipes do not flow full, so that hydrostatic 
pressures cannot exist in the system. It is essential, for example, that the stack 
should not flow more than one-fourth to one-third full if excessive pressure fluc- 
tuations and noises in the system are to be avoided (see Chap. 25.) A fixture 
drain may flow full during part of the time when the flxture to which it is 
attached is discharging, the discharge from a fixture drain or horizontal branch 
may occasionally fill the stack into which it empties at the level of the connec- 
tion, and the occurrence of a hj'draulic jump in the building drain or sewer may 
fill the cross section of the drain or sewer when the flow is unusually heavy. 
Nevertheless we can say in general that the system is a nonpressme system. 

2. Demand and Drainage Loads. A single-family dwelling will contain 
certain plumbing fixtures — one or more bathroom groups, each consisting of a 
water closet, a lavatory, and a bathtub or shower stall; a kitchen sink; and a 
set of laundry trays. It may also have an extra water closet and lavatory in 
the basement. Large buildings will also have other fixtures, for example, slop 
sinks. The important characteristic of these fixtures is the fact that they are 
not used continuousl 3 ^ Rather they are used with irregular frequencies that 
vary greatly during the day. This fact is brought out forcibl}" by a continuous 
record of water demand in a residence (see Fig. 24-9). In addition, the various 
fixtures have quite different discharge characteristics, both as to the average 
rate of flow per use and as to the duration of a single discharge. The result is 
that, while it is possible to specify what the maximum possible rate of flow in 
the sj'stem might be — the flow produced by aU the fixtures in the building 
operating simultaneously — the probability of this occurring is negligible under 
almost any circumstances of service use, and for large buildings with many 
plumbing fixtiues, this probability' becomes vanishingly small. Some idea of 
this can be obtained bj' considering a hypothetical sy'stem consisting of 100 water 
closets, each of which is discharged at random once in 5 min on the average. 
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each use lasting for 9 sec. Under these conditions, the probability of finding 
none, one, two, three, four, etc., of the water closets in simultaneous operation 
at any arbitrarily chosen instant of observation is shown in Fig. 24-1. The 
figure shows that we are more likely to find three of the water closets in simul- 
taneous operation than any other number. Furthermore, as we go to larger 
and larger numbers of water closets in simultaneous operation, we find that the 
probability of these occurrences falls off rapidly. For 10 water closets, for 
example, the probability is approximately 0.06 per cent. This shows that it 
would be absurd to design the system to carry the discharge of all 100 water 
closets operating simultaneously. How to select a reasonable number for 
design purposes will be shown in Chap. 24. 

3. Traps and Trap Seals. The next thing to note is that, while waste 
water from the various fixtures must be able to flow freely through the drainage 
system to the street sewer, nevertheless some means must be provided for pre- 
venting sewer air from passing back through the fixtures to the rooms of the 
building. This is invariably achieved by the use of fixture traps, the com- 
monest form of which is a U-shaped tube of the same or approximately the 
same diameter as the fixture drain, inserted beUveen the drain and the fixture 
(see Fig. 27-1). The outlet of the U-shaped trap being at a higher level than 
the bottom of the U, there remains a water seal in the trap after the fixture 
has discharged. The existence and maintenance of this water seal impose on 
the drainage system the requirement that pressure fluctuations in the system 
due to the discharge of fixtures must not be sufficiently great at points where 
fixture drains and horizontal branches connect to the stack to suck so much 
water out of the trap seal that subsequent slight positive fluctuations will force 
sewer air through the seal into the room. 

The discharge from an individual fixture takes place through the fixture trap 
and drain, the latter being laid to a slope that may range from, say to H iu. 
per ft, or even more under special circumstances. The discharge from the fix- 
ture may or may not fill the sloping drain completely. The discharge from 
most fixtures, such as lavatories, bathtubs, and sinks, starts off at a maximum 
rate and graduallj'' tapers off, finally diminishing to a trickle which is called 
trail flow. This trail flow plays an important part in maintaining a safe trap 
seal in lavatories and some other fixtures, 

4. Flo^v- in Stacks. The flow in the drain empties into the vertical stack 
through a stack fitting, which may be a long-turn tee-wye or a short-turn or sani- 
tary tee. Each of these fittings permits the flow from the drain to enter the 
stack with a component directed vertically downward, the first-named more 
than the second. Depending on the rate of flow out of the drain into the stack, 
the diameter of the stack, the type of stack fitting, and the flow down the stack 
from higher levels, if any, the discharge from the fixture drain may or may not 
fill the cross section of the stack at the level of entry. In any event, as soon 
as the water enters the stack, it is accelerated downward rapidly by the action 
of gra^^ty, and before it has fallen very far, it has assumed the form of a sheet 
around the wall of the stack. This sheet of water continues to accelerate, its 
thickness being roughl 3 ' in inverse proportion to its velocity, until the frictional 
force exerted bj' the wall of the stack on the falling sheet of water equals the 
force of gra'vdtj’’. From that point on — ^if the distance through which the water 
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falls is great enough — the sheet will remain unchanged in thickness and velocity 
until it reaches the bottom of the stack, provided that no flows enter the stack 
at lower levels to interfere with the sheet. The ultimate vertical velocity that 
the sheet attains is called the “terminal velocity,” and the distance through 
which the sheet must fall to attain this terminal velocity is called the, terminal 
length. This distance is roughly of the order of a one-story height for a two- 
story residence. 



Fig. 22-2. Interference of flows at junction of horizontal branch and stack. {National 
Bureau of Standards.) 

At the center of the stack is a core of air which is dragged along with the 
water by friction and for which a source of supply must be provided, if excessive 
pressure reductions in the stack are to be avoided. The usual means of supply- 
ing this air is through the stack vent, as the portion of the stack above the 
highest fixture connection is called (see Fig. 22-1). The sucking of the air into 
the stack requires that a pressure reduction exist inside the stack at its upper 
end, and this pressure reduction is provided by the frictional effect of the falling 
sheet of water in dragging the core of air along with it. 

If the falling sheet of water passes a stack fitting during its fall, some of the 
water ma 3 ’^ be thrown out into the core of air as a result of the sheet of water 
striking the lower edge of the side inlet of the stack fitting. Thus there will fre- 
quentlj' be irregular masses of water falling through the central core of air. 
This water will ultimately return to the sheet flowing down the wall if the dis- 
tance of fall is sufficientlj' great, say betw-een one and two stories, at least. 
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If the sheet of water falling down the stack passes another stack fitting 
through which the discharge from a fixture is entering the stack, the water from 
the branch mixes with or deflects the rapidly moving sheet of water. Which- 
ever way we picture the process, an excess pressure in the drain from which the 
water is entering the stack is required to deflect or mix with the sheet of water 
flowing downward, and the result is that a back pressure is set up in the branch, 
which increases with the rate and velocity of flow down the stack and with the 
rate of flow out of the drain. This problem will be discussed in more detail in 
Chap. 25. 

This type of interference of flows is shown in Fig. 22-2. Here water is flowing 
down the stack from higher levels, and water is entering the stack from the 
drain on the right. The shadows in the picture give an idea of the interference 
of the two flows. This interference causes the water to boil into the entrance of 
the left-hand branch. Note the level of the meniscus in the manometer tube — 
near the top of the picture — showing the considerable back pressure developed. 

5. Flow in the Building Drain. When the sheet of water reaches the 
bend at the bottom of the stack and is turned at approximately right angles into 
the building drain, if the thickness of the sheet of water is not too great, the 
sheet will make the turn without leaving the wall of the pipe, even at the top 
elements of the cross section. However, after it has traveled a distance equal 
to a few diameters in the drain, it will have left the upper part of the cross sec- 
tion and will flow at high velocity along the lower part of the cross section (see 



Fig. 22-3. Flow around glass bend at bottom of stack. (National Bureau of 
Stayuiards.) 


Fig. 22-3). Obviously the slope of the building drain will not be adequate to 
maintain the velocity that e.xisted in the sheet when it reached the bottom of 
the stack. The result is that the velocity of the water flowing along the build- 
ing drain and sewer decreases slowly with a corresponding increase in the 
wetted cross section, until a point is reached at which the depth of flow increases 
suddenly, often suflSciently to fill the cross section of the drain. This phenom- 
enon is called a hydraulic jump (see Fig. 22-4). The drain may then tend to 
flow full in the downstream direction, large bubbles of air moving along with the 
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Fig. 22-4. Hydraulic jump in glass building drain. {Nalional Bureau of Standards.) 



Fig. 22-5. Flow in building drain 108 drain diameters from stack. (National Bureau 
of Standards.) 



Fig. 22-6. Flow in building drain 324 dram diameters from stack. (National Bureau 
of Standards.) 


water at the top of the section. Often, however, particularly if the drain is 
large enough to carry the flow adequately, the cross section will be filled at the 
point of the jump by what might be called the “rebound” of the water; but, if 
the drain will carrj' the discharge without filling the pipe, the water will fall 
away from the upper part of the cross section, and the drain will flow but partly 
full from that point on. Conditions at sections considerable distances down- 
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stream for the same flow conditions shown in Figs. 22-3 and 22-4 are shown in 
Figs. 22-5 and 22-6. 

Any blocking of the cross section of the building drain or sewer will have an 
important effect on the pneumatic pressures in the lower part of the stack. A 
similar effect will be produced if the street sewer is flowing so full that the end 
of the building drain is flooded, so that air carried along with the water in the 
drain cannot pass freely into the street sewer. 

6. Pneumatic Pressure Conditions in Stack and Building Drain. So 
far we have discussed mainly the flow of waste water in the drainage system 
from the individual fixtures to the street sewer. We now undertake a brief 
consideration of the pneumatic pressures in the stack and drain. We consider 
first the pressure conditions in a stack and in a building drain in which the water 
does not fill the cross section anyv^here, so that the air can flow reasonably 
freely along with the water. We shall assume that waste water is entering the 
stack from a horizontal branch high up on the stack but that the flow from the 
drain does not fill the cross section of the stack at the level of entry. The water 
flowing down the wall of the stack drags air with it by friction and carries it 
through the building drain and sewer to the street sewer, which it enters freely 
if the building sewer is not submerged by the flow in the street sewer. When 
the air stream passes along the building drain and sewer, the conditions are 
somewhat different, for then the air is partly in contact with the moving stream 
of water under it and the stationary wall of the pipe above it, so that its move- 
ment will be somewhat retarded, and there will be a tendency for a positive 
pneumatic pressure to build up. 

If air is to enter the top of the stack to replace that which is being carried 
along with the water, there must be a pressure reduction inside the stack. This 
pressure reduction is very small, however, amounting to only a small fraction of 
an inch head of water, considering the head loss necessary to accelerate the air 
and also to provide for the energy loss at the entrance. What causes appre- 
ciable pressme reductions is the partial or complete blocking of the stack by 
water flowing into the stack from a horizontal branch. The magnitude that 
these pressure reductions can attain is shown in Fig. 22-7 [22-1].* It can be 
seen from the figure that the pressure reduction reaches a maximum value a few 
feet below the level at which the water enters the stack and then decreases 
gradually. Under the conditions of Dawson and Kalinske’s tests, the pressure 
reached atmospheric about halfway down the stack and then became increas- 
ingly a pressme increase toward the base of the stack. The pressure increase 
was due to some sort of blocking of the air flow in the building drain, and its 
effect extended for some distance back up the stack. The authors state: 
“Tests showed that if for any reason the house drain or sewer was submerged, 
or became entirely filled during flow of water down the stack, the pressures 
near the bottom of the stack rose to extremely high values. For instance, the 
pressure at the bottom of the 3-inch stack and in the house drain itself was 
about 45 inches of water for a rate of flow of 50 gallons per minute when the 
house sewer was submerged and without vents.” 

In view of the fact that pressures in the stack must be kept within about 1 in, 
of water above or below atmospheric pressure at the points w'here fixture drains 

* Numbers in brackets refer to the bibliography at the end of the book. 
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Fig. 22-7. Pneumatic pressures in stack below point of water entry. 
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Fig. 22-S. Pneumatic pressures in 2-jn. stack and 3-in. building drain due to discharge 
of a water closet. 
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enter the stack if the trap seals are to protect the interior of the building from 
the influx of server air, the significance of the foregoing figures is apparent. 
This consideration is extremely important in deciding upon the order in which 
the fixture drains from the water closet, bathtub, lavatory, and kitchen sink 
shall connect with the stack in a stack-vented system. 

A small increase in pneumatic pressure will occur in the building drain or 
building sewer even if there is no complete blocking of the air flow by a hydraulic 
jump or by submergence of the outlet end of the building sewer. This is due to 
the decrease in the cross section available for air flow when the water flowing in 
the drain has adapted itself to the slope and diameter of the drain. This effect 
is shorvn in Fig. 22-8, taken from experimental work by Wyly at the National 
Bureau of Standards on a system consisting of two 2-in. stacks and a 3-in. build- 
ing drain [22-2). Unfortunately similar data on 3-in. stacks or larger are not 
available, but the principles involved will be shown just as clearly from the 
results on the 2-in. stack. 

If there is a running trap in the building drain or if the street sewer submerges 
the outlet of the building sewer, a large positive pressure will be created in the 
building drain when a sudden discharge comes down the stack. This can be 
relieved to a considerable extent bj’^ a vent near the bottom of the stack. If a 
running trap is used, then this should be vented at its inlet end. Even then a 
considerable pressure is created in the drain when the discharge from a water 
closet strikes the inlet end of the running trap. Water from the discharge of a 
toilet on the second floor has been seen to jump up through the running trap 
vent to a height of at least six feet when the surge struck the inlet end of the 
trap. 

7. Flow in Fixture Drains. The flow in a fixture drain requires special 
consideration. Here a single fi.xture discharges through a drain, with a trap 
between the fixtm'e and the drain. In one sense tire determination of the siae 
of drain required is a relatively simple problem, since the fixture drain need be 
adequate to carry the discharge only from the fi.xture to which it is attached. 
However, because of the problem of self-siphonage (see Chap. 27), it is advisable 
to select the diameter of the drain so large that computations indicate that it 
should flow little more than half full imder the maximum discharge that is likely 
to be imposed on it by the fixture. 

Nevertheless, with a fiLxture drain we cannot, as we can with the building 
drain and sewer, simply compute the size of pipe that is required to carry the 
design load at not more than half depth. A lavatory drain, for example, that is 
capable of carrying the same steady rate of flow that we take as the load from a 
lavatorj' may still flow full over part or all of its length. There are several 
reasons for this. The vertical component of the flow out of the trap into the 
drain tends to make the water attach itself to the upper elements of the drain, 
and once attached there, the water is reluctant to release its hold. The result is 
that, if there is not sufficient air aspirated through the overflow, the pipe will 
flow full for part of its length, the average velocits’^ of flow being less than the 
normal velocity for that rate of flow in the given drain at its given slope. 

Furthermore, if the drain is connected to the stack with a long-turn tee-wye, 
the stream of water striking the fitting is apt to close off the entire cross section. 

If the fixture considered is a water closet, the surge of water from the closet 
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will continue almost without change even along a very long drain until it 
reaches the stack. Tests with a 3-in. transparent water-closet drain at the 
National Bureau of Standards showed this to be the case, even when the drain 
was 32 ft long and had a right-angled bend in it [22-3, page 27]. 

Thus it can be assmned for aU practical purposes that the surge caused by the 
discharge of a water closet through a fixture drain reaches the stack or a hori- 
zontal branch with practically the same peak it had when it left the fixture. 
There is no appreciable flattening of this type of surge in this part of the drain- 
age system (see Table 26-2), page 26-12. 

8. Flattening of Surges in Staek and Building Drain. Considerable 
flattening of the surges takes place, however, in the stack and building drain. 
The late Dr. Roy B. Hunter at the National Bureau of Standards conducted 
experiments on this phenomenon [22-4]. His results are given in Table 26-3, 
page 26-13. 

This flattening has an important effect on the capacities of the primary and 
secondarj’’ branches of the building drains in a large building covering a con- 
siderable ground area. This effect was taken into account in the loading tables 
of the Plumbing Manual, BMS66 [22-5]. 



CHAPTER 23 


Demand and Discharge Rates of Plumbing Fixtures 


23.1 Introduction 

The average values of the volume of discharge, rate of discharge, and time of 
discharge for one operation of a plumbing fixture are fundamental to any 
attempt to establish design loads. Two investigations of this subject made by 
the National Bureau of Standards for the Housing and Home Finance Agency 
have been reported in recent years but have been published only in abbreviated 
form by the latter agency [23-1, 23-2, 23-3].* 

There are so many variables that affect the demand and drainage loads 
imposed on a plumbing system by the various kinds of fixtures that the best that 
can be done is to determine average characteristic values for these quantities. 

The only fixtures that are relatively free from the influence of these many 
variables are those which are wholly automatic in their action or which operate 
automatically once they have been put in operation by someone. Even these 
are dependent upon the line pressure and upon their adjustment. 


23.2 Lavatories 

The discharge pattern of a lavatory is dependent on the length, diameter, and 
slope of the fixture drain, on the type of stack fitting used, on the type and 
diameter of the trap, on the height of the overflow connection to the tail pipe or 
on the absence of such an opening if the lavatory has no overflow, on the diam- 
eter of the outlet orifice, on the type of plug used, on the size and shape of the 
lavatory, and on the volume of water in the lavatory. 

It was concluded by Wyly and Hintz [23-2, page 45] from their tests at the 
National Bureau of Standards that good average values of the discharge rate of 
lavatories filled to the overflow is 10 gpm for 1%-in. outlet orifices and 7.5 gpm 
for 1 yi-in. outlet orifices. The rates for lavatories Avithout OA’^erflows are much 
greater than these values, because the absence of an overflow connection results 
in there being a subatmospheric pressure in the tailpiece at the level where the 
overflow opening is ordinarily located, instead of atmospheric pressure, so that 
the head tending to produce flow out of the lavatory is greater than it would be 
if there were an overfloAV opening. 

Tests show that the diameter of the outlet orifice almost entirely controls the 
rate of discharge of the lavatory. Wyly and Hintz showed that the exact form 
and size of the trap, drain, and tailpiece and the height of the orifice above the 

* Numbers in brackets refer to the bibliography at the end of the book. 
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trap weir had only small effects on the average rate of discharge, the extreme 
values obtained in their tests on a given lavatory having a orifice being 

9.96 and 10.18 gpm, when the lavatorj'- was filled to the level of the overflow. 
In these tests numerous changes were made in the trap, drain, and length of 
tailpiece. 

The volume of water contained in a lavatorj' filled to the overflow can be 
taken as about 1.5 gal, on the average. The time of emptj'ing, then, will be 9 
and 12 sec, respectively, for l%- and IVs-in. orifices, respectively. 

The lavatory is often used without the plug; that is, the water is allowed to 
run continuously at a low rate imtil the ablutions are finished. A rate of flow 
of 3 gpm appears to be about the maximum rate that is suitable for use in this 
way, if trouble from splashing is to be avoided. An average period of such use 
will be assumed as 15 sec. Then the average volume drawn at each such use 
would be % gal. 

Wjdj' and Hintz found that the average rate of flow from lavatories and bath- 
tubs could be expressed fairly well bj' the formula 

q = 4.33A Vh (23-1) 

where q = rate of discharge, gpm 

A = effective area of the outlet orifice, sq in. 

h — vertical distance from water surface to level of overflow connec- 
tion, in. 

The tests showed that the presence of the crossbar strainers in lavatories had 
little effect on the rate of flow but that, with laundry trays and bathtubs, the 
projected area of the crossbars must be deducted from the cross-sectional area 
of the orifice. 

23.3 Bathtub.^ 

The tests made at the National Bureau of Standards to determine the effect of 
different factors on the discharge curve of a bathtub were made mainly on a 
5-ft blaster Pembroke enameled cast-iron recessed bathtub with a 
orifice outlet. A similar tub with a 2-in. orifice outlet was also used. Only P 
traps were used in the tests. 

Owing to the location of the overflow opening into the drain, the vertical dis- 
tance between the orifice outlet and the trap weir has practicallj' no effect on the 
discharge curve for the tub. Neither does the exact form of trap used appear 
to have any appreciable effect. The discharge curve found for a round- 
bottomed tub, which was tested for comparison with the blaster Pembroke, 
when the same volume of water was discharged, differed onlj- slightly from that 
of the blaster Pembroke. 

Discharge curves for the blaster Pembroke tubs with lj.^-in. orifice and fl-in. 
orifice are shown in Fig. 23-1. The drain was Ij^'^ in. in diameter (nominal) in 
the one case and 2 in. in diameter in the other. The drains were 4 ft long and 
were laid at a slope of in. per ft. In each test, 40 gal of water was discharged, 
the initial depth being 10 in. 

The average rates of flow found for this tj’pe of bathtub are given in Table 
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Fig. 23-1. Discharge curve.s for bathtub. 


Table 23.1 


1 

Diameter of orifice 
and waste (in.) 

Initial depth of water 
in tubs, measured from 
outlet orifice (in.) 

f 

Average rate of flow 
during discharge 
(gpm) 

iM 

10 

14.0 


0 

12.4 

m I 

4 

11.1 

2 

10 

25.2 

2 

6 

22,3 

2 

4 

19.9 


lYyly and Hintz recommend the following characteristic values to be used for 
bathtubs when computing design loads [23-2]: 

For orifice outlet in, in diameter: 


Average discharge rate 12 gpm 

Volume discharged 21 gal 

Initial depth 6 in. 

Discharge period 1.7 min 

For orifice outlet 2 in. in diameter: 

Average discharge rate 23 gpm 

Discharge period 0.9 min 

Other quantities same as for in. 


23.4 Laundry Tubs 

TjTtical data on laundr 3 - trays obtained from tests at the National Bureau of 
Standards follow [23-2]. Discharge tests on a 24- by 20-in. tray with IJ^^-in.- 
diameter outlet orifice and containing 16.2 gal of water (depth 12 in.) -gave an 
average rate of discharge of 19.6 gpm, and the time of discharge was 49.8 sec 
when a lj<-in. drain 2 ft long and laid at a slope of in. per ft was used. A 
IJf-in. tailpiece and a cast-iron P trap were used. The stack fitting was a 
.sanitary tee (see Fig. 23-2). VTien a 2-m. drain was substituted for the IJ^-in. 
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drain, everything else remaining unchanged, the average rate of flow was 
26.0 gpm, and the duration of the discharge was 26.0 sec. The use of a IJ^dn. 
two-piece tubing trap in place of the cast-iron trap increased the rate of flow by 
about 10 per cent. 




Fig. 23-2. Discharge curves for laundry tray. 


Tests to determine the effect of increasing the vertical distance between the 
trap weir to the level of the outlet orifice from the 4.5 in. used in the tests 
reported above showed that the effect could be represented by the equation 


9i 



(23-2) 


where gi and ga are the average rates of flow corresponding to the heights h\ and 
hi, respectively, of the outlet orifice above the trap weir. Tests were run with 
these heights varying from 4.5 to 10.4 in. 

As a result of their tests, Wydy and Hints recommend the following charac- 
teristic values for laundry trays with IJ^-in. orifice outlets; 

Average flow rate 16 gpm 

Volume of discharge 9 5 gal 

Time of discharge 35 sec 


23.5 Sinks 

The usual type of sink has two construction features that make it possible for 
its rate of flow to be unusually high. The first is the fact that the sink has no 
overflow passage connecting into the taOpiece below the outlet orifice, as is 
customary with bathtubs and lavatories. As a result, the head tending to 
produce outflow from the sink is measured from the water surface in the sink to 
approximately the level of the trap weir, depending somewhat on the conditions 
of flow in the fixture drain. Thus, there is a relatively liigh head acting on the 
water in the sink. 

The second factor, which is peculiar to sinks, is the removable basket strainer 
which can be used to change the effective diameter of the outlet orifice. If this 
strainer is removed when the sink is discharging, a very high rate of outflow is 
obtained. On the other hand, if the basket strainer is left in place, the rate of 
discharge is very much less, considerably less than when a flat strainer is used. 
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Discharge curves for three different conditions at the outflow orifice are 
shorn! in Fig. 23-3 for an American Standard P-7020 sink, 24 by 16 in., vertical 
distance from orifice outlet to level of trap weir 12 in., 13 '^-in. cast elbow trap, 
drain 1 ft long on slope of M in. per ft, stack fitting a 2- by long-turn 

tee-wj'e. The average rates of flow and the times of flow for a discharge of this 
sink under the conditions represented in Fig. 23-3 are as given in Table 23-2. 


Table 23,2 


Condition 

Avg rate of flow 
(gpm) 

1 Time of discharge 
(sec) 

Basket strainer out 

1 

24.5 

13.0 

Basket strainer in 

15.6 

20.5 

Flat strainer 

22.8 

14.0 


The flat strainer used in one of the foregoing tests was American Standard 
B987 with a removable perforated grid for sinks with a 3H-iii- outlet. The grid 
contained 43 holes, each 14 iii- in diameter. The outlet had a IJ^^-in. tailpiece. 
The basket strainer used is shown in Fig. 23-4. 

Decreasing the vertical distance from the outlet orifice of the sink to the level 
of the trap weir from 12 to 6 in. decreased the average rate of flow with basket 
strainer out from 24.5 gpm to 18.9 gpm. The equation 





(23-2) 


can be used to predict approximately the effect of changing this vertical distance. 

Tests made with different traps showed that the average rate of flow was 
affected less than 5 per cent by changing traps. This statement applies, of 
course, only to P traps 1)^4 in. in diameter. Changes in the slope of drains up 
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Fig. 23-4. Basket strainer used in tests. 

to 8 ft long used witli this sink also showed an effect of not over 5 per cent. The 
range of slopes tested was to in. per ft. 

As a result of these and other tests not reported here, Wyly and Hintz recom- 
mend the adoption of the following quantities for sinks for the purpose of 
computing design loads; 


Average rate of flow 22 gpm 

Volume of discharge 5.5 gal 

Time of discharge 15 sec 


23.6 Combination Fixtures 

In recent j'ears there has been a marked tendency to use combination fix- 
tures, such as double-compartment sinks and combination sink-and-laundry- 
tray fixtures. With these fixtures it is customary to tie the waste from one 
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compartment into the waste line of the other compartment just above the trap, 
so that the trap sen'es both compartments (see Fig. 23-5). 

T his arrangement has one result that does not occur with a single-compart- 
ment fixture. If one compartment of the combination fixture is discharged 
with the stopper of the other compartment out, this reduces the head acting to 
produce outflow to the vertical distance from the outflow orifice to the level of 
the opening of the waste from the compartment not discharging into the 
vertical leg of the waste from the compartment discharging. If the stopper is 



TIME IN SECONDS 


SINK 




TRAY 


5"I 



Fig. 23-5. Discharge curves for combination sink and tray. 


in place, on the other hand, then the head is measured from the outflow orifice 
to approximatelj' the level of the trap weir. This peculiarity of combination 
fixtures adds to the complexity of the flow conditions that are possible with 
such fixtures. 

Wyly and Hintz at the National Bureau of Standards tested an American 
Standard cast-iron enameled 42- by 20-in. combination sink-and-tray fixture 
P-<'415. The tray was 5 in. deeper than the sink compartment. The 
u aste from the smk passed directly down into the trap, and the waste from the 
tray was brought into the vertical waste from the sink somewhat above the 
level of the outlet of the trap. The sloping fixture drain extended 2 ft beyond 
the trap, there being a 90° bend midway of the drain. The stack fitting was a 
long-turn tee-wj'e. Table 23-3 gives the results of some of the discharge tests 
conducted on this combination fixture: 
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1 Outlet orifice of tray 5 in. lower than that of sink. 

» Based on period of discharge from sink compartment. 
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If one compartment is discharged with the other compartment empty and its 
plug out, then the elevation of the drain has practically no effect on the rate of 
discharge. However, if, instead, the stopper is left in, the orifice of the com- 
partment not being discharged, then the elevation of the drain has a consider- 
able effect. Likewise, if both compartments are discharged simultaneously, the 
elevation of the drain has an appreciable effect on the rate of discharge. The 
reason for this is, of course, that, when the stopper is out of the compartment 
not being discharged, an atmospheric pressure exists at the point where the 
drain from the compartment not discharging connects to the drain from the 
compartment that is discharging, and this controls the head tending to produce 
flow out of the compartment, regardless of the elevation of the drain beyond 
this point. 

23.7 Water Closets 

1. Flushing Characteristics. The discharge of a water closet is a compli- 
cated hydraulic phenomenon. Because the discharge of this fixture is pro- 
duced by an infiow of water controlled by a flush tank or a flush valve, the 
nature of the discharge or flush is a function of the closet and the flushing device 
considered as a unit, not of either alone. Consequently, in order to produce a 
flush that will be, on the one hand, adequate to remove the contents of the bowl 
completely, and on the other hand, economical in its use of water, the flushing 
de\dce and the closet must be designed for use as a unit and, when a flush valve 
is used, must be adjusted to give the most effective results at the prevailing 
pressure in the supply line. 

The water closet is the only commonly used plumbing flxture that depends on 
self-siphonage (see Fig. 23-6). Initially the water in the bowl stands sub- 
stantially at the weir crest. When the flushing device is tripped, water enters 
the bowl through the rim passage and orifices, washing down the interior surface 
of the bowl, and also through the jet chamber and orifice in those bowls which 
utilize the jet. The jet is directed into the upleg of the siphon and, by mixing 
with the water in the leg, imparts momentum to this water in the direction of 
discharge, thus tending to produce a quick priming of the siphon. 

Successive stages in the flushing operation are shown in Figs. 2S-6A, B, and 
C. Figure 23-6d. shows the situation just after the flush has started. Water is 
entering the bowl through the rim orifices and through the jet orifice. The 
water level has increased slightly above the initial level, and water is flowing 
over the weir at a slow but increasing rate. This sheet of water carries air 
with it as a result of friction from the siphon, and the downleg of the siphon is 
so shaped that this sheet of water closes the entire cross section of the downleg, 
thereby preventing the backflow of air up this leg to replace the air that is 
carried out by the sheet of water. As a result, the initial air space in the siphon 
is quickly filled with water, and the siphon begins to act, discharging water from 
the bowl at a much faster rate than it enters the bowl. This condition is shown 
in Fig. 23-6B. 

At this stage of the flush all the water initially in the bowl should have been 
removed, and the water remaining in the bottom of the bowl should have come 
from the flushing device during this operation. The water level in the bowl has 
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now fallen below the upper wall of the trap at the entrance, and air passes up 
the leg of the trap, as shown in Fig. 23-6(7, breaking the siphon and reducing the 
rate of flow sharply. Then part of the water in the upleg of this siphon reverses 
its direction and flows back into the bottom of the bowl, partially refilling it, 
and still further refill comes from the slowly ceasing inflow from the flushmg 
device. 




Fig. 23-6. Stages in the flushing of a water-closet bow'l. 

The entire operation occupies a time interval of, say, 9 to 15 sec, depending on 
the bowl and the flushing device used. If a flush valve is used, the time of its 
operation is practically the same as that of the bowl. If a flush tank is used 
instead, its time of emptying is practically the same as that of the operation of 
the bowl, but, after the flushing action has ceased, the tank requires 1 to 2 min 
to refill, because the rate of inflow to the tank is much less than the maximum 
rate of flow through the flush valve. As a consequence of this, the individual 
lines supplying flush valves must be considerably larger in diameter than those 
leading to flush tanks. 

A great deal of consideration has been given as to what constitutes an ade- 
quate flush. For very low constant rates of flow into the bowl, the sheet of 
water falling through the downleg of the siphon is not able to close off the cross 
section of the downleg of the siphon, and the water simply spills steadily over 
the weir of the siphon, as shown in Fig. 23-6A. As the constant rate of inflow 
is increased, siphon action starts, as described above, but the rate of supply to 
the bowl is not at first sufficient to maintain the siphon action. As a result of 
this, intermittent siphon action occurs, the level of the water in the bowl rising 
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and falling periodically. If the inflow is controlled by a flush valve or a flush 
tank, and if rate of flow during the first part of the flushing action is only suffi- 
cient to maintain this intermittent siphon action, this may result in a rate-of- 
flow curve having two peaks, the completion of the flushing action occurring 
before any further peaks can occur (see Fig. 23-7) [23-4]. This type of discharge 
curve does not yield a good flush. 
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Fig. 23-7. Discharge curve for water-closet bowl. 

If now the constant rate of inflow is increased still further, a point will be 
reached at which the inflow is sufficient to maintain steady siphon action, and 
the water level in the bowl falls until it is lower than the lip of the siphon. At 
this point air passes into the upleg of the siphon and halts its action. This 
condition gives the best flush. 

Now, if the constant rate of inflow is raised above the value that produces the 
condition described in the preceding paragraph, the water level in the bowl 
builds up in order to provide an additional head to increase the rate of flow 
through the siphon, and effective cleansing action does not occur. 

The following is quoted from "Recommended Minimum Requirements for 
Plumbing" [23-4, pages 79, 80]: 

“The most certain and efficient cleansing of the water-closet bowl occurs 
when there is a strong siphon action in the first two or three seconds, followed by 
a period of weak or broken siphon action, during which the bowl is practically 
empty, and this in turn is followed by a second siphon action. These charac- 
teristics appear in the rate curves as a maximum point on from the second to the 
fourth second, followed by a minimum or decided tendency toward a minimum 
point, followed by a second point lower than the first. The curves showing these 
maxima and minima points as described are indicative of strong efficient flushes. 

“If the rate of supply is too low, a complete break in the siphon action occurs, 
and in extreme cases the minimum point approaches zero while the bowl is 
refilling, following the first siphon action. The result is an uncertain and 
sluggish flush. If the rate of supply is too high, the siphon action becomes con- 
tinuous with the bowl partially filled until the end of the flush. This may 
result in paper and fecal matter being floated in the bowl to settle at the bottom, 
or at best to be drawn into the trap at the end of the flush, and in an incomplete 
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refill, due to the flush ending with a strong siphon action. The curves showing 
a single maximum, with no tendency toward a minimum point are indicative of 
rates of supply that are too high for the best results. The dividing line appears 
to be that which permits the discharge to drop from a maximum to an appro.xi- 
mately constant rate of flow. A rate lower than this permits the formation of a 
minimum. A rate higher than this gives a continuous rate of discharge approxi- 
mately equal to the maximum, which drops abruptly at the end of the discharge. 
The conclusion, therefore, is that a rate of supplj" that does not permit the 
formation of a minimum is unnecessarily high.” 

As regards the quantity of water, the rate of flow, and the time of flow, 
Hunter has the following to say [23-4, page 81]: 

“It is impossible to fix a definite value for either the rate of supply or the total 
quantity of water required which will give the best results for water-closets. 
These will varj’- with different bowls and conditions. There are, however, 
pretty definite limits within which the serviceable rates for all water-closets 
employed in these tests, and we believe all water-closets that should be approved 
for general use, faU. A study of the cmrves of discharge given will show that for 
washdown closets the curves indicating a strong efficient flush were obtained 
when the mean rate of discharge and approximately the mean rate of supply was 
between 27 and 30 gallons per minute. For siphon-jet closets the range is 
between 24 and 36 gallons per minute. This gives a mean value of approxi- 
matel}'' 30 gallons per minute as a rate of supply that, in general, will be satis- 
factory for either type of closet bowl. The quantity of water depends on the 
duration of the flush. The time varies from 6 to 10 seconds, the lower rate of 
supplj^ requiring, in general, the longer time. Considering this in connection 
with the curves of discharge indicates a range of from 3 to 5 gallons as a service- 
able quantity.” 

Thomas R. Camp, at the Massachusetts Institute of Technology, does not 
agree with the conclusions of Hunter as to the best form of rate curve for an 
efficient flush. As a result of experiments that he conducted for the Massa- 
chusetts State Association of Master Plumbers [23-5], he writes the following: 

“ . . . much time was spent during the early part of the Institute program 
studying unsteadj^ flow in an effort to produce an ideal rate curve for a flush. 
It was found desirable in these studies to use flush valves to furnish the supply. 
The supply was thus furnished at a variable rate during the flush, but not at a 
rate that could be made to vary in any desired manner. Changes in the shape 
of the rate curve were made by adjustments of the flush valve, by ehanges in the 
static pressrue, or by throttling the supply line by means of the flow regulating 
valve. . , . 

“In these experiments with unsteady flow, no evidence was found to support 
the findings of Hunter and Snyder that a second peak in the rate curve is desir- 
able. Efforts to produce a second peak were uniformly unsuccessful with the 
bowls and flush valves experimented with, but adequate flushes were produced 
over a wide range of operating conditions with rate curves having a single peak.” 

Much of Camp’s experimental work was published in Progress in Plumbing 
Research at the Alassachusetts Institute of Technology, Proceedings of the 
Fifth Conference of the Massachusetts State Association of Master Plumbers, 
1931, and in a paper. Plumbing Research at the Massachusetts Institute of 
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Technolog3^, Proceedings of the Sixth Master Plumbers Conference at the 
Massachusetts Institute of Technology, 1932. 

Camp then proceeded to conduct further tests, using constant rates of supply 
to the bou'l. Of the results of these tests, he writes the following: 

“ Adequate cleansing of all the bowls studied was accomplished with a con- 
stant rate of inflow just suflBcient to maintain steady siphon action, provided 
this rate of flow w'as maintained for a sufficient time to permit the water surface 
to be drawn to the bottom of the bowd and to remain there long enough for the 
last of the original bowl contents to pass up the siphon leg. Paper upon the 
water surface was used as an index to cleansing, and cleansing was pronounced 
effective when the paper sheets were removed. A rate of flush just sufficient to 
maintain steadj’’ siphon action is accompanied by a water level at or near the 
bottom of the bowl with steady flow conditions. Hence with a reducing rate of 
flow, there is danger that the siphon maj"- break before the water level reaches 
the bottom of the bowl, unless the rate is sufficiently high at the start of the 
flush, so that it will not be reduced below that required for steady siphon action 
until the flush is ended. 

“The superiority of a constant rate of supply to a variable rate was demon- 
strated in comparing the rate curves obtained with a quick-opening valve with 
those obtained by means of a flush valve using the same bowl. The best flush 
that was obtained with a flush valve on this bowl required 3.19 gallons and a 
maximum rate of discharge from the bowl of 39.4 gallons per minute. With the 
quick-opening valve an adequate flush could be obtained with a constant rate 
of supply of 18 gpm for a period of 9 seconds, a total of 2.7 gallons. The rated 
“safe economic flush” for this bowl is 20 gallons per minute for 9 seconds, and 
trial flushes of this size produced a maximum rate of discharge from the bowl of 
about 30 gallons per minute and a total quantity of 3 gallons.” 

Table 23.4 presents characteristic data for seven water-closet bowls tested by 


Table 23.4 Characteristics of Water-closet Bowls Tested by Camp 


Type of bowl 

Maximum 
diameter 
of passing 
trapway 
(in.) 

Trap- 

seal 

depth 

(in.) 

Safe 

economic 
time of 
supply 
(sec) 

Quan- 
tity of 
flush 
(gal) 

1 

Rate of 1 

flow 1 
(supply) 
(gpm) 

Peak 

dis- 

charge 

(gpm) 

Washdown, siphon action 1 
with jet, rear inlet. . . . i 

m 

3M 

9.0 

3.00 

20.0 

34.0 

W ashdown, siphon action ! 
with jet, rear inlet. . . .j 

IV 4 • 

2% 

7.5 

2.81 

22.5 

38.0 

Reverse trap, siphon ac- 
tion with jet, inlet. . . . 


2% 

8.0 

2.40 

18.0 

30 0 

W ashdown, siphon action 
with jet, spiral rim 
flow, rear inlet 

IM 

2% 

11.0 

5.90 

32.0 

46 0 

Siphon jet with two jet 
orifices, top inlet 

2Vs 

2% 

7.5 

3.44 

27 5 

47 0 

Siphon jet, top inlet 

2% 

2% 

8.0 

3.86 

29.0 

0 

Siphon jet, top inlet 


3H 

8.0 

3.60 

27.0 

46.0 
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Camp, illustrating the characteristics of bowls commercially available at the 
time his tests were conducted (early thirties). The results show what can be 
done b 3 " the use of a constant rate of supply instead of the usual flushing devices 
with their variable rate of flow. 

Wylj' and Hints at the National Bureau of Standards conducted a series of 
tests on water-closet bowls for the Housing and Home Finance Agency to deter- 
mine what performance might be expected of present-day bowls when used with 
the usual flush tanks and flush valves [23-1, 23-2]. The purpose of the tests was 
to determine the relative effects of certain factors on the flow characteristics of 
the bowls. No measurements were made to determine efficiency of flushing. 

2. Rate-of-discharge Curves Obtained with Two Different Bowls 
When Flush Tank Is Used. An American Standard Ejecto siphon vortex 
back-connected bon 1 was compared with a Crane Maurton reverse trap with jet 
bowl. The tank used in each case was an American Standard low^-type tank 
with an American Standard B-1942 Water Control ball cock. The results of 
the comparison are shown in Fig. 23-8 and in Table 23.5. The data given are 
the averages of three successive tests. 

35 
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Fiq. 23-8. Discharge curves for two different types of n ater-closet bowls with same 
low-hung back-connected flush tank. 


Table 23.5 



Siphon vortex 

Reverse trap 

Average volume of discharge, gal 

3 59 

3 96 

Average period of discharge, sec 

12 7 

17 7 

Average rate of flow, gpm 

16 95 

13 42 

Peak rate of flow, gpm ^ j 

30 

20 



The two bowls exhibited rate curves of the same general shape, but the 
reverse-trap bowl gave a much lower peak and a longer period of discharge than 
did the siphon-jet bowl. The maxima given here are less than those cited in 
the source, since in the latter the value taken was that jdelded bj^ the highest of 
the three rate curves, these being averaged to provide a single curve here. In 
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each group of three identical tests, the individual readings from which the rate 
curves were plotted agreed very well. 

3. Effect of Supply-line Pressure on Quantity of Water Discharged 
through Flush Tank. When a flush tank is operated, some inflow from 
the supply line occurs while the tank is still discharging, so that the actual 
volmne discharged is greater than the volume of water held by the tank. 
Because of this, there is a tendency for the volume discharged by a flush tank to 
be a little greater at high line pressures than at low pressures. To test this, the 
experimenters used a Crane Santonia close-coupled elongated siphon-jet type of 
bowl with a Crane low-type tank with a 2-in. outlet and an Indiana on-siphon 
ball cock. Line pressures of 30 and 70 psi (fixture not operating) were used. 
The comparative data obtained as a result of several identical tests are shown in 
Table 23.6. 

Table 23.6 


Line pressure 


30 psi ! 

70 psi 

Average volume of discharge, gal 

4 32 

4 53 

Average discharge period, sec 

' 11 7 

' 12 2 

Average rate of discharge, gpm 

1 22 2 

1 22 3 

Peak rate of discharge, gpm 

j 40-45 

! 40-45 

1 


4. Effect of Using Different Ball-cock Assemblies. A Crane Drexyl 
elongated siphon-jet bowl was used to study this matter. One of the baU cocks 
used was an elevated compound-lever type, similar to American Standard 
model B-1944. The other was an American Standard model B-1942 Water 
Control baU cock. The general pattern of the rate curves was found to be the 
same with these two baU cocks. The data obtained from several repeated 
tests with these two ball cocks are given in Table 23.7. 


Table 23.7 



Elevated 
compound lever 

American Standard 
Water Control 

-Average volume of discharge, gal . . I 

5 13 

4 94 

Average discharge period, sec. . . .! 

17.5 

15.3 

-Average rate of discharge, gpm 

17 6 

19.4 

Peak rate of discharge, gpm 

30 

30 


5. Relative Effect of Type of Supply. To investigate the relative effect 
on the rate cinve of a water-closet bowl using a flush tank or a flush valve, an 
American Standard Madera siphon-jet bowl was used (1) with a low-type 
.American Standard tank with 2-in. outlet and wdth an American Standard 
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B-1942 ball cock and (2) -witb a Coyne & Delany Presto No. 402 flush valve 
with 1-in. inlet and IM hi. outlet. An attempt was made to adjust the flush 
valve to give the same volume of supply as the flush tank, but this effort was 
only partly successful, with the result that the flush valve delivered about 8 per 
cent less water than the flush tank at a line pressure of 30 psi (fixture not oper- 
ating) . The results of these tests (three identical runs with each type of supply) 
are shown in Fig. 23-9 and in Table 23.8. 



Fig. 23-9. Effect on rate curve for water-closet bowl if using two different types of 
supph 


Table 23.8 



Flush tank 

Flush valve 

Average volume of discharge, gal 

3 65 

3 34 

Average discharge period, sec 

10 5 

10.8 

Average rate of flow, gpm 

20 85 

17.12 

Peak rate of flow, gpm 

1 

34 

31.5 


The data indicate that the rate curve for this water-closet bowl is only slightly 
affected bj"^ the type of suppl}^ used. 

Wj’ly and Hintz conducted another investigation of water-closet bowls, in 
this case studying what Camp has called the “safe economic flush,” in other 
words, the minimum flush that can be depended on to cleanse the bowl thor- 
oughly [23-3]. The safe economic flush must be expressed as a rate of flow 
multiplied by a time, even though the product yields a volume. 

In these tests they used a constant rate of flow, following Camp’s suggestion 
as a result of his tests [23-5]. Thej’’ controlled the rate of flow by installing both 
a gate valve and a quick-opening valve in the supply line, using the gate valve to 
give the desired rate of flow with the quick-opening valve wide open. 

In these tests the trap of the bowl was filled with water, and a test load con- 
sisting of two simulated feces, each about 4 in. long and % in. in diameter, and 
12 sheets of toilet paper was used. The material used to simulate the feces 
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consisted of asbestos fiber and wood shavings moistened until it had the con- 
sistency of putty. The sheets of toilet paper were crumpled in groups of three 
sheets. 

For any given rate of supply, the flush was considered adequate if the con- 
tents of the bowl were expelled as soon as, or slightly after, the water surface in 
the bowl had receded to the lip of the bowl. Tests were run with increasing 
rates of flow until this occurred, and the smallest flow for which this occurred 
and the period of flow were taken as the safe economic flush. 



Fig. 23-10. Rate meter used in tests at National Bureau of Standards. {National 
Bureau of Standards.) 

When an adequate flush had been obtained as described above, for a particular 
bowl, three consecutive runs were made, using the simulated test load. If all 
three flushes removed the contents of the bowl satisfactorily, a second series of 
three test runs was made without a test load, discharging into the rate meter 
shown in Fig. 23-10. From these runs, the discharge-rate curve for the bowl 
with constant rate of supply was obtained. 

Finally a few of the Irowls were tested with low-type flush tanks and with 
flush valves to determine whether the volume of flush that was found to be 
adequate vhen a constant rate of flow was used would also be adequate when 
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the bowl was supplied through the usual flushing devices. The test load was 
used in these runs. Three consecutive runs were made with each bowl and with 
each of the two kinds of flushing devices. 

In the tests using the tank supply, the tank was filled with the same volume 
of water that gave a safe economic flush with the bowl tested. Wlien the flush 
valve was used, the valve was adjusted to give the minimum quantity of water 
that would flush the bowl adequately. 

The results of the foregoing tests are given in Tables 23-9, 23-10, and 23-11. 
The outstanding fact that appears in Table 23-9 for the constant-rate supply is 


Table 23.9 Comparison of Volumes of Water Required for Safe 
Economic Flushes with Different Methods of Supply 


Type of bowl 

Type of supply 

j Volume required (gal) 

Constant rate 

Flush tank 

Flush valve 

Siphon jet 

Constant rate 

2.55 




Constant rate 

3 30 




Flush valve 



2 68 

Reverse trap . 

Constant rate 

2 83 




Constant rate 

4 21 




Constant rate 

2.39 




Tank 


2.82 



Tank 


2 22 



Flush valve 



3 88 


Flush valve 



2.45 

Washdown . . 

Constant rate 

3 04 




Constant rate 

3 13 




Tank 


3 08 



Flush valve 



4.71 

Blowout 

Constant rate 

1.86 




Constant rate 

1 94 




Flush valve 

I 

1 

i 

i 

3.66 


the small amount of water required to give an adequate flush with the two 
blowout bowls tested. In each case the volume required was less than 2 gal. 
Unfortunately this type of bowl is not designed to operate with a flush tank, 
because line pressure is required to make the jet function properly. The single 
blowout bowl tested with a flush valve did not yield such favorable results, 
since it used 3.56 gal for an adequate flush. Table 23-9 compares the volumes 
of water required with the different types of bowls and supply devices to give a 
safe economic flush. Unfortunately the bonds are not all the same for the 
different supply methods; so the results cannot be taken too literally, since 
there was an appreciable difference in performance of different bonds of the 
same type. 

The tj’pes of supplj’ used in the tests were (1) American Standard low tank 
equipped with American Standard B-1942 ball-cock assembly and (2) Coyne & 
Delanj' Presto No. 402 type SC valve. 
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Table 23.10 Safe Economic Flushes of Water-closet Bowls 
with Constant Rate of Supply 


Type of bowl 

Sup- 

ply 

time 

(sec) 

Dis- 

charge 

time 

(sec) 

Time 

to 

start 

siphon 

(sec) 

Time 

to 

expel 

load 

(sec) 

Volume 
required 
to flush 
bowl 
(gal) 

Avg 
supply 
rate of 
flow 
(gpm) 

Avg 
dis- 
charge 
rate of 
flow 
(gpm) 

Peak 
dis- 
charge 
rate of 
flow 
(gpm) 

Siphon jet 

6.2 

6.8 

5.5 

6.2 

2.55 

24.7 

23.8 

40.6 


8.9 

9.7 

8.3 

8.9 

3.30 

22.2 

21.4 

46.7 

Reverse trap 

7.4 

8.0 

6.2 

7.4 

2.83 

22.9 

21.3 

38.4 


11.3 

11.7 

11.2 

11.3 

4.21 

22.3 

22.1 

33.6 



8.8 

5.0 

7.7 

2.39 

18.6 

16.3 

25.9 

Washdown 


11.3 

7.0 

10.3 

3.04 

17.7 

16.6 

30.6 



7.5 

5.3 

6.2 

3.13 

30.3 

25.4 

49.6 

Siphon vortex 

mm 

13.13 

12.7 

10.9 

4.11 

22.6 

20.2 

39.9 

Blowout 

3.7 

3.8 

.... 

3.7 

1.86 

30.1 

36.0 

58.8 


3.9 

4.2 

.... 

3.9 

1.94 

29.8 

30.6 

57.5 


Table 23.11 Safe Economic Flushes of Water-closet Bowls 
wth Tank and Flushometer Valve Supply 


! 

( 

Type of bowl 

1 

Type of 
supply 

Time of 
discharge 
(sec) 

Time to 
expel 
load 
(sec) 

Supply 
required 
to flush 
bowl 
(gal) 

Avg dis- 
charge 
rate of 
flow 
(gpm) 

1 

Peak dis- 
charge 
rate of 
flow 
(gpm) 

Siphon jet 

1 

Flush valve 

6.0 

5.4 

2.38> 

I 

39.7 

46.9 

Reverse trap . . . . 

Tank 

9.0 


2.82 

19.4 

39.6 


Tank 

10.7 ! 

1 

2.22 

13.5 

21.1 

1 

Flush valve 

7.0 

... 

3.392 

29.1 

55.0 


Flush valve 

6.0 

5.4 

2.212 

22.1 

34.0 

Washdown 

Tank 

8.3 


3.08 

23.0 

48.4 


Flush vah'e 

10.8 

6.5 

4.18< 

23.2 

49.5 

Blowout 

Flush valve 

7.2 

6.4 

3.53= 

29.4 

75.5 


' The flushometer actually delivered 2.68 gal; 0.30 gal was excess trail flow. 
’ The flushometer actually delivered 3.88 gal; 0.49 gal was excess trail flow. 

* The flushometer actually delivered 2.45 gal; 0.24 gal was excess trail flow. 
‘ The flushometer actually delivered 4.71 gal; 0.53 gal was excess trail flow. 

* The flushometer actually delivered 3.56 gal; 0.03 gal was excess trail flow. 


6. Quantity of Water Needed for Flushing — Summary. It appears 
from the preceding data that a constant rate of flow during flushing is at least 
as economical in the use of water as is the variable rate furnished by the conven- 
tional supply devices, possibly better. However, more tests should be made 
with a greater variety of water-closet bowls and supply devices before any 
definite conclusion can be ventured. 

It seems to be a clear-cut fact, however, that it is possible to flush adequately 
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most of the water-closet bowls in use today in the United States with consider- 
ably less water than is ordinarily used. Even though it must be recognized 
that the line-pressure conditions are never the same in two different installations, 
and that hence a factor of safety must be used, it is still believed that economics 
in the use of water with water-closet bowls can be achieved relatively easily. 
It is a known fact that in European countries water closets are designed to use 
considerably less water than do the American closets, and apparently they give 
satisfactory service. Typical volumes of a flush for the British water closets 
are 2 and 3 gal [23-6], The best German water closets are even more sparing of 
water than this, using as little as 1.3 to 1.8 gal per flush [23-7], 

As a result of their tests, Wyly and Hintz suggest the following average 
values for the characteristic performance quantities of American water-closet 
bowls and flushing devices as manufactured and used today, excluding the blow- 
out type of bowl; 


Volume of discharge 3.8 gal 

Period of discharge 12.8 sec 

Average rate of flow 17.8 gpm 

Peak rate of discharge 33.4 gpm 


23.8 Shower Heads 

It is virtually impossible to set characteristic rates of flow or times of use of 
shower heads, since the rate of flow depends on the line pressure and the setting 
of the valve and the time of use per bath depends on the bathing characteristics 
of the user. Hence all that can be done is to set upper limits to these quan- 
tities. Tests on two shower heads of widely different capacities gave the 
results shown in Table 23-12. 

Table 23.12 


Degree of opening 
of control valve 

Line pressure 
(psi) 

I Flow rate (gpm) 

1 

American. Standard B-268 

Kohler K-7325 

One quarter 

30 

9.5 

1.0 

One half 

30 

11.8 

3.6 

Wide open 

30 

12.0 

4.7 

One quarter 

70 

15.0 

1.8 

One half 

70 

14.2 

o . 1 

Wide open 

70 

17.0 

5.2 


Babbitt [23-8, page 388] recommends providing for a supply of 20 to 35 gpm to 
a shower head. He also states that a pressure greater than 5 to 10 psi will prove 
uncomfortable to the bather and that pressures less than 2 to 3 psi may prevent 
a proper supply of water to a large shower head. 







CHAPTER 24 


Design Loads for Plumbing Systems 


24.1 Introduction 

The problem of determining the pipe sizes required for the different parts of 
the water-distribution and drainage systems in a building resolves itself into 
two parts; (1) determining what the design load is (i.e., the rate of flow for 
which a pipe should be designed) and (2), with the design load established, 
determining what the diameter of the pipe to be used should be. Of course 
there is also the problem of what material to use for the pipe, but that problem 
is beyond the scope of this chapter. 

The basic problem of determining the design load is the same for the water- 
distribution system in a building as it is for the drainage system, except that 
certain constants that specify the load-producing characteristics of the indi- 
vidual fixtures win be different in the two cases. Hence the following discussion 
is perfectly general, and the distinction will be made between the two systems 
only when the time comes to assign loading weights or “fixture-unit weights” to 
the fixtures. 


24.2 Determining the Design Loads for the Various Parts 
of a Plumbing System 

This problem is complicated owing to the fact that the plumbing fixtures, at 
least in a building which is intended primarily for human occupancy, are oper- 
ated intermittently and at irregular frequencies. The different kinds of fix- 
tures are not in uniform use during the day. Bathroom fixtures are commonly 
in most frequent use when the occupants arise in the morning and just before 
thej'- retire at night and, more recently, during intermissions on television pro- 
grams. Kitchen sinks are used intensively just before and after mealtime. 
Laundry trays are used most frequently during the latter part of the morning. 
And from midnight until about 6 a.m., there is relatively little use of the fixtures. 

The fact that the operation of the fixtiues is intermittent and that the total 
time they are in actual operation is quite small in comparison with the time 
they are not operating means that it is unnecessary — except for ver}”- small sys- 
tems and for individual fixture drains and supply lines — ^to design for the 
maximum potential load, that is, the flow that would be caused by all the fix- 
tures operating simultaneously. This is fortunate, for if it were necessary to 
design for this potential load, the sizes of the pipes would be much greater than 
is acluall 5 ' the case, and the cost of a plumbing system would be prohibitive. 

24-1 
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Some idea of the smallness of the design load in comparison with the potential 
load can be had by considering for the moment a hypothetical system consisting 
of 100 water closets, each of which operates at random with an average fre- 
quency of once every 5 min, each operation lasting 9 sec. It will be shown 
further on in this chapter that, if we observe the system at any arbitrarily 
chosen instant, we are more likely to find three of the water closets in operation 
than any other number (see Fig. 24-1). Now, for reasons that will be discussed 
later, we would design this S 5 ’^stem to serve eight water closets in simultaneous 
operation instead of tlrree, but, regardless of this, it is obvious that the number 
of fixtures for which we would design the system is very small in comparison 
with the number of fixtures on the system. 
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Three distinct methods have been developed for determining the design loads 
for the different parts of the water-distribution system and the drainage system 
of a building. 

1. The Empirical Method. In this method, for any given number of 
fixtures on the system, an arbitrary decision, based on experience and judgment, 
is made of the number of fixtures to be assumed in simultaneous operation. 
This is probably the best method to use for small numbers of fixtures. 

a. The British Method. A group of persons who were experienced in the 
design of plumbing systems have established a table of “probable simultaneous 
demands” corresponding to different potential loads (see Table 24.1) [24-1]. * A 
list of flow rates for the different fixtures heads the table. Then, considering 
the water-distribution system, we add the demands of all the fixtures that are 
served by a given pipe in the system, enter the table with the number of gallons 
per minute thus found, read the probable maximum simultaneous demand in 
gallons per minute, and design the pipe to carry this flow.f 

* Numbers in brackets refer to the bibliography at the end of the book, 
t A more recent method based on probability has been proposed at the Building 
Research Station in England. This method is described later in this chapter. 
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b. The Method of Dawson and Bowman. Analogous to this method is the one 
devised by Dawson and Bowman at the University of Wisconsin [24-2, 24-2A]. 
They prepared a table of the total number of plumbing fixtures of various kinds 
in single-family houses and in apartment houses containing up to six living 
units and specified the number and kinds of fixtures to be assumed in simul- 
taneous use for determining design loads. Lewis H. Kessler has used tliis same 
method [24-3, 24-4]. 

Table 24.1 
Discharge from Taps 

Approximate Discharge Required from Hot- or Cold-water Points 

Gpm 


Bath (private) 5 

Bath (public) S 

Sink 4 

Basin 2 

Shower spray 2 

Shower, 4-in. rose 4 

Shower, 6-in. rose 8 


Simultaneous Demand for a Number of Draw-off Points 


Discharge if all 
taps were run 
together (gpm) 

Probable 
simultaneous 
demand (gpm) 

Discharge if all 
taps were run 
together (gpm) 

Probable 
simultaneous 
demand (gpm) 

Up to 12 

! 

100% of the max possible! 

81 

37 

14 

13 i 

84 

39 

16 

14.5 i 

107 

42 

IS 

16 1 

123 

45 

20 

17.5 

142 

48 

23 

19 1 

163 

52 

26 

20.5 

1 188 

56 

30 

22.5 1 

216 

61 

35 

24 

248 

05 

40 

26 

* 286 

71 

46 

28 

! 329 

77 

53 

30 

1 378 

85 

61 

32 

1 435 

95 

71 

34 

) 500 

104 


j 

1 Over 500 

20 % of the max possible 


The simultaneous demand for a group of shower baths may exceed 90 per cent. 


2. The German Square-root Method [24-5]. This method takes as a 
unit of flow the discharge of a ^^-in, faucet under certain conditions, and a 
"load factor” of tmity is assigned to this rate of flow. For any other fixture 
having a different rate of flow, a load factor is established by taking the ratio of 
the flow of this fixtm-e to that of a %-in. faucet and squaring the result. Then 
the load factor for each kind of fixture in the building is multiplied by the 
number of that kind of fixture in the building served by the line in question, the 
products are smnmed, and the square root is taken. The result is multiplied by 
the rate of flow for the 3^-in. faucet to get the design load for the building drain 
or the main supply line to the building, whichever is in question. For pipes 
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that serve only part of the fixtures in the building, only those fixtures which arc 
served bj" the pipe in question are taken into account. The process of taking 
the square root allows in an arbitrary manner for the fact that the fixtures arc 
not all in simultaneous use. 

The algebraic details of the method follow: 

1. Assume a unit of flow, which is taken as the “normal flow” of a %-in. 
faucet. This is assumed to be 0.25 liter per sec, which is closely equivalent to 
4 gpm. This unit flow will be denoted by gi, and the load factor fi for this 
faucet will be taken as unity, 

2. Now assume that there are wi such faucets of this size supplied by the pipe 
for which the design load is to be determined. It is assumed that of these 
faucets may be found in simultaneous operation at any instant of observation. 
The design load will be then 

Q = qi Vymi (24-1) 

or, inserting the values of qi and fi, 

Q = i Vtu gpm (24-2) 

Now, by way of illustration, assume that there are also n .3 %-in. faucets 
served by this same supply pipe. It is assumed that a %-in. faucet imposes a 
demand of 12 gpm on the supply line when it is in operation. This is 1 % = 3 
times as great a demand as that of the %-in. faucet. The load factor for the 
%-in. faucet is taken as 3“ = 9. 

The design load for the two groups of faucets is given by 

Q = 4 V/mi + fiTii gpm or 4\/ni + Ous gpm (24-3) 

Hence, in general, for any number of the several kinds of fixtures that are used 
intermittently on the system, we have the formula for the design load 

Q = q V/im -f /sn? -k • • • 'k/.n,- gpm (24-4) 

As has already been stated, this method of computing the design load ignores 
the frequency of use of each kind of fixture, also the time interval required for 
one use of the fixture, but it takes into account the average rate of demand of 
each kind of fixture. It ignores the difference between public and private use. 
Its virtue is that it is easy to understand, since the complicated concepts that 
are involved in this application of the theory of probability are replaced by the 
arbitrary assumption that the maximum load that need be taken into account is 
given by a simple square-root relation. 

As with other methods, any continuous demands, such as supply to an air 
conditioner or a hose cock are taken into account by adding to the demand load, 
computed as described above, the loads imposed by these items. That is, if in 
addition to the loads imposed on the system by fixtures that operate inter- 
mittently for short intervals of time, we have n' outlets, each of which requires 
a continuous flow of q' gpm, then the total load for which the sj’'stem should be 
designed is 


Q = "vZ/ini -k /sw; -k • • • “k fitit -k n'q' 


(24-5) 
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Furthermore, in the application of this method, due consideration is given to 
special installations, such as batteries of lavatories or showers which may be 
subject to complete or nearly complete simultaneous use. Allowance is made 
for the demand of these groups of fixtures by multiplying the demand of each 
fixture by the number of fixtures, just as was done in the last term of Eq. (24-5). 

3. The Method of ProbabUity. The first application of the theory of prob- 
ability to the determination of design loads in plumbing systems appears to have 
been made by the late Dr. Roy B. Hunter at the National Bureau of Standards. 
This is the most accurate and rational of any of the three methods mentioned, 
for it takes into account factors that affect the design load which are ignored by 
the other methods. The first exposition of this method appeared in Minimum 
Requirements for Plumbing in Dwellings and Similar Buildings, published in 
1924 [24-6], The same presentation of the subject was given in BH13, Mini- 
mum Requirements for Plumbing, 1932 [24-7]. The method as presented in 
these two reports was incomplete and not so direct as the treatment given in 
Hunter’s later paper. Methods of Estimating Loads in Plumbing Systems 
[24-8]. In this paper there were given tables of load-producing characteristics 
(fixture-unit weights) of the commonly used plumbing fixtures and probability 
curves, wliich made it possible to apply the method easily to practical design 
problems. More recently there has appeared a brief and simple presentation of 
Hunter’s method. Fixture Unit Ratings as Used in Plumbing System Design 
[24-9], published in an attempt to make available an elementary explanation of 
this method. 

The French [24-10] and the Italians [24-11], possibly stimulated by Hunter’s 
use of the theory of probability in connection with the problem, have applied 
the calculus of probabilities to it. 

24.3 Application of the Theory of Probability to the Deter- 
mination of Design Loads 

1. Basis of the Method. In developing the application of the theory of 
probability to the problem of design loads. Hunter at the National Bureau of 
Standards first assumed that the operation of the principal fixtures making up 
the plumbing system could be considered as purely random events. While this 
is not entirely true, it nevertheless serves as a firm basis for the application of 
the theory to the problem, and approximate allowances can be made in some 
cases for deviation from complete randomness. He then determined the 
maximum frequencies of use of the principal fixtures that make up the load on 
the plumbing system in a residential building — flush valves, flush tanks, and 
bathtubs — ^basing his values of the frequencies on records obtained in hotels and 
apartment houses during the periods of maximum use. He also determined 
characteristic values of the average rates of use of water by the different fixtures 
and the time of a single operation of each. 

The theoretical development that is about to be presented applies only to 
large groups of fixtures, such as may be found in apartment houses, hotels, 
office buildings, etc. A rather obvious reason for this is that, although the 
design load is a load that has a certain probabilitj'^ of not being exceeded, never- 
theless it may be exceeded on rare occasions. With a system containing only a 
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few 6xtures, if it has beea designed in accordance with the theory of probability, 
the additional load imposed on it by one fixture more than is given by the theory 
of probability might overload the system sufficiently to cause inconvenience or 
even interfere with the operation of the drainage system. On the other hand, 
if we are dealing with a large system, an overload of one or several fixtures would 
scarcely be noticeable, if at all. 

Let us consider the water-distribution system of a large residential building, 
such as an apartment house or a hotel. In such a building the plumbing fix- 
tures will be subjected to congested use at certain times of the day. The 
plumbing fixture will consist mainly of large numbers of water closets, bathtubs, 
lavatories, sinks, etc. Our problem is to determine what design loads should 
be assigned to the various pipes in the distribution system if satisfactorj' service 
is to be rendered by the system. “Satisfactory service” has been defined by 
Hunter [24-8, page 8] “as that in which interruption in service because of con- 
trollable factors, such as sizes and arrangement of pipes, is infrequent and is of 
sufficiently short duration to cause no inconvenience in the use of the fixtures 
or any unsanitary condition in the plumbing system.” 

It will be assumed that the system will give satisfactory service, or will be 
“adequately designed,” if the pipes in the system are so proportioned that the 
system will supply satisfactorily the demand load for such a number m of the 
total of n fixtures in the building that not more than m fixtures will probably be 
found in simultaneous use more than 1 per cent of the time. Another way of 
expressing satisfactory service is “that in which interruption in service because 
of controllable factors, such as the sizes and arrangement of pipes, is infrequent 
and is of such short duration as to cause no inconvenience or any unsanitary 
condition in the plumbing system ” (24-8, page 8). 

The value of 1 per cent referred to above was chosen arbitrarily by Hunter in 
his pioneer application of the theory of probability to the problem of design 
loads in plumbing systems, and it has been used since 1940 by various construc- 
tion organizations of the Federal government with success, in the sense that the 
use of this value has not led to the underdesign of systems. However, it may 
well be that the systems are still being overdesigned, and it is quite possible 
that the value of 2 per cent might still yield adequate designs. Only continuous 
records of water demands and drainage loads in buildings containing large 
number of fixtures will afford the evidence necessary to check this. Such 
information is just becoming available. 

An additional consideration is the following: If the design load is exceeded, 
what will be the effect on the system? If the system comprises a large number 
of fixtures, and the value of m is established to meet the criterion stated in the 
preceding paragraph, then the probability of m -}- 1 fixtures being used simul- 
taneously is quite remote; the probability of m -b 2 fixtures being used simul- 
taneously is still more remote; etc. Slight overloads will have no appreciable 
effect on the system if the total number of fixtures is reasonably large. 

Kessler suggests the following principle* to assure that the flow of water to 
the fixtures shall be “adequate” or “ample.” “The architect should never 
permit installation of piping adequate for the use of only one principal fixture 

* Kessler is referring here to small buildings, i.e., those containing only a few 
plumbing fixtures. 
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at a time. He should, at the least, insist on piping adequate for average expected 
use, so that several fixtures can be used simultaneously. Piping adequate to 
supply all principal fixtures simultaneously, with some provision for planned 
future fixtures, should be encouraged; and when the budget permits, piping 
adequate .for carrying all principal fixtures simultaneously, with/ull provision 
for added facilities and extra capacity as a safety factor, to permit adequate 
flow even though scale and corrosion deposits accumulate with age, is desirable” 
[24-4, page 89]. 

2. Application of the Theory of Probability to a Simple System. We 
define a “simple system” as one (obviously a hypothetical one) which consists 
of fixtures of a single kind — ^let us say of flush-valve-operated water closets 
only. Let there be a large number n of these water closets on the system. Let 
T be the time in seconds, on the average, between successive uses .of each 
individual fixture. Let i be the duration in seconds of the demand on the supply 
system for each use of a fixture, i.e., the time occupied by a single flush. Then 
the probability p that one particular fixture will he found flushing at any arbi- 
trarily chosen instant of observation of the system is 



Likewise the probability that this particular fixture (or any other particular fix- 
ture) will not be found flushing is 

1 - P = 1 - (24-7) 

It will be shown later that suitable values for T and t are 5 min (500 sec) and 
9 sec, respectively. Then 

p = ^ = 0.03 and l - p = l _ 0.03 = 0.97 
for flush-valve operated water closets. 

Note that what the other n — 1 closets may be doing at the instant when the 
system is observed has nothing to do with the probabilities given by Eqs. 
(24-6) and (24-7). 

We next determine the probability that two particular water closets will be 
found flushing at any arbitrarily chosen instant of observation, disregarding 
what the other ra — 2 closets may be doing at this instant. We have already 
seen that the probabilitj- of finding the first of these two selected closets in 
operation is p. Likewise the probability of finding the second of these two 
selected closets operating is p. Then the probability that both of these two 
particular closets will be found flushing is p®, by the law of compound events. 
For the flush-valve-operated water closets, this is numerically 

p* = (0.03)* = 0.0009 

or approximately one part in a thousand. Similarly, the probability of finding 
three particular water dlosets flushing is p* = (0.03)’ = 0.000027. And the 
probability of finding all the n water closets flushing is (0.03)'*. • 
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We next consider the probability that two particular water closets, hut none of 
the other n — 2 closets, will be found flushing at the arbitrarily chosen instant of 


observation. 

Probabilitj- of finding the first closet flushing p 

Probability of finding the second closet flushing p 

Probability of finding the third closet not flushing \-p 

Probability of finding the fourth closet not flushing 1-p 

Probability of finding the fifth closet not flushing 1-p 

Probability of finding the nth closet not flushing 1-p 

The probability of this compound event being observed at the chosen instaut 
of observation is the product of the foregoing probabilities, or 

P = (1 - (24-S) 


For flush-valve-operated water closets, if n = 5, we have for this case 
(1 - = (1 - 0.03)3(0.03)= = O.OOOS2 

We can now pass to the more general case in which any two of the n water 
closets, but none of the other n —2 water closets, are found flushing at the 
arbitraril}' chosen instant of observation. It has already been shown that the 
probabilit 3 ’’ of finding two particular closets, but none of the other n ^ 2 closets, 
flushing is (1 — pY~-p-. Now there are as many waj'^s of selecting two closets 
out of n closets as there are combinations of n things taken two at a time. And 
in the general case, we are interested in determining how manj' waj's of selecting 
r things from a total of n things there are. Any book on probability will give 
the expression for this, which is 

(r) - (=*-» 

where is the sj'mbol for n things taken r at a time and ! is the symbol for 

“factorial,” To make this concrete; if n = 5 and r = 2, 

/;A ^ /5\ ^ 52< i . X3X2Xl ^ 

\rj \2j (2X1)(3X2X1) 

Thus, if 7i = 5 and r = 2, the probability that any two of the fire, hut none of the 
other three, closets will be found flushing at an arbitrarilj’' chosen instant of 
observation is 

10(0.97)3(0.03)= = 0.0082 

We can now write the perfeetty general expression for the probability that 
any r fixtures, and r only, out of a total of n fixtures will he found operating at an 
arbitrarilj^ selected instant of observation: 

Pr = (1 - p)"-^?’- (24-10) 

When we observe the sj'stem it is certain that we shall find some number r of n 
fixtures in operation, where r may have anj- integral value from 0 to n. In the 
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theory of probability, certainty is represented by the number unity. Hence if 
we sum all the probabilities represented by Eq. (24-10), which is the prob- 
ability of one particular event out of those just mentioned, we get the relation 

r — n 

V" = Y, (r ) ~ ^ 

r = 0 

IVe note also that Eq. (24-10) represents one term of and Eq. (24-11) represents 
the entire binomial expansion of [p 4- (1 — p)]", as ean be found from any text 
on algebra. Thus the distribution with which we have to do in this problem is 
of the binomial-expansion type. 

We are now able to see how to determine the number m of fixtures out of a 
total of n fixtures we should assume to be in simultaneous operation for the pur- 
pose of determining the design load for the system. Once we have established 
the value of m, the design load is found by multiplying m by the average rate of 
demand of one fixture 

Qd = mq (24-12) 

The criterion that will be used for adequate design has already been stated as 
follows: T/ie system will be considered to operate satisfactorily if it is so propor- 
tioned that it will supply adequately the simxdtaneous demand load for such a 
number m of the n fixtures comprising the system that more than m will probably not 
be found in simxdtaneous operation more than I per cent of the time. This condi- 
tion can be expressed as follows: 

P? + P’1 + P 2 + • • • + Pl-x +Pl^ 0.99 (24-13) 

m being the smallest integer for which this relation is true. In this equation, 
pS represents the probability of finding none of the n fixtures in operation, etc. 
The smallest value of m for which Eq. (24-13) is true gives the number of fixtures 
for which the system should be designed. 

Equation (24-13) suffices to yield the desired value of m, but the computation 
is extremely laborious, and methods of reducing the labor to a minimum have 
been developed. Tables are available giving the summation of the remainder 
of the series of Eq. (24-13), or 

Pl^x + Pm+2 + • • • + PC., + P" g 0.01 (24-14) 

which can also be written 

r = n 

2 O ~ pY~'P" g 0.01 (24-15) 

r = TO-M 

which corresponds to the form given in the tables of the binomial probability 
distribution [24-12], except that here the expression 1 — p replaces the symbol q 
in the tables. These tables give the summations for values of n up to 50. 
Another compilation of tables [24-13] gives the summations for n up to 150. 

Before proceeding with the practical process of determining design loads, 
we shall compute a few values of the probabilities in the series given by Ec). 
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(24-13) for the hypothetical sj^stem of 100 flush-valve-operated water closets. 
It was assumed that each closet in this system flushes with the average fre- 
quency of once in 300 sec and that each flush lasts for 9 sec. This gives the 
elementary probability p of finding a particular water closet in operation at any 
arbitraril}^ chosen instant of observation of %oo, or 0.03. 

Now the probability of finding none of the water closets in operation is 


p" = (1 _ p)-~0p« = (1 - p)" = (0.97) = 0.048 

(see Fig. 24-1). 

The probability of finding exactly one of the 100 closets flushing is 


Pi = (i) (1 - = 11 = 100(0.097)s»(0.03) = 0.1470 

Proceeding in the same way, for computing the probability of finding e.xactly 
two water closets flushing 


"• - (2) 


(1 - p)'‘ -p- = 


7i(n — 1) 
2! 


(I — p)'* ^p^ = 


100 X 99 


io.ory^ 

(0.03)2 = 0.2250 


and for the probability of finding exactly three of the 100 closets flushing 

= (0 ~ 3 ^ ^ (1 - pY-^P^ 

= (0.97)22(0.03)2 = 0.2270 

Proceeding in the same way, we compute the probabilities through pj^, and 
the results are given in Table 24.2 and Fig. 24-1. 

Table 24.2 Values of the Probability of Finding 0, 1, 2, . . . » 

10 Flush-valve-operated 'Water Closets out of 100 'Water 
Closets in Simultaneous Operation 


PolOO 

0 048 

pglOO 

0 , 0496 

Pi 

0.1470 


0.0206 


0.2260 

Jjglco 

0.0074 

PjIOO 

0.2270 

^^100 

0.0023 

P4100 

0.1705 

pjglOO 

0.00065 

pjlOO 

0.1013 




If we sum these probabilities, commencing with pj, we find that the smallest 
number of fixtures for which this sum exceeds 0.99 is 8. Hence we take 8 as 
the number of closets for the simultaneous flushing of which provision must be 
made in designing the system. The design load for the main supply pipe of 
this system is given by Eq. (24-12) 


Qd = mq = 8q gpm 
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where q is the average rate of flow in gallons per minute involved in the opera- 
tion of one flush valve. 

3. Application of the iNIethod to a Mixed System. Before we can 
determine the curves giving values of m for various values of n for the three 
kinds of fixtures considered here- 7 -flush-valve-operated water closets, flush- 
tank-operated water closets, and bathtubs — ^^ve shall have to assume suitable 
values of t and T for these fixtures. This has already been done for the flush 
valves. Hunter considered that problem at some length in his original paper 
[24-8] and settled on the values shown in Table 24.3. 

Table 24.3 Assumed Values of t and T for Fixtures 


Fixture 

t 

(sec) 

T 

(sec) 

t/T 

Flush valve 

9 

300 


Flush tank 

60 

300 


Bathtub 

60 

900 



120 

1,800 



These values are for congested use, for example, for the use of toilets in a 
public comfort station under rush conditions and for the use of bath-tubs in 
apartment house or hotel during the morning rising hours. These values of T 
are thus maximum values for all except very unusual conditions, such as 
an army barracks or in a school during recess. Such cases require special 
treatment. 

We can now proceed to determine the relation between vi and n for the fore- 
going three fixtures. The tables referred to earlier can be used for this purpose 
up to values of n of 150, but no higher. However, we wish to go to considerably 
higher values of n than this. For this purpose we resort to the Poisson exponen- 
tial summation, which is an approximation to the series given by Eq. (24-14) 
and yields values that are quite accurate for small values of p, saj'-, for p up to 
0.10 or 0.15 [24-14]. 

The curves given in Fig. 5 of reference 24-14 have been utilized to prepare 
Table 24.4, which forms the basis for computing the probability curves for the 
plumbing fixtures that will be considered in what follows. The vahies of np 
are those corresponding to the probability that more than m fixtures will not be 
found operating simultaneously more than 1 per cent of the time. These values 
of np versus m should not be used for probabilities p much in excess of 0.15. 
For p = 0.20, this method gives results that are about 10 per cent too high. 

To get the value of n corresponding to a given value of m, divide the value 
of a corresponding to the assumed value of m by the value of p for the type of 
fixture involved. 

Dui-ing the time that has elapsed since Hunter established values of the fre- 
quencies of use of the several fixtures, the time of one operation of each fixture, 
the average rate of flow of each fixture, and the total quantity of flow for one 
fixtore for a single operation, the design of plumbing fixtures has changed 
sufficiently that these values should be reviewed. However, that will not 
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Table 24,4 Values of np Corresponding to Values of m 
Poisson Probability Summation 


m 

a *= np 

m 

a = 7ip 

1 

0.25 

18 

10.30 

2 

.60 

20 

11.80 

3 

.95 

25 

16.25 

4 

1.35 

30 

19.50 

5 

1.85 

35 

23.45 

6 

2.35 

40 

27.50 

7 

2.90 

45 

31.55 

8 

3.50 

1 50 

35.65 

9 

4.10 

60 

44.15 

10 

4.75 

I 70 

52.85 

12 

6.00 

80 

61.55 

14 

7.42 

90 

70.3 

16 

8.85 

100 

79.0 


be done here, but the values adopted by Hunter and the curves that he derived 
will be followed since they have formed the basis of the loading tables in many 
plumbing codes, and the diSerence between his curves and those which might 
be derived as representing more nearly present-day conditions would not differ 
too seriously. The relations between m and n for flush valves, flush tanks, and 
bathtubs are given in Fig. 24-2. 



n 

Fiq. 24-2. Relation of design number of fixtures m to the total number of fixtures n 
simple system. 


The next step is to multiplj’’ the values of m corresponding to given value 
of 71 for flush valves by the average rate of flow that it is assumed each flusl 
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valve delivers during a flush. Follorring Hunter, we assume that this rate of 
flow is ? = 27 gpm. Performing this multiplication we get the cur%^e for flush 
valves in Fig. 24-3. We then carry out the same process for flush tanks and 
bathtubs, assuming that g = 4 gpm for flush tanks and q — S gpm for bathtubs, 
obtaining the curves for these fixtures in Fig. 24-3. 

Thus, if we had a system composed entirely of n flush tanks operating at the 
average frequency assumed — i.e., once every 5 min — we would enter the curve 
for flush tanks in Fig. 24-3 and read off the design rate of flow from the scale of 
ordinates in this figure. The same procedure can be used for bathtubs and 
flush valves. 



Fig. 24-3. Relation of design flow to total number of fixtures n, simple system. 

However, in practice, systems do not consist of a single type of fixture 
exclusively, but rather of numbers of lavatories, sinks, toilets, bathtubs, and 
various special fixtures such as slop sinks, etc. Now it would not be correct 
to pro'\nde a curve for each fixture such as shown for three types of fixtures in 
Fig. 24-3, to sum the rates of flow for each kind of fixture, and to add them. 
If we did this we should overdesign the system, for the addition of the design 
loads for several groups of -dift’erent kinds of fixtures making up a given system 
is not a matter of simple addition, because the probability function enters into 
the result. In other words, if we obtained a particular design load for n\ flush 
valves, another design load for ris flush tanks, and still another design load 
for Tij bathtubs on a given system, we cannot obtain the design load for the 
system as a whole by adding the three design loads thus found for the individual 
groups of different kinds of fixtures, since the true design load for the system 
niU be somewhat less than this sum. The actual procedure of combining the 
loads contributed by the different kinds of fixtures can be carried out by the 
tiiTOry of probability, but the process is too complicated to be of practical use. 

Hunter devised a very ingenious method of accomplishing this, however, 
by a simple process which gives results that are only approximate but which’ 
in the few instances tested bj^ comparison with the more accurate theory of 
prjability, yielded results accurate within K per cent. This accuracy is 
perfectly satisfactory for this problem in which we are dealing with uncer- 
tainties many times greater than this. 

Hunter conceived the idea of assigning “fixture loading factors” or “fixture- 
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unit weights” to the different kinds of fixtures to represent the degree to which 
they load a system when used at the maximum assumed frequency. It has 
been assumed by some that only the average rate of flow to or from a given 
fixture determines its loading effect on the system. It is easy to show' the 
falsity of this assumption bj’" considering a hj'pothetical system consisting of, 
say, 1,000 flush valves, each of -which is operated once every 5 min on the 
average and discharges 4 gal of -water at an average rate of 27 gpm in 9 sec. 
The demand of these 1,000 fixtures, or the drainage load, is the average rate of 
flow based on 4 gal used over a period of 5 min, or 1,000 Y. % = 800 gpm. 
Thus the rate of use of w'ater by these 1,000 fixtures used as assumed above will 
fluctuate around a flow of 800 gpm. 

Now assume the same system, but with the difference that the flush valves 
are now' assumed to operate on an average of once in 60 min. The average flow 
in the system is then 1,000 X 4/60 = 66.7 gpm. This result shows clearly 
that the frequency of use cannot be ignored -w'hen -we are dealing w'ith systems 
consisting of large numbers of fixtures. 

The loading factors or “fixture-unit ratings” of flush valves, flush tanks, and 
bathtubs as thej' relate to the supply system are determined as follows (see 
Table 24.5A, -which has been prepared from Fig. 24-3). First a fixture-unit 
rating or -w'eight of 10 is arbitrarily assigned to a flush valve. No-w it can be 
seen from Fig. 24-3 that the numbers of flush valves, flush tanks, and bathtubs 
that correspond to a flow' of 150 gpm are 57, 133, and 164, respectively. That 
is, the load on a system consisting of 57 water closets equipped w'ith flush valves 
and used w'ith the average frequency specified above would probably not exceed 
150 gpm more than 1 per cent of the time. The same is true for a system con- 
sisting of 133 W'ater closets equipped w'ith flush tanks or for a sj'stem consisting 
of 164 bathtubs. Similar values of n are determined for the three fixtures, 
flush valves, flush tanks, and bathtubs, for rates of flow' of 200, 250, and 300 gpm, 
w'hich cover an adequate range of flow's. These values are tabulated in Table 
24.5yl. 

Referring now to Table 24.5A and a flow' of 150 gpm, we multiply 10 fixtuie 
units by 57 and di-vide by 133 to obtain the corresponding fixture-unit rating of 
4.29 fixture units for flush tanks at this rate of flow. The other individual 
fixture-unit ratings in the table are computed in this way. 

It appears that the fixture-unit ratings of flush tanks and bathtubs increase 
relatively to the fixture-unit rating of flush valves as the rate of flow' increases. 
How'ever, the ratio appears to approach a limit for both flush tanks and bath- 
tubs, instead of increasing indefinitely. Hence the fixture-unit ratings for flush 
tanks and bathtubs are averaged over the range of flows considered, w'ith the 
results show'n at the bottom of Table 24.5 A. The uncertainties in the process 
of determining design loads are so great that there is no object in attempting to 
express fixture-unit ratings for these three fixtures closer than the nearest 
integer on the scale of 10 for flush valves. Hence the fixture-unit rating of a 
flush tank will be taken as the number 5 and that for a bathtub as the number 4. 
These are the same values adopted by Hunter [24-8, page 13). 

It must be emphasized that these fixture-unit ratings are not rates of flow but 
rather are pure numbers that express the loading effect of the fixtures to w'hich 
they apply on the plumbing system [24-8, page 13]. The sole purpose in intro- 
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ducing the concept is to make it possible to compute the design load directly for 
systems containing different kinds of fixtures, each having loading character- 
istics different from the others. The term “load factor” would probably be 
less misleading, but the terms fixture unit and fixture-unit rating have become 
so well established that no attempt will be made here to change them. 


Table 24.5/1 Relative Demand Weights of Fixtures 



Flush valves 

1 

1 Flush tanks 

1 

1 

Bathtubs 

Demand 

(gpm) 

Number of 
fixtures 

n 

Weight 

/ 

I 

1 

[ Number of 
' fixtures 
n 

Weight 

/ 

1 Number of 

1 fixtures 

1 n 

\ 

Weight 

/ 

150 

57 

i 

10 

133 

4.29 

1 

164 

- 3.48 - 

200 

97 

10 

187 

5.19 

234 

4,15 

250 

138 

10 

245 

5.63 1 

310 

4.45 

300 

178 

10 

307 

5. SO 

393 

j 

4.53 

Average weight 

Value selected 

10 

10 


5.25 

5 


“ 4". 15 

4 


Table 24.55 gives the number of fixture units fn ior each of the three kinds of 
fixtures under consideration for the number of fixtures n listed. For each type 
of fixture, the value of fn is obtained by multiplying the value of n by the 
integral value of / in the bottom row of Table 24.5A. The results are plotted in 
Fig. 24-4, 


Table 24. 5R Relative Demand Weights of Fixtures 



Flush valves 

Flush tanks 

Bathtubs 

Demand 







(gpm) 

n 

fn 

n 

fn 

n 

fn 

150 

57 

570 

133 

665 

164 

656 

200 

97 

970 

187 

935 

234 

936 

250 

138 

1,380 

245 

1,225 

310 

1,240 

300 

178 

1,780 

307 

1,535 

333 

1,572 


The general design-load curve can now be determined somewhat arbitrarily 
from Fig. 24-4, The portion of the curves in Fig. 24-4 from/n = 0 to /n = 1,000 
(the approximate point at which the curves cross) is plotted in Fig. 24-5. The 
Hush-valve curve is plotted as the upper branch in the figure, while the lower 
branch is an average of the curves for flush tanks and bathtubs in Fig. 24-4. 
Since water closets pro\dde the heaviest part of the load in inhabited buildings, 
tiw upper (flush-valve) branch should be used when the building in question is 
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pro-vaded with flush valves, and the lower branch should be used when the 
building is equipped with flush tanks. 

For very large buildings, lor which the range of fn in Fig. 24-5 is exceeded, the 
curves in Fig. 24-6 have been plotted, following the flush-valve curve in Fig. 
24-4 (extrapolated by computation), to a value of fn — 30,000. For compact- 
ness, the curve has been plotted in two parts, the first from fn = 1,000 to 
fn = 15,000 (read to left and upward), and the second from fn — 15,000 to 
fn = 30,000 (read to the right and downward). This covers the higher range of 
values of fn that is likely to be encountered in practice. 



Fxg. 24-4. Relation of design load to total fixture units on sj'stem. 



Fig. 24-5. Design loads versus fixture units, mixed system, middle part of curve. 

For small buildings it is often convenient to be able to read design loads more 
accurately than can be done by the use of Fig. 24-5. To meet this need, a third 
design-load diagram is given in Fig. 24-7 for a range of fixture-unit values up to 
200 . 

4. Wise and Croft Method. Another application of the method of 
probability has been made recently by Wise and Croft at the Building Research 
Station in England [24-151. Their application is to the determination of design 
loads under conditions of noncongested use, such as may occur in individual 
dwellings and apartment houses. They first obtained data as to the fre- 
quencies of use of water closets, lavatories, baths, and kitchen sinks under con- 
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fn (THOUSANDS) 



fn (THOUSANDS) 

Fig. 24-6. Design load versus fixture units, mixed system, high part of curve. 



Fig. 24-7. Design load versus fixture units, mixed system, lowest part of range. 


DESIGN-LOAD Q-GPM (HUNDREDS) 




24-18 


TECHNICAL SECTION 


ditions of normal family use in tke home. Records were kept between the 
hours of 5:30 a.m. and 10:30 a.m for each working day during a week by 108 
families living in individual houses and in apartments. The results are sum- 
marized in Table 24.6, which is taken from the paper by the inyestiptors. 


I ’ J 

Table 24.6 1 Frequency of Use of Fixtures in Flats i. ^ 
I during the Morning Peak j j j 


1 1 

j I 

Fixture 

Average for peak hour 
throughout the week 

1 

Average for worst hour 
in any day 

1 

No. of 
uses 

1 

Average time 
interval 
! between uses 
(min) 

No. of 
uses 

Average time 
interval 
between uses 
(min) 

Water closet 


1 20 

3.1 

19 

Lavatory 


! 33 

2.4 

25 

Sink 


38 

2.4 

25 


The average discharge rates and durations of discharge used by the investi- 
gators are given in Table 24.7. 


Table 24.7 Flow Rates and Durations of Discharge of Fixtures 


Fixture 

Discharge rate 
(gpm) 

Duration of discharge 
(sec) 

Washdown water closet: 

2 gal 1 

.80 

5 

3 gal 


7 

LavatorVy 1 . tmp l 

8 

10 

Bath, trap 

14 ' 

75 


12 j 

' 25 



Thus the probability of finding a particular 2-gal water closet flushing at any 
arbitrarily selected instant of observation is 5/(19 X 60) = 0.0044, at most. 
This may be contrasted with the corresponding probability of 0.03 chosen by 
Hunter to represent the same event under conditions of public congested use. 

The investigators state that one reason for the seemingly small use of the 
lavatory was the fact that the observers were asked to record only those 
instances when they filled the lavatory and then removed the plug. There were 
numerous instances when the user ran the water without using the plug, but the 
small rates of flow and short periods of such use produced little load on the 
system. 

The method used by these investigators is very similar to that used by 
Hunter, but there are several variations, the most important of which is the 














design loads for plumbing systems 


24-19 


adoption of frequencies of use of the different household fixtures that are charac- 
teristic of normal household use, rather than of public, congested use. 


Table 24.8 Probabilities of Simultaneous Discharge 
during the Morning Peak 


1 

1 

Fixture 

Duration 

of 

discharge 

i 

Interval 

between 

discharges] 

^ - L 

P rp 

1 

T 

Probability of finding 
r fixtures out of a 
total of 10 discharging 


t (sec) 

i 

1 

j T (sec) 

1 



1 ; 

r = 0 

r = 1 

;• = 2 

Water closet: 

2 gal ' 

5 

1,140 

1 

! 0.0044 

' 0.9956 

0.956 

0.0425 

0.000841 

3 gal 

7 

1,140 

1 0.0061 

0.9939 

0.940 

0.0576 

0.00159 

Lavatorj”- 

10 

1,500 

0.0067 

0.9933 

0.934 

0.0630 

0.0019 

Sink 

25 

1 

1,500 

1 

1 0.0167 

1 

0.9833 

1 0.845 

0.143 

i 

0.0110 


Table 24.8 is taken from the investigators’ paper [24-15, Table IV]. 

Wise and Croft next assumed that the test loading (or design load) will be 
given by the smallest load that has a probability of equaling or exceeding 0.01. 
They illustrate the method of considering the probabilities of the simultaneous 
discharge of sinks in Table 24.8 (see Table 24.9). 


Table 24.9 Approximate Sums of Probabilities for the Simultaneous 
Discharge of r Fixtures out of a Total of 10 Fixtures’ 


r = 0 to 10 
r = 1 to 10 
r = 2 to 10 
r = 3 to 10 
r = 4 to 10 


Probability = 1.000 
Probability =0.1534 
Probability = 0.0124 
Probability = 0.00068 
Probability = 0.00002 


' The values of the probabilities in this table are those obtained by the use of the Poisson 
approximation, rather than by the binomial expansion; hence they do not agree e,\-act]y with 
the values in Table 24.8. 


Table 24.9 shows that two sinks is the largest number for which the prob- 
ability of r to 10 sinks being found in simultaneous discharge is more than 0.01. 
Hence the design load, in terms of sinks, is two fixtures. Applying the same 
procedure to the other fixtures, the authors obtain the values given in Table 
24.10 [24-15, Table V]. 

The authors also considered a hypothetical evening peak based on the 
assumption that each bath is discharged once every 30 min and each water 
closet once every 19 min. Their results for this peak are given in Table 24 11 
[24-15, Table VI]. 

Referring to Table 24.10, if we have to do with seven apartments, for example, 
each with a water closet, lavatory, bath, and kitchen sink attached to the same 
stack, the design loadjTiased on the morning peak, will be that due to the simul- 
taneous discharges of one water closet, one lavatory, and one sink. If, instead 
there are, for example, 10 apartments, each with the same fixtiires as just listed' 
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Table 24.10 Numbers of Fixtures to Be Discharged Simultaneously 
to Allow for the IMorning Peak 



Water closets 






Lavatories 

Sinks 




Number of fixtures 

2 gal 

3 gal 

V = 0.0067 

p = 0.0167 


p = 0.0044 

p = 0.0061 



1- 8 

1 

1 

1 

1 

9-20 

1 

1 

1 

1 

1 

2 


Table 24.11 Numbers of Fixtures to Be Discharged Simultaneously 
to Allo^v' for a Possible Evening Peak 


Number of fixtures 
n 

j 

Water closets 
p = 0.0044 or 0.0061 

j ^ 

Bathtubs 
p = 0.042 

1- 4 

1 

1 

5-11 1 

1 

2 

12-20 

1 

3 


connected to the same stack, then the design load, based on the morning peak, is 
one water closet, one lavatory, and two sinks. 

The design load, based on the evening peak, can be obtained similarly from 
Table 24.11 and compared with that obtained from the morning peak to see 
which is the greater. 

Wise and Croft finally consider the possibility of the frequency of use being 
somewhat greater than the frequencies that they assume (for the worst hour in 
any day that was observed). They demonstrate by the theory of probability 
that the frequency of use can be increased to about double what they assumed 
without changing the design load. 

The method of approach to the problem used by these investigators in con- 
sidering design loads for plumbing systems containing relatively few fixtures is 
worthy of careful study. It should be compared in detail with the methods 
used by Dawson and Bowman [24-2] and by Kessler [24r3, 24-4]. 

5. Method of Dawson and Bowman. In 1933 Dawson and Bowman at 
the University of Wisconsin [24-2] proposed a table of values to be assumed for 
the design rates of flow in the water-distribution systems in small single-family 
houses, large single-family houses, and in apartment houses having up to and 
including six family imits. The theory of probability is of dubious applicability 
when applied to such small numbers of fixtures, and, in addition, the frequencies 
of use adopted by Hunter for large buildings or the public use of fixtures are too 
high to apply to these buildings. Hence the adoption of empirical values by 
these two investigators on the basis of experience and judgment is justified. 
Table II in their paper is reproduced here as Table 24.12. Although other 
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Table 24.12 Recommended Flows for Use in Designing 
Water-distribution Systems in Small 
Residential Installations 


Type of building 


Small single-family house 


Large single-family house 


Two-family flat 


Four-family apartment 


Six-family apartment 


Fixtures 

Total flow 
to all fixtures 
(gpm) 

Flow for fixtures 
assumed in simultane- 
ous use, design load 
(gpm) 

2 sill cocks 

10.0 

5.0 

2 laundry traps 

16.0 

8.0 

1 kitchen sink 

7.5 


1 lavatory 

5.0 

5.0 

1 water closet^ 

3.0 

3.0 

1 bathtub 

10.0 



51.5 

21.0 

2 sill cocks 

10.0 

5.0 

2 laundry trays 

16.0 

8.0 

1 kitchen sink 

7.5 


3 lavatories 

15.0 

5.0 

3 water closets 

9.0 

3.0 

2 bathtubs 

20.0 

10.0 


77.5 

31.0 

2 sill cocks 

10.0 

5.0 

4 laundry trays 

32.0 

16.0 

2 kitchen sinks 

15.0 

7.5 

2 lavatories 

10.0 

5.0 

2 water closets 

6.0 

3.0 

2 bathtubs 

20.0 



93.0 

36.5 

2 sill cocks 

10.0 

5.0 ' 

6 laundry trays 

48.0 

24.0 

4 kitchen sinks 

30.0 

15.0 

4 lavatories 

20.0 

5.0 

4 water closets 

12.0 

6.0 

4 bathtubs 

40.0 



160.0 

55.0 

2 sill cocks 

10.0 

5.0 

8 laundry trays 

64.0 


6 kitchen sinks 

45.0 

21.5 

6 lavatories 

20.0 


6 water closets 

18.0 


6 bathtubs 

60.0 

10.0 


227.0 

76.5 


’ All water closets are assumed to be of the tank type. If a flush valve is used, use the value 
30 gpm in columns 3 and 4 for the water closet. 
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persons experienced in this field would undoubtedly have specified values 
differing somewhat from those in Table 24.12, the values selected are purely a 
matter of judgment, and the table can be recommended for general use in the 
design of pipe sizes for water distribution in small residential installations. 
Figure 24-8 is taken from the paper by Dawson and Bowman and is based on 
their Table II. 

6. Method of Dawson and Kalinske. In another publication, Dawson 
and Kalinske [24-2A] presented the method just described and in addition gave 
tw'o tables that can be used to determine design loads. The first of these, their 
Table II reproduced here as Table 24.13, is recommended by the authors of the 
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Fig. 24-8. Design-load curves from Dawson and Bowman. 


paper for use in determining the probable maximum simultaneous use of closet- 
bowl fixtures. It will be noted that in this table, for 100 closet bowls, the 
number to assume in simultaneous operation for design purposes in sizing the 
distribution system is 16. Comparison wdth Fig. 24-2, based on Hunter’s 
method, shows that the number of flush-valve-operated fixtures to be assumed 
in simultaneous operation in designing the supply system is 8, while for flush- 
tank-operated fixtures it is 24. The reason for the large difference in these last 
two values is the fact that the flush tank requires about six times as long to fill 
as the flush valve imposes a load on the supply system, and the rates of flow are 
in the inverse ratios of these figures. Dawson and Kalinske do not explain the 
basis of their table. 

Their second table gives “simultaneous flow factors” by which the potential 
rate of demand on the system — i.e., all fixtures operating simultaneously — 
should be multiplied to give the design flow. Two kinds of use are recognized 
in the table: class A, which includes residences, apartment houses, and office 
buildings; and class B, which includes hotels, hospitals, schools, industrial 
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buildings, restaurants, theaters, and public toilets. This table. Table II in the 
paper, is reproduced here as Table 24-14. 

The use of Table 24.12 results in larger design loads than if the method of 
probability developed by Hunter is used. This is as it should be, since the 
probability method is applicable only to large numbers of fixtures and yields too 
low' values of the design load for small dTrellings. Tie reason for this is that, 


Table 24.13 


Total Number 

Probable Number 

Similar Fixtures 

in Simultaneous U 

1 

1 

2 

2 

3 

2 

4 

2 

5 

2 

7 

3 

10 

4 

15 

5 

20 

6 

30 

8 

40 

10 

50 

12 

73 

14 

100 

16 


Table 24.14 


Total gpm 

Simultaneous flow factor 

Class A 

Class B 

50 

0.50 

0.80 

70 

0.40 

0.70 

100 

0.35 

0.60 

150 

0.30 

0.50 

200 

0.25 

0.40 

300 

0.21 

0.30 

500 

0.17 

0.25 

SOO 

0.14 

0.20 

1,200 

0.12 

0.17 

2,000 

0.10 

0.15 

3,000 

0.09 

0.13 

5,000 

0.08 

0.12 


yrhile it makes little difference in a system containing a large number of plumb- 
ing fixtures if one or two fixtures in excess of the design number m operate 
simultaneously in addition to the m fixtures, for a dwelling with only a few 
fixtures the simultaneous operation of even one fixture more than the number 
for which the system is designed may cause the system to perform inadequately. 

7. Fixture-unit Ratings. For convenience in determining design loads 
for buildings containing large numbers of plumbing fixtures of different kinds, 
using the method of probability, tables of fixture-unit ratings for various kinds 
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of fixtures that are in common use have been developed. Separate tables of 
these ratings are required for the demand on the water-distributing system of 
the building and for its drainage system. The reason for this is that, while it 
can be assumed in general that water supplied to a fixture must pass out through 
the drainage system, nevertheless the average rate of inflow may be quite 
different from that of the outflow, and consequently the time interval required 
to supply the fixture maj’’ be quite different from that required to drain it. 
Hence, even though the frequenej’^ of use is the same in the two cases, the fact 
that the time of ffling is not the same as the time of emptying will have an 
effect on the computation of the design load by the method of probabilities. A 
good example of such a difference in filling and emptying time is afforded bj’^ tlie 
flush tank. While the tank wull empty' in about 9 or 10 sec w'hen the closet is 
flushed, it takes about 60 sec to fill the tank. 

a. Water-distribution Systems. It has already' been shown how Hunter 
arrived at the relative values of fixture-unit weights for flush valves, flush tanks, 
and bathtubs, considering the demand on the W'ater-distributing system of the 
building. These values are 10, 5, and 4, respectively'. We now have to con- 
sider how similar values can be assigned to other ty'pes of plumbing fixtures. 

Although other fixtures, such as laundry tray's, kitchen sinks, and lavatories, 
are also installed in large numbers in buildings intended for human habitation, 
nevertheless the water closet and the bathtub have usually been assumed to 
impose the greater part of the peak demand. One difficulty' encountered in 
dealing with any' faucet-controlled fixture, such as a bathtub, laundry' tray, sink, 
or lavatory', is the fact that the time of filling and the amount of water used in 
one operation depend on the personal characteristics of the persons using them. 
The situation is quite different with the water closet, for this fixture is com- 
pletely automatic in its operation, the frequency of flushing being the only 
factor that is under the control of the individual using it. Hence water closets 
and urinals are much better adapted to treatment by the theory of probability 
than are the faucet-controUed fixtures. Nevertheless, in order to make this 
convenient and relatively accurate method of determining demand or drainage 
loads quite general, a way must be found to assign fixture-unit w'eights to these 
other fixtures, approximate though this procedure may be. 

Considering first the lavatory, it will be noted that these are installed in 
approximately the same numbers as water closets and also that their load- 
producing characteristics are much less than that of a water closet, partly 
because the average rate of flow is much smaller than that of a flush valve and 
the time involved in a single use is much less than that required to fill a flush 
tank. Hunter proposed [24-8, page 15] that, in assigning fixture-unit ratings to 
fixtures that are used irregularly, the size of the supply outlet and the quantity 
of water used at each operation be used as a partial basis. From such con- 
siderations he arrived at the approximate value of two fixture units for a 
lavatory' in congested sermce. This value is probably a little high, but a value 
of one fixture unit is probably a little low, and Hunter preferred to use the 
higher value as a matter of safety'. 

A method of demonstrating the reasonableness of this rating of two fixture 
units for a lavatory in congested use, for example, in a public toilet which is 
being used nearly' to capacity, is as follows; For each use of a toilet or urin.al. 
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assumed to be once everj' 5 min, on the average, in congested use, there will be 
one use of a lavatory. Since we use as our basis of fixture-unit ratings the value 
of 10 for an individual flush-valve-operated water closet in congested use, this 
will serv'C as a base from which to assign a fixture-unit rating to a lavatory. It 
will be assumed that the water closet uses 4 gal of water at each flush. It will 
also be assumed that H to M gal of water is required for each use of the lavatorj’^; 
H gal will be assumed for safety. Since the frequencies of use of the lavatory 
and the water closet are the same, we can make the comparison simply on the 
basis of the amounts of water involved in a single use of each fixture. The 
water closet uses 4 = 5.33 times as much water as does the lavatory. 

Hence we can take as the fixture-unit rating of the lavatorj' the fixture-unit 
rating of the water closet (10) divided by 5.33, or 1.88. Since we are not justi- 
fied in using fractions of a unit, we assume the value 2 for the fixture-unit rating 
of a lavatory in congested use. In a similar manner, fixtnre-unit ratings have 
been assigned to other commonly used fixtures that are in intermittent use. 

Up to this point, we have been considering the fixture-unit ratings of four 
kinds of fixtures as related to the demand of the water-supplj^ system — ^flush 
valves, flush tanks, bathtubs, and lavatories. This has been done imder the 
following assumptions: 

1. The ratings applj^ to indimdual fixtures, used separately. 

2. The fi-xtures are used intermittently, at specified maximum frequencies of 
use, called “congested” or “public” use. 

The following statements of Hunter [24-8, page 16] are of sufficient importance 
to quote here: 

“ (1) Fix-tures that are relatively few in number and unlikely to be used when 
the predominant kinds are being used most frequentlj’^ will add very little to the 
demand or to the peak sewage load and hence maj’’ be ignored, except in regard 
to branch-suppl 3 ’’ and branch-drain pipes of these fixtures. Slop or service 
sinks in ofifice buildings, which are in use to any considerable extent only before 
or after ofiice hours, add a negligible load to the peak loads of the day. Kitchen 
sinks and laundry traj’’s in dwellings and residential apartments may also be 
placed in this categorj^. 

“ (2) Fixtures so installed that they cannot in general be subject to congested 
conditions of sermce in the same sense as fixtures installed in public comfort 
stations, general toilet rooms in office buildings, and other buildings in which 
each fixture is open and accessible for use at all times should be given a rating in 
accordance with the possible extent or frequency of their use. Bathrooms in 
private dwellings, residential apartments, and private bathrooms in hotels maj^ 
be considered in this class, and can be rated advantageously as a group. 

‘ (3) W ater serxdces that demand a continuous flow, such as laum sprinklers, 
air-conditioning equipment, gang showers in factories and athletic dressing 
rooms, present no element of chance in regard to overlapping and are not sus- 
ceptible of a logical weighting in relation to water closets and other fixtures that 
use water at high rates for comparatively short periods of time. Hence the 
demand for this type of supply should be considered separately and estimated 
separatelj’. If the use of these continuous water supplies is such that they 
overlap the rush period of the day for the weighted fixtures in the system, the 
Ecparate estimates for the two classes of suppty should be added to obtain the 
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estimate for total demand on any supply pipe common to both services. If the 
two types of demand do not come at the same time of day, the greater demand 
of the two may be taken as the peak demand, or design estimate.” 

Hunter’s assumption that the demands imposed by kitchen sinks (and 
possibly laundry trays) need not be taken into account in computing design 
loads might be questioned, in view of the large rates and volumes of flow. The 
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Fig. 24-9. Distribution of demand on water-supply system during day. 

fact that tables of fixture-unit ratings in many plumbing codes include these 
fixtures shows that in common practice they are included in computing design 
loads. 

Figure 24r-9 offers some evidence on this score. This figure shows the dis- 
tribution of water demand over the day for several single-family households and 
for a 32-family apartment house [24-16, page 69; 24-17]. Each of these dia- 
grams’ shows the percentage of the average hourly volume of water used during 
the day for each hourly period. For example, Walasyk. reports that,' during 
the 24-hr period of measurement on the 32-family apartment house, a total of 
5,221 gal of water was used. This gives an average hourly use of 217.5 gal. 
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Thus from 6:00 to 7:00 p.m. on Sunday, when the percentage of use was 150, the 
quantity of water used was 1.5 X 217.5 = 326 gal. 

The diagram for. the single-family households represents averages ‘for the 
different houses and for different days of the week. The diagram for the apart- 
ment house, it will be noted, is for a special 24-hr period, that is, from 10 a.m. on 
Sunday to 10 a.m. on Monday, a period during which the demand pattern would 
undoubtedly be different than at any other time during the week. Neverthe- 
less we can draw certain inferences from these diagrams and from Walasyk’s 
conclusion, of which the following seem to be pertinent: 

“1. On weekdays there were two distinct peak hourly periods: 7-8 a.m. and 
7-8 P.M. The 3,^-minute maximum rate of flow always occurred during the 
morning peak hour. The evening peak showed a sustained, moderate rate of 
flow. 

“2. On Saturday and Sunday only one peak was observed, usually before 
noon. 

“Daily consumption of water remained approximately constant throughout 
the week.” 

Referring to the diagram in Fig. 24-9 for the single-family households, we note 
the prolonged peak during the late afternoon and early evening, this peak being 
higher than the morning peak, rather surprisingly. It seems clear that the 
afternoon-evening peak must be due mainly to the use of the kitchen sink in 
preparing the evening meal and washing the dishes resulting from this meal. 
This would indicate that the kitchen sink cannot be ignored in estimating design 
loads. 

However there is no obvious pattern of use that facilitates assigning a fixture- 
unit rating to the sink. Hence we must estimate a suitable value for the 
fixture-unit rating of the sink from considerations of volume of water involved 
and rate of supply or discharge. It seems reasonable to take the rate of supply 
to a faucet-controlled sink as the same as that for a lavatory, or 3 to 5 gpm. 
The volume per use of the sink will be considerably greater than that of the 
lavatory (approximately 5 gal as against ^ gal). However, the lavatory will be 
used more frequently than the sink. Since we have no reasonable method of 
evaluating these differences, the sink will be assumed to have the same load- 
producing value as the lavatory as far as demand load on the water-supply sys- 
tem is concerned. 

Laundry trays ordinarily have larger faucets than lavatories and also dis- 
charge larger volumes of water at greater rates of flow. In small dwellings they 
will not add appreciably to the usual demand load, since thej"- will usually be in 
use when the other fixtures that tend to load the system heavily are in lesser 
use. In apartments where the -washing is done by the tenants themselves, there 
uill ordinarily be a considerable load imposed by the laundry trays for a few 
hours on Monday morning. This seems to be reflected in the very high peak 
from 7:00 to 8:00 a.m. in the lower diagram in Fig. 24-9. 

No attempt will be made here to justify the fixture-unit ratings assigned com- 
monly to the other plumbing fixtures. The choice of these values is always a 
matter of judgment, and different persons would probably select somewdiat 
different values for any given kind of fixture. There are so many safety factors 
introduced in applying the theory of probability to this problem, one of .the most 
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obvious being the assumption of the maximum frequencies of use, that these 
differences do not introduce anj"^ danger of overloading the system. 

The fixture-unit ratings assigned to various plumbing fixtures, as regards 
their demand on the water-distribution system, are given in Table 18.3.5 of the 
National Plumbing Code. 

b. Drainage System. Fixture-unit ratings for use in determining the sizes of 
soil and waste stacks and building drains and sewers are given in Table 11.4.2 of 
the National Plumbing Code. 

Some confusion as to fixture-unit ratings has resulted from the fact that 
Hunter originally based the ratings on a value of 6 for a water closet [24-6]. 
Later he changed the basic value assumed for a flush-valve-operated water 
closet to 10 in order to obtain more flexibility in the assignment of integral 
numbers to the different fixtures. The result is that, in some plumbing codes 
which use this method of determining design loads, the fixture-unit ratings are 
based on Hunter’s early value of 6 for a water closet, while others are based 
on the later value of 10. It is possible to tell which basic value is used in a code 
bj' looking for the value assigned to a flush-valve-operated water closet. 

8. Illustrative Problem. The following problem Dlustrates the method of 
determining the design load for the water-service line for a building by the five 
methods treated in this chapter. The building used for this purpose is a six- 
familj’^ apartment house containing the fixtures listed in Table 24.15 [24-2d, page 
10]. Column 3 in Table 24.15 gives the design loads by the Dawson metliod. 


Table 24.15 


Fixtures 

Total potential 
flow (gpm) 

Dawson’s design 
flow (gpm) 

6 lavatories at 5 gpm each 

30 

10.0 

6 bathtubs at 10 gpm each 

60 

10.0 

6 water closets at 3 gpm each 

18 

6.0 

6 kitchen sinks at 7.5 gpm each 

45 

31.5 

8 laundry trays at 8 gpm each 

64 

24.0 


217 

71.5 

2 sUl cocks at 5 gpm each 

10 

5.0 


227 

76.5 


In applying the probabUity method developed at the National Bureau of 
Standards, we obtain the fixture-unit ratings of the fixtures from Table 11.4.2 as 
follows; 


follows; 

Fixtures Fixture Units 

6 bathroom groups (flush tank) 36 

6 kitchen sinks 12 

8 laundry trays (3 fixture units for each pair) 12 

Total for fixtures used intermittently 60 


From Fig. 24-7, we read from the flush-tank cuiwe the design load of 32 gpm for 
the fixtures used intermittently. Adding now the 10 gpm for the two sUl cocks, 
we obtain a final design load for the water-service line of 42 gpm. 
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In applying the German method, we use Eq. (24-4), determining the load 
lactovs as described, 


Table 24.16 


Fixture 

Rate of flow 
(gpm) 

Load factor 
/ 

Number of 
fixtures 

I 

fn 


■ 

4 

1 

1 


Lavatorj- 

5 

1.56 

6 

9.36 

Bathtub 

10 ! 

6.25 

6 

37.50 

Water closet 

3 

0.56 

6 

3.36 

Kitchen sink 

7.5 

3.52 

0 

21.12 

Laundry trays 

s 

4.00 

S 

32.00 





103.34 

SUl cocks 

5 

1.56 

2 

3.12 



i 

1 

106.46 


Q = q Vm.Si -f 3.12 = 4(10.15 + 3.12) = 53 gpm 
which is the design load. 

By the British method, we read 63 gpm as the design load corresponding to a 
potential load of 227 gpm from Table 24.1. 

The following is a summary of the results by the five methods; 

Design Load 


Method {fxpm) 

Probability, National Bureau of Standards 42 

Dawson 76.6 

German 53 

British 63 


The maximum design load computed here is nearly twice the minimum. The 
method of probability, which is intended for use only in connection with large 
numbers of fixtures, undoubtedly yields results that are too small, since we are 
dealing in this problem with only a six-family house. Presumably the safe 
design load lies nearer the highest value computed than to the lowest value. 


24.4 Summary 

The subject of design loads for plumbing systems needs reconsideration. 
The application of the theory of probability developed by Hunter is basically 
sound as applied to systems containing large numbers of fixtures, but two facts 
in regard to it should be remembered: (1) the frequencies of use of the household 
plumbing fixtures that he assumed are applicable only to congested public 
scrx'ice, and they undoubtedly lead to overdesign when applied to ordinary 
living conditions; (2) fixture-discharge rates have increased appreciably since 
Hunter selected the values that he used. Data from continuous records of the 
water demand or the sewage load in various types of buddings, over periods of 
at least several months, are urgently needed. Some progress has been made in 
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this direction, but the comparison of these data with the design loads as com- 
puted by Hunter’s method still remains to be made. Zinkil reports such data 
[24-19] for apartment houses. Walas 3 'k, at the Hackensack Water Company, 
has already published some data on the water demand of apartment houses 
[24-17], and he has a large number of records that have not been analyzed. 

When we come to the problem of determining design loads for small resi- 
dential buildings, the solution depends mainly on judgment resulting from 
experience. The methods that have been used so far range from the empirical 
method of Dawson and Bowman [24-2] to the use of the theory of probability, 
with greatly reduced frequencies, bj' Wise and Croft [24-15]. The empirical 
approach has also been considered by French, Eaton, and Wyly [24-20, page 13]. 
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Capacities of Plumbing Stacks in Buildings 


25.1 Introduction 

The general features of flow down a soil or waste stack have been discussed in 
Chap. 22, but they will be treated in more detail in wliat follows. A stack is a 
vertical drainage pipe which collects waste water and solids from fixture drains 
and horizontal branches from the different floors of a building, these wastes 
coming from water closets, urinals, lavatories, bathtubs, sinks, and other fix- 
tures. A waste stack is one that collects these wastes from fixtures other than 
water closets and urinals. A soil stack is one that collects wastes from water 
closets and urinals. 

In order to provide venting, that is, to make it possible for air to enter the top 
of the stack to replace air that is carried out of the stack into the building drain 
and sewer by the waste water, the stack is carried up through the roof, it being 
called a stack vent above the level of the highest fixture connection. The 
exposed portion of the stack vent above the level of the roof is called the vent 
terminal. 

The horizontal branch connections to the stack are ordinarily made through 
a sanitary tee or a long-turn tee-wye. This fitting serves to bring the waste into 
the stack with an initial downward velocity, a condition which decreases the 
pneumatic pressure reductions which occur just below the point of entry into 
the stack, or which — looking at the matter from a different point of view — 
increases the rate of flow into the stack that can be tolerated at any given level. 
The long-turn tee-wye fitting gives the water a greater downward component 
at the point of entry than does the sanitary tee and hence is advantageous to 
use from the standpoint of stack capacities; but it is less favorable than the 
sanitary tee from the standpoint of self-siphonage of the fixture trap of the fix- 
ture which it drains (see Chap. 27). 

The nature of the flow down a plumbing stack has been well described by 
Hunter in the following words [25-1] :* 

‘The character of the flow of water in partially filled vertical pipes varies with 
the extent to which the pipe is filled. ... For small volumes of flow, amounting 
to little more than a trickle, the flow is entirely on the inner wall of the stack. 
Ii\ith increase in volume, this adherence to the wall continues up to a point 
where the frictional resistance of the air causes it to diaphragm across the pipe 
temporarily, forming a short slug of water which descends as a slug filling the 
stack until the increased air pressure breaks through, the water forming the slug 

Numbers in brackets refer to the bibliography at the end of the book. 
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either being thrown against the wall or falling a short distance as separate 
streamlets in the center of the pipe. This diaphragming and forming slugs 
probably first appears in a 3-inch stack when the stack is from one-fourth to 
one-third full. As the volume of flow increases, the slugs thus formed become 
more frequent and persistent, and in a stack open at the lower end may not bo 
broken through. This intermittent rate partially accounts for the rapid 
erratic oscillations of pressure in a plumbing system.” 

The falling sheet of water is acted on by the force of gravity and by the fric- 
tional effect of the wall of the stack, and it accelerates until it reaches the 
velocity at which these two forces balance, provided the distance through which 
the fall takes place is sufficiently great. An approximate formula can be 
derived to give the ultimate or “terminal ” velocity which the sheet of water will 
attain if the distance through which it falls is sufficiently great. A derivation 
has been given by Dawson and Kaliuske [25-2] and by Wyly and Eaton [25-31 
treating the sheet of water as a solid hollow cylinder sliding down the inside 
wall of the pipe. 


25.2 Terminal Velocities in Stacks 

The approach to the problem presented by Wyly and Eaton is as follows; The 
mass of falling water is treated as a solid body falling under the influence of the 
force of gravity and retarded b 3 ' the friction of the wall. This leads to the 
following differential equation: 


m ^ = mg — rovdiSL 


(25-1) 


where AL = length of an elementary ring of water 
di = internal diameter of stack 
To = wall shear per unit area 
g = acceleration of gravity 

V = average ^-elocity of fall corresponding to any given distance of fall 
Az 

t = time 

VI = mass of water pQi passing a given cross section in time t 
where p = mass density of water 

Qi = volume rate of flow of water down stack 
Making the substitution for m in Eq. (25-1) and defining to in terms of the 
dimensionless friction coefficient X and the velocity v, we obtain 

S ^ ( 25 - 2 ) 

We note that the terminal velocity Vt exists when dv/dt = 0; so substituting 
this relation in Eq. (25-2), we get 


2 gQdri 

3r Xdi 


(25-3) 
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It can be shown that the value of X in Eq. (25-3) is equal to //4, where / is the 
dimensionless friction coefficient in the Darcy- Weisbach formula 


h 



(25-4) 


for which values are given in any book treating the problem of flow through 
pipes. 

The value of X is also given by the expression [25-3, page 11] 


X 


0.0303 


(25-5) 


where k, is the sand-roughness factor, %vhich may be looked upon as representing 
the distances that grains of sand of a particular size would project from a surface 
having the same frictional resistance as the surface being considered, and T is 
the thickness of the sheet of water where its velocity is v. 

The introduction of the sand-roughness factor ka in Eq. (25-5) yields 


Vt = 



(25-6) 


or, eliminating the quantity Tt, the thickness of the sheet of water where 
terminal velocity exists, which would have to be computed separately, and also 
neglecting terms of the second order, leads to the equation 



where all the quantities are in foot-second units. 

Now, if we introduce the value ks = 0.00083 ft, which is a good value for new 
cast-iron pipe [25-3, page 12], we get the following working formulas: 

Vt = 12.80 ^ (25-8) 

where Ct is in feet per second 

Qi is in cubic feet per second 
di is in feet 

If we wish to express Qi in gallons per minute, di in inches, and vt in feet per 
second, we write 


Equation (25-9) is plotted in Fig. 25-1. Values of the terminal velocity Vt 
measured by Dawson and Kalinske and by Hunter gave results about 40 per 
cent higher than those given by Eq. (25-9), but it was found upon investigating 
that the measurements had been made mainly in the outer layers of the falling 
sheet of water, where the velocities are considerably above the average value, 
hater measurements made by Wyly at the National Bureau of Standards, with 
this in mind, yielded values that averaged quite closely those given by Eq. 
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(25-9). Consequently it is believed that the relations given hero for terminal 
velocities in vertical stacks of cast-iron pipe flowing partly full are sufficiently 
accurate for any computations that need be made on stacks. 



Fig. 25-1. Terminal velocities for partially filled stacks. 


25.3 Terminal Lengths in Stacks 

The next matter of interest is the distance that the sheet of water must flow 
down the stack before it attains the constant velocity Vi. To derive this equa- 
tion, we first note that 


dv dv 
dt ~ dz 


(25-10) 


where z is the distance of fall measured downward from the point of entry. K 
this relation is substituted in Eq. (25-2) and the resulting equation is solved for 
dz, there results 



V dv 


^ A ^ 

2f(? 


(25-11) 


Integrating this equation, we obtain an expression that gives an infinite value 
for the terminal length L,. This is as it should be, for the velocity v approaches 
the limiting value a, asymptotically and hence would require theoretically an 
infinite distance in which to do this. This difficulty is avoided by defining the 
effective terminal velocity as 0.99 times the true terminal velocity. The equa- 
tion for terminal length then becomes 


loK' 29,700 - tan-* 2.98 
3? 


i'i log, 1 -f tan-* 1) 


or U = 0.0.52r; = 0.15C (25-12) 

where L, is in feet .and v, i.s in feet per second. Equation (25-12) is plotted in 
Fig. 25-2. 
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Fig. 25-2. Terminal lengths for partially filled stacks. 


25.4 Permissible Rates of Flow in Stacks 

To set upper limits to the permissible rates of flow in stacks of different diam- 
eters, we start with Eq. (25-8) and replace Vt with the rate of flow down the 
stack past the wetted cross section where terminal velocity has been attained. 
Thus; 



0 / 


(25-13) 


where at is the wetted cross section of the stack where terminal velocity exists. 
There then results 




(25-14) 


where Qi, di, and Tt are all in foot-second units. 

Table 25.1 has been computed from Eq. (25-14) for three different degrees of 
fullness of the stack where terminal velocity exists — 34 j aiid M full. 

VThether or not Eq. (25-14) can be used safely to predict stack capacities 
remains to be investigated. However, it provides a definite law of variation of 
stack capacity with diameter, and if this law can be shown to hold for the lower 
part of the range of stack diameters, it should be valid for the larger diameters. 
It should be remembered that both Dawson and Hunter in entirely independent 
investigations came to the conclusion that slugs of water, with their concom- 
itant violent pressure fluctuations, did not occur until the stack flowed 34 to 
H fuU. 

The data in Table 25.1 are plotted in Fig. 25-3. Dawson’s values evidently 
follow the law expressed by Eq. (25-14) for a stack flowing 34 full. Actually 
Dawson and Kalinske assumed the stack to be flowing full, but their values 
for the terminal velocity were considerably higher than those recommended 
bere, and this fact accounts for their data fitting the line in Fig. 25-3 for the 
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stack full. Apparentlj'- their recommendation is that the curve for the stack 
flowing J-i full be taken as the design curve. 

Capacities in fixture units for stacks more than three stories high were read 
from Table 11.5.3 of the National Plumbing Code [25-4] and were converted into 
rates of flow in gallons per minute by the use of Figs. 24-5, 24-6, and 24-7. The 
plot of these values shows that the capacity of a 2-in. stack given by this table 
(40 gpm) apparently is abnormally high. This fact has been verified by tests 
made by Mayer at the National Bureau of Standards on a 2-in. stack in a 
trailer coach [25-5]. Mayer’s tests checked reasonably well the value of 22.5gpm 
computed from Eq. (25-14) for a 2-in. stack flowing %4 full. The values taken 
from the National Plumbing Code check the formula quite well for diameters of 


Table 25.1 Maximum Carrying Capacity of Stacks 


Diameter 
of stack 
(in.) 

Flow in stack in gpm for 
fullness ratios at/a\ of 

Carrying cap 

National 
Plumbing Code, 
over three 
stories 

125-41 

acity of stock 

BMS60, 

Table 

805(b)-III 

[25-61 

Dawson 

and 

Kalinske 

[25-7] 

(Epm) 




Fixture 

units 

gpm 

Fi.xture 

units 

gpm 

2 


23 5 


24 

38 

24 

38 


3 

51 8 

67 5 

83 7 

60 

55 

80 


90 

4 

114 5 

145 

180 

500 

141 


155 

ISO 

6 

328 

425 

529 

1,900 

315 

2,800 


560 

8 

710 

910 

1,145 

3,600 

510 

5,400 

710 

1 200 

10 

1.275 

1,675 

2,055 

5,600 





12 

2.080 

2,680 

3,365 

8,400 






ai = cross-sectional area of stack. 

ai = cross-sectional area of sheet of water where terminal velocity e.xist3. 


3, 4, and 6 in. For diameters of 8, 10, and 12 in., however, the values given by 
the National Plumbing Code become progressively more conservative in the 
direction of smaller loadings. 

The fact just pointed out — that the permissible stack loadings in the National 
Plumbing Code deviate more and more in the direction of smaller loadings as 
the diameter of stack increases from the curves plotted from Eq. (25-14) in 
Fig. 25-4 — appears to be due to the use of the concept of “peak loads” by the 
Coordinating Committee that wrote the National Plumbing Code. This con- 
cept, originated by Hunter, is explained in Recommended Minimum Require- 
ments for Plumbing [25-1, pages 191-193]. The following quotation is from 
this reference; 

“It is evident that with only a few fixtures on the system the flow in the 
drains will be intermittent, but that as the number increases a point will be 
reached where with the same frequency of use the flow will be continuous but 
not regular. It is also evident that when the peak discharges do occur they 
will occur during periods of heaviest use, and the peak discharges will be added 
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to the flow already in the drain and, therefore, the peak load may approach the 
sum of the continuous flow and peak discharge. Curve 3, which is proposed for 
estimating peak loads, is obtained by adding the ordinates of curve 1 to those of 
curve 2. Using this curve, the estimated peak load, up to about 12 fixture 
units, is the sum of the individual peak discharges from all fixtures on the 
system, or 100 per cent of the total possible discharge. As the number of fix- 
tures on a system increases, the estimated peak load as a percentage of the 
total gradually decreases in accordance with the law of probability until for 
5,400 fixture units it is less than 8 per cent of the total.” 



Fig. 25-3. Comparison of recommended permissible rates of flow in plumbing stacks. 


The curves referred to in this quotation are plotted in Fig. 25-3. 

There appears to be a fallacy in this reasoning. If we consider a building 
with a very large number of fixtures, each of which is being used at a definite 
average frequency, the flow in the building drain will fluctuate about a value 
given by the average flow curve in Fig. 25-4. The point that seems to have 
been overlooked in the quotation is that the average flow will be exceeded only 
as the frequency of use — which is a matter of probability, although the average 
frequency is fixed — exceeds intermittently the average frequency. Hence, if 
we add to the average flow the probability flow, we are adding in some of the 
individual discharges twice. The design load is given by curve 1 in Fig. 25-4, 
which is given in more detail in Figs. 24-5, 24-6, and 24-7 for actual design use. 

Hence it would seem that the best way available at the present time to com- 
pute design loads for stacks is to use the law expressed by Eq. (25-14), assuming 
what appears to be a reasonable degree of fullness, such as 144r> or It has 
already been pointed out that this is what Dawson has recommended, using a 
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fullness ratio of M- While onty further laboratory tests and experience can 
determine rvhat is the largest degree of fullness that should be used, attention 
has been called to the fact that the value of 23.5 gpm for a 2-in. stack (from the 
cuive for a fullness ratio of % 4 , Fig. 25-4) has been checked on trailer-coach 
stacks by hlayer [25-5] and has been found to be almost the same as the average 



0 800 1600 2400 3200 4000 4800 
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Fig. 25^. Comparison of average flow, peak discharge, and peak-load curves as 
given by Hunter. 

value that Mayer found for several different designs of the trailer-coach system. 
Hence, while this bit of evidence is far from conclusive, it is probable that the 
stack capacities can be assumed with safet 3 ' to be given by Eq. (25-14) for a 
fullness ratio of >^ 4 . 

25.5 Permissible Rates of Entry into Stacks from Horizontal 
Branches 

The foregoing discussion assumes that we are dealing with multistorj' struc- 
tures, so that the total load on the stack will be made up of discharges from a 
number of different levels. If an attempt is made to introduce too large a flow 
into the stack at anj' one level, the inflow will fill the stack at that level and will 
even back up the water above the elevation of inflow, which will cause violent 
pressure fluctuations in the stack — resulting in the pulling of trap seals — and 
maj" also cause sluggish flow in the horizontal branch imder consideration. 

Hunter [25-1, page 101] conducted tests to determine what he called the 
“practical capacity of a stack,” that is, the capacity of a stack of given diameter 
to accept the introduction of water through a stack fitting at a given level with- 
out the water filling the cross section of the stack at that level and backing up 
slighth- above that level in the stack. He set up several stacks 2 and 3 in. in 
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diameter, ranging in length from 30 to 45 ft, and mounted a double tee-wye 
fitting at the top of each. Water-storage tanks were connected to each of the 
branches, with sufficient capacity to produce a steady flow into the stack for 
periods of time between 15 and 30 sec. 

These tanks were allowed to discharge into the top of the stack successively 
at greater and greater rates of flow until visual observation showed that the 
water was starting to back up in the fitting above the level of entry. The rate 
of flow at which this happened was taken as the “fitting capacity” or the 
“practical stack capacity.” Table 25.2 gives the results of these tests and 
extrapolates the results up to 8-in. stacks. 

Hunter found that the results that he obtained on 2- and 3-in. stacks could be 
represented by the equations 


and 

where 


Q — 22.5d^ for 45° double tee-wye stack fittings 
Q = 11.25d- for sanitary-tee double stack fittings 
Q = rate of flow, gpm 
d = nominal diameter of stack, in. 


(25-15) 

(25-16) 


Table 25.2 Capacity of Point of Entry of Stacks Constructed 
■»vdth Single or Double Fittings 
(Water introduced at one level only) 


Diameter of stack 
(in.) 

Flow into stack through 

Sanitary tee 
(gpm) 

45° wye 
(gpm) 

2 (experimental data) 

1 

45 ! 

90 

3 (experimental data) 

100 

200 

4 (extrapolated) 

180 

360 

5 (extrapolated) 

280 

560 

6 (extrapolated) 

405 

810 

8 (extrapolated) 

720 

1,440 


In one of the investigations of stacks conducted at the National Bureau of 
Standards a number of stack fittings were constructed to acemate dimensions, 
using a transparent plastic material, so that the flow phenomena occurring in 
them could be seen visually and photographed. One of these fittings with both 
inflow at the fitting level and flow down through it from a higher level is shown 
in Fig. 25-5. It is obvious that the flow shown exceeds the capacity of the 
fitting as just defined, although the case is not exactly comparable, owing to the 
fact that there is a flow down the stack from a higher level. 

This brings us to the more complicated case in ■which we consider how great a 
rate of flow can be brought into a stack at a given intermediate level in a multi- 
story building when there is also a given flow coming down the stack from the 
higher floors. This problem was solved in a study of stack capacities made by 
^lyly and Eaton at the National Bureau of Standards for the Housing and 
Home Finance Agency in 1950 [25-3]. 
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The physical conditions pertinent to this problem are illustrated in Fig. 25-6, 
which shows a diagram of a short section of stack, including a horizontal branch 
connection. Water is discharging down the stack from higher floors, and the 
horizontal branch is discharging a high enough rate of flow tt) fill the branch at 
its exit. 

The water flowing out of the branch can enter the stack only by mixing with 
the stream flowing down the stack or by deflecting it, as indicated in the figure. 
Such a deflection of the high-velocity stream coming down the stack can be 
accomplished only if there is a large enough hydrostatic pressure in the branch, 



Fig. 25-5. Interference of flows seen in transparent plastic stack fitting. {National 
Bureau of Standards-) 

since a force of some kind is required to deflect the downward flowing stream 
and therefore change its momentum. This hydrostatic pressure is built up by 
the backing up of the water in the branch until the head thus created suffices 
to change the momentum of the stream already in the stack enough to allow the 
flow from the branch to enter the stack. 

The magnitude of the maximum h 5 '^drostatic pressure that should be per- 
mitted in the branch as a result of the backing up of the waste water was based 
on the consideration that this backing up should not be sufficiently great to 
cause the water to back up into a shower stall or to cause sluggish flow. It 'U'as 
taken as half the diameter of the horizontal branch at its connection to the 
stack. That is, it is the head measured at the axis of the pipe that will just 
cause the branch to flow full near the exit. 
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Fig. 25-6. Diagrammatic representation of interference of flows in stack fitting. 


The theoretical analysis of the problem is so lengthy that it will not be pre- 
sented here, but the reader is referred to the original paper for the details [25-3]. 
The final equation resulting from the analysis gives, for any rate of flow down 
the stack, within the limits of the capacity of the stack, the flow from a hori- 
zontal branch that will just cause the branch to flow full near its outlet. When 
a sanitary tee is used to connect the branch to the stack, the equation is 


K - 8.33 - 14.8 (|)'‘ 


(25-17) 


where X = 

2gQi2 — hi) 



hi = hj’drostatic head in horizontal branch at a distance of 4 diameters 
back from the jimction with stack, in feet head of water 
hi = pneumatic pressure in stack at level of horizontal branch, in feet 
head of water, = p/pg 

Vi = mean veloeit}^ of flow out of branch, running full, in feet head of 
water 

ni = mean velocity of sheet of water flowing down wall of stack, fps 
T = thickness of sheet of water at level of horizontal branch (assumed 
to be terminal thickness), ft 
di = nominal diameter of stack, ft 
di = nominal diameter of drain, ft 

When a long turn tee-wjm is used to connect the branch to the stack, the 
vater has a greater vertical component of velocity when it enters the stack 
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than when a sanitar^'' tee is used, and the back pressures should be smaller in 
this case for the same flows down the stack and in the branch. Tests by Wyly 
and Eaton at the National Bureau of Standards have shown this to be so, and 
the equation that they obtained, corresponding to Eq. (25-17), is [25-6] 


r - 6.0 - 8.4 (1)’* (I)” (25.18) 

where the quantities are the same as those in Eq. (25-17). 

The foregoing studies were continued by tests in a six-story 3-in. stack in 
which the branches were connected to the stack bj’- sanitarj' tees. As might 
have been anticipated, the final relation obtained, corresponding to Eqs. 
(25-17) and (25-18), was simpler than these two equations, owing to the fact 
that the velocities of flow down the stack were not selected arbitrarily but were 
the terminal velocities resulting from flow down the stack from higher levels. 
The equation obtained for this case is [25-6] 


Y = 8.33 - 2.48F‘> =Z'> '' 


(25-19) 


Equation (25-19) is not in convenient form to use. Replacing wi and d- in 
terms of Qi, Qij d\, and do results in the equation 


(hz — hi)d\ 



(25-20) 


all quantities being expressed in foot-second units. 

Unfortunately the investigation had to be terminated before it was possible 
to undertake the laborious task of rebuilding the stack with long-turn tee-wyes 
connecting the branches to the stack; so the formula for computing the back 
pressures in branches is available only for the case in which sanitary tees are 
Used to connect the horizontal branches to the stacks. 


25.6 Loading Tables for Stacks 

The loading tables in most of the plumbing codes in this country are based 
fundamentally on the theory of probability of simultaneous operation of fix- 
tures, and the method of determining design loads has been presented in Chap. 
24. In order to use these loading tables, it is first necessary to add up the load- 
ing effects of all the fixtures discharging into the line under consideration. To 
facilitate this procedure each code includes a table of fixture-unit ratings for the 
different types of fixtures, and these values can be used to sum up the loading 
effect of the fixtures. Now if the loading tables, which give the maximum 
number of fixture units that it is permissible to connect to a given diameter of 
stack or drain, were not available, it would be necessary to use probability 
curves similar to those shown in Fig. 24-3 to obtain the maximum permissible 
rate of flow and then compute the pipe size required to carry this rate of flow 
by hydraulic formulas. This procedure is avoided by the use of the loading 
tables which allow for the maximum probable number of fixtures that may be 
considered to bo in simultaneous operation and also determine the pipe size 
required. 
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The National Plumbing Code presents a table of fixture-unit ratings for 
various plumbing fixtures for use in computing the drainage sj^stems. See 
Table 11.4,2, page 11-7. 

This table is based on a fixture-unit rating of 10 for water closets in com- 
puting the probability curves. Some codes are based instead on the earlier 
practice of assigning a fixture-unit rating of 6 to water closets. This must be 
taken into account in comparing fixture-unit ratings in different codes. 

The National Plumbing Code provides Table 11.5.3 for sizing stacks, based on 
the fixture-unit ratings in Table 11.4.2. 

BMS66 [25-6] has the following to say about the fixture-unit values given in 
column 2 of Table 11.5.3, page 11-11: 

“Sec. 805. Size of Soil and Waste Pipes, (a) Except as provided in (b) of 
this section, the total number of fixture units installed on a soil or waste stack or 
horizontal branch of given diameter shall be in accordance with table 805. No 
soil or waste stack shall be smaller than the largest horizontal branch connected 
thereto. 

“ (b) If the total fixture units are distributed on horizontal branches in three 
or more branch intervals of the stack, the total number of fixture units on a 
straight soil or waste stack of a given diameter may be increased from the 
values given in table 805 [column 2, Table 11.5.3] within the limits of 
table 805 (b)-III, part III, provided the maximum fixture units for one branch 
interval as computed in accordance with table 805 (b)-III is not exceeded in any 
branch interval of the system.” 

Table 805 (b)-III of BMS66 [25-6] is reproduced here as Table 25.4. 


Table 25.4 Permissible Limits in FLvture Units 
on Soil and Waste Stacks 


Diameter 

(in.) 

Limits in fixture unit.s 

In any one branch interval for 

Maximum 
on 1 stack 

One branch 
interval 
only N 

Two or more 
branch intervals 
N/2n + iy/4 


1 

1 

2 

IY2 

3 

2 

8 

2 

G 

6 

24 

3 

32 

16/w + 8 

80 

4 

240 

120/n + 60 

600 

5 

540 

270/n -1- 135 

1,500 

6 

960 

480 /a + 240 

2,800 

8 

1,800 

900/« + 450 

5,400 

10 

2,700 

1,350/n + 675 

8,000 

12 

4,200 

2,100/n 4- 1,050 

14,000 


<V is equal to the number of fixture units in column 2, and n is the number of branch intervals. 
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The following examples will illustrate the use of Table 25.4: 

1. What is the maximum permissible number of fixture units that may be 
connected to a 4-in. stack in a four-story building, according to Table 25.4? 

In this case, N = 240 (see Table 25.4) and n = 4. Then , 

N , N 240 , 240 i cn on c a -a ' 

- — h -r = “t: — — 1 “ = 30 -h 60 = 90 fixture units 
2n 4 8 4 

in one branch interval. For the entire stack, the total permissible number of 
fixture units will be 90 X 4 = 360 fixture units. 

2. What is the permissible number of fixture units that may be connected to a 
4-in. stack in an eight-story building, according to Table 25.4? 

In this case, N = 240, as before, and n = 8. Then 

N , N 240 , 240 . a 

p; — h -r = TTT H — 7 - = 15 -f- 60 = /5 fixture units 
2n 4 16 4 

in one branch inteiwal. For the entire stack, then, the number of fixture units 
that is permissible is 75 X 8 = 600 fixture units. This is the same as the 
maximum value set for a 4-in. stack by the table. 


Table 25.5 Recommended Stack-loading Values 


Diameter 
of stack 
(in.) 

Stacks full 

Stacks 14 full 

gpm 

Fixture 

units 

gpm 

Fixture 

units 

2 

22 5 

10 

IS 5 

8 

3 

87 0 

155 

54.0 

55 

4 

140 

490 

115 

355 

5 

260 

1,350 

210 

1,000 

6 

425 

2,860 

340 

2,150 

8 

920 

7,450 

730 

6,500 

10 

1,650 

15,000 

1,330 

11,600 

12 

2,700 

26,300 

2,170 

20,600 


Table 25.5 is proposed for use as the stack-loading table in plumbing codes. 
It is based on the curves for stacks flowing full and J44 full, as shown in 
Fig. 25-3. It is based on rational considerations; it agrees very well over all 
except the ends of the range with the loading tables in the National Plumbing 
Code, the Uniform Plumbing Code [25-8], and the Plumbing Manual, BMS66. 
It is a little more liberal (if the %4 full curve is used) than the values recom- 
mended by Dawson and Kalinske, but this is merely because the curves based 
on stack fullness in Fig. 25-3 were determined for somewhat smaller values of 
the terminal velocity than those assumed by Dawson and Kalinske. It has 
already been explained why the terminal velocities adopted in the present work 
are believed to be more reliable than those measured by these two experimenters. 

On the basis of the foregoing considerations, it is recommended that, in 
determining the maximum permissible loads on stacks, the curve for M fullness 
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in Fig. 25-3 be taken as the lower limit of these maximum stack loadings and 
the curce for fullness be taken as the upper limit of the maximum stack 
loadings permitted. This allows for the exercise of judgment by the code- 
writing authorities. It is believed that the >^4 fuUness curve, giving the larger 
permissible loadings, is not unduly liberal. These two curves are the basis of 
the stack loadings, or design loads, expressed in fixture units, given in Table 
25.5. 

It is advisable to place the restrictions on the numbers of water closets that 
can be connected to 3-in. stacks that are given in the National Plumbing Code 
(see Table 11.5.3). That is, for 3-m. stacks, do not permit more than two water 
closets to connect to the stack in any one branch interval, and do not permit 
more than six water closets to connect to any stack of this diameter. And, 
obviously, do not permit water closets to be connected to stacks smaller in 
diameter than 3 in. 



CHAPTER 2G 


Capacities of Sloping Drains 


26.1 Introduction 


The problem of the capacities of horizontal or sloping drains is a complicated 
one. While the underlying principle involved is to select the drain size so that 
the drain will flow approximately half full under the design load, it will not 
suffice to determine the size of a given drain by using one of the familiar hydrau- 
lic formulas for pipe flow. The reason for this is that these formulas assume a 
steady uniform flow to exist, whereas this is virtually never true in a partially 
filled sloping building drain, although it may be approximated temporarily 
toward the outlet end of a very long lai-ge-diameter drain seiwing a building 
containing a large number of plumbing fixtures. Actually the capacity of a 
drain may be greater under surging flow than under steady flow for the same 
peak rate of flow, as will be demonstrated. 

The concept of flow on which the determination of drain sizes will be based is 
that of a highly fluctuating or surging condition in the horizontal branches 
which carry the discharges of fixtures to the soil or waste stack. After falling 
down the vertical stack, the water is assumed to enter the building drain with 
the peaks of the surges leveled off somewhat, but still in a surging condition. 

In a large building covering considerable ground area there will probably be 
several primary branches* and certainly at least one secondary! branch. As 
the discharge travels down a primary branch, it continues to level off, becoming 
more and more nearly uniform, particularly after the hydraulic jump has 
occurred (see Fig. 22-4). If the secondary branch is long enough, and if the 
drain senms a large number of fixtures, the flow may become substantially uni- 
form before it reaches the street sewer. 

Looking at the problem of surging flow from the standpoint of duration of the 
surges instead of the flattening of the surges,! we conceive that the duration of a 


* primary branch of the building drain is the single sloping drain from the base 
of a soil or waste stack to its junction with the main building drain or -with another 
branch thereof [26-1]. (Numbers in brackets refer to the bibliography at the end 
of the book.) 

t A secondary branch of the building drain is any branch of the building drain 
th T primary branch [26-1]. That is, a secondary branch may be a portion of 

e Imuding drain that receives the discharge from two or more primary branches. 
T The following discussion is based on the assumption that the entire load on the 
sj stem IS due to the discharge of water closets. There are several reasons for this 
assumption. The phenomenon of surging flow is accentuated by the discharge from 
ua er clo.sets, since each discharge is at a high rate of flow and lasts for a very short 

period. In addition, some pertinent experimental data from tests of water closets 
are given. 
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surge is a minimum for the horizontal branches and that it gradually increases 
with increase in load and with distance from the point at which the closet dis- 
charges into the drainage system. For a system into which many water closets 
are discharging, the flow at points far distant from the points of entry will tend 
toward uniformity. 

26.2 Rates of Flow for Steady Uniform Flow Conditions in 
Sloping Drains 

Although the equations of steady uniform flow in sloping drains should not 
be used to determine the capacities of sloping drains in which surging flow 
exists, nevertheless flow computations based on these formulas afford a rough 
check on values obtained by the more complicated methods that are applicable 
to surging flow, particularly for large drains and relatively high slopes, as will 
be shown later. Hence several of the commonly used formulas for flow in pipes 
will be considered, and flow charts will be prepared for drains flowing half full, 
based on one of these — the Manning formula. 

The three formulas that will be considered here are (1) the Hazen and 
Williams, (2) the Manning, and (3) the Darcy-Weisbach. 

1. Hazen and Williams Formula. This formula is usually written 

V = Ci?" s'So ^lO.OOl)-* = I.SISCT?" fps (26-1) 

where v = mean velocity of flow, fps 

C — Hazen and Williams coefficient 
R = hydraulic radius of pipe, ft* 

S = slope of pressure gradient! 

The exponents of R and S in Eq. (26-1) have been selected to make the 
coefficient C as nearly constant as possible for different pipe diameters and for 
different velocities of flow. Thus, C is approximately constant for a given pipe 
roughness. 

This formula can be used to give the mean velocity of flow in the pipe when it 
is flowing full under no head by substituting the gradient of the pipe for the 
pressure gradient S. When this substitution is made, the desired form of the 
equation is obtained by multiplying both sides by the internal cross section A of 
the pipe; 

Q = Av = 1.318 CRo-^’So-^^ cfs (26-2) 

Or, if we want the rate of flow to be in gallons per minute, we multiply the right 
member by 449: 

Q = 592 gpm (26-3) 

* The hydraulic radius R is defined as the wetted cross section of the flow divided 
by the wetted perimeter. For a circular pipe flowing either full or half full, the 
hydraulic radius is equal to Td/4, w’herc d is the inside diameter of the pipe. 

t For uniform flow in a sloping drain (constant depth at all cross sections) the 
slope of the water surface and the slope of the drain are both given by S. 
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To get the rate of flow for the pipe flowing half full, divide the right member of 
the last equation by 2: 

Q = 296 M gpm (26-4) 

Equation (26-4) can now be used to compute the rates of flow in pipes of 
different diameters, different roughnesses, and laid on different slopes, provided 
that the flow is steady and uniform. 

2. Manning Formula. The Manning formula, which is similar to the 
Hazen and Williams formula, is usually written 

„ = 720.67^0.50 fps (26-5) 

n n 

In this formula, n is the Manning coefficient, which is taken as constant for all 
diameters and rates of flow. It varies only with the roughness of the pipe. 
The rate of flow for the pipe flowing full or half full is obtained by multiplying 
both sides of the equation by the wetted cross section A. 

Q = Ac = ^ Ro-^~S° cfs 

4 n 

or Q = 449 If gpm 

4 n 

for the pipe flowing full, and 

Q = 224.5 ^ 720.67,50.50 gp^ (26-7) 

4 n 


(26-6a) 

(26-65) 


for the pipe flowing half full. 

3. Darc 3 '-Weisbach Formula. In this formula the exponents of the 
physical quantities are integers, but the dimensionless friction coefficient / 
varies with the diameter of the pipe, the velocity of flow, the kinematic vis- 
cosity of the fluid flowing, and the roughness of the walls. It is usually written 


h 



or 


1 


(26-8) 


v here h = difference in level, in feet, of the menisci of water columns connected 
through static openings at the ends of the pipe of length I ft 
Q = acceleration of gravity, ft per sec^ 

It follows that h/l is the slope of the hydraulic gradient S. Equation (26-8) can 
also be written 


V 



^ 8gRS 


fps 


(26-9) 
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to put it in a form that is comparable with the Hazen and Williams and the 
Manning formvilas. Then for the pipe flowing full under no head 

Q = ^ cfs (26-lOa) 

or Q = 449 ^ a /§^ gp,ii (26-lOb) 

4 ' ; 

Sirailarl 3 ', to get the equation of the pipe flowing half full, we divide the right 
member b 3 ' 2: 

Q = 224.5 ^ gpm (26-11) 


The ]\Ianning formula wiU be used to compute the rates of flow for building 
drains and sewers for cases in which the flow is stead 3 ’ and uniform. This 
formula is perhaps the best known of the three, the values of iManning’s tj are 
well established for different kinds of pipe, and it is convenient to use if an 3 ' 
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.001 01 .1 
SLOPE OF HYDRAULIC GRADIENT 
Fig. 26-2, Rates of flow in 4-, 5-, 6-, and 8-in. drains flowing half full. 

mathematical manipulation is required, since the coefficient n is constant, 
e.xcept for variations in wall roughness. It should be remembered that this 
formula, as well as the other two discussed, is strictly applicable only to long 
pipes, so long that the entrance losses are negligible in comparison with the 
friction loss. Figures 26-1, 26-2, and 26-3 have been plotted from the Manning 
formula for pipes flowing half full [Eq. (26-7)]. Nominal diameters have been 
used in the computation. 

4. Conversion from One Flow Formula to Another. Conversions from 
one formula to the other can be made through the following relations between 
C, 71, and/, established by equating Eqs. (26-1) and (26-5), (26-1) and (26-9), 
and (26-5) and (26-9) : 


/ 7 ?\ 0.04 

nC = 1.13 (^) 


(26-12) 

(26-13) 


^ = 0.0925E®'' 
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SLOPE OF HYDRAULIC GRADIENT 
Fig. 26-3. Rates of flow in 10- and 12-in. drains flowing half full. 

26.3 Computation of Rates of Flo^v in Drains for Any 
Degree of Fullness 

For convenience in computing steady uniform rates of flow in sloping drains 
for different degrees of fullness from zero to lialf full, the necessar 3 ’ character- 
istics of circles are given in Table 26.1. This table can be used to obtain the 
area of wetted cross section A and the hj'draulic radius R corresponding to the 
assumed degree of fullness, and these values can then be substituted in Eq. 
(26-6a). 

The first column of Table 26.1 lists values of h/d, the ratio of the depth of 
flow in the pipe of diameter d. The second column gives corresponding values 
of the ratio of the wetted perimeter or arc to diameter. Column 3 gives values 
of the ratio of the wetted cross section to diameter squared. The fourth 
column gives values of the ratio of the h}'’draulic radius to diameter, obtained 
bj' dividing each value in column 3 bj' the corresponding value in column 2. 

The values of A and R thus obtained are substituted in Eq. (26-6a) 


Q = 449A 
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Table 26.1 Characteristics of Circles 


h 

Arc 

Area 

R 

h 

Arc 

Area 

R 

d 

~d~ 


d 

d 

d 

d^ 

d 

0.00 

0.000 

0.0000 

0.0000 

0.25 


0.1535 

0.147 

0.01 

0.200 

0.0013 

0.0065 

0.26 


0.162 

0.151 

0.02 

0.284 

0.0037 

0.0130 

0.27 

1.095 

0.171 

0.157 

0.03 

0.348 

0.0069 

0.0198 

0.28 

1.115 

0.180 

0.161 

0.04 

0.403 

0.0105 

0.0261 

0.29 

1.135 

0.189 

0.167 

0.05 

0.451 

0.0147 

0.0326 

0.30 

1,16 

0.198 

0.171 

0.06 

0.495 

0.0192 

0.0388 

0.31 

1.18 

0.207 

0.175 

0.07 

0.5355 

0.0242 

0.0452 

0.32 

1.20 

0.217 

0.181 

0.08 

0.5735 

0.0294 

0.0513 

0.33 

1.22 

0.226 

0.185 

0.09 

0.609 

0.0350 

0.0575 

0.34 

1.25 

0.2355 

0.189 

0.10 

0.6435 

0.0409 

0 . 0636 

0.35 

1.27 

0.245 

0.194 

0.11 

0.676 

0.0470 

0.0695 

0.36 

1.29 

0.255 

0.198 

0.12 

0,7075 

0.0534 

0.0755 

0.37 

1.31 

0.264 

0.202 

0.13 

0.738 

0.0600 

0.0813 

0.38 

1.33 

0.274 

0.206 

0.14 

0.767 

0.0668 

0.0871 

0.39 

1.35 

0.284 

0.211 

0.15 

0.795 

0.0739 

0.0930 

0.40 

1.37 

0.293 

0.214 

0.16 

0.823 

0.0811 

0.0985 

0.41 

1.39 

0.303 

0.218 

0.17 

0.850 

0.0885 

0.104 

0.42 

1.41 

0.310 

0.222 

0.18 

0.876 

0.0961 

0.110 

0.43 

1.43 

0.323 

0.226 

0.19 

0.902 

0.104 

0.115 

0.44 

1.45 

0.333 

0.229 

0.20 

0.927 

0.112 

0.121 

0.45 

1,47 

0.343 

0.233 

0.21 

0.952 

0.120 

0.126 

0.46 

1.49 

0.353 

0.237 

0.22 

0.976 

0.128 

0.131 

0.47 

1,51 

0.363 

0.240 

0.23 

1.000 

0.1365 

0, 137 

0.48 

1.53 

0.373 

0.244 

0.24 

1.025 

0.145 

0.142 

0.49 

0.50 

1.55 

1,57 

0.383 

0.393 

0.247 

0.2500 


The nomenclature has the following significance in computing flow in sloping partially filled 
pipes: 

h = depth of flow 
d = inside diameter of pipe 
Area = area of wetted cross section 
Arc = length of arc in contact with water 

R = hydraulic radius-wetted area dimded by wetted perimeter (in this case the values 
in column 4 are obtained by dividing the values in column 3 by the corresponding 
values in column 2) 


The following computation is made to illustrate this : 

Assume that c? = 4 in. = 0.333 ft and that S = 1 in. per ft. 


h 

d 

A 

d"- 


Arc 

~d 

R = ^ft 
Arc 

RH 

S 


0.3 

0.198 

0.0220 

1.16 

0.386 

0.1495 1 

0.0833 

0.289 


Then Q = 449 X 0.0220 X X 0.1495 X 0.289 = 57.6 gpm 
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A rougli clicck on the computation can be had by comparing with the rate of 
flow when the pipe is flowing half full, by reading the latter value from Fig. 26-1, 
26-2, or 26-3, whichever one is pertinent. 


26.4 Capacities of Sloping Drains under Surging Flow 

1. The General Concept of Surging Flow in Drains. In what follows, 
it will be assumed that the system consists exclusively of water closets discharg- 
ing into the drainage system. It has already been pointed out that water 
closets, with their brief period of discharge and high rate of flow for each flush, 
afford an accentuated case of surging flow. In an actual system containing a 
variety of plumbing fixtures, surging flow will still exist in drainage systems, 
but it will not be so marked as it wmuld be if onlj’' -water closets were involved. 

In such a system the flow may be looked upon as a series of surges having 
maxima or peaks and different time durations imposed either (1) on an empty 
drain or (2) on a drain already flowing partly full. 

It has already been pointed out that the surges passing through horizontal 
branches have minimum duration, this being governed almost entirely by the 
characteristics of the discharges from the plumbing fixtures discharging into the 
branch. A little flattening of the surges occurs as they pass along the hori- 
zontal branch, a little more occurs as they fall down the stack, but they enter 
the primary branches of the building drain without much change. As they 
pass along the primary branch and the secondary branches, if any, still further 
flattening occurs until, if the building drain and the building sewer are very 
long, the flow may approximate steady conditions as it nears the street 
sewer, for a building that has many plumbing fixtures in use (see Figs. 22-3 to 
22-6). 

Ignoring for the present the fact that the .surges actually have their shortest 
duration in the horizontal branches, and confining our attention to the com- 
ponent parts of the building drain and to the building sewer, w’e can say that 
the surges imposed on 3- and 4-in. primary branches have minimum duration, 
and this duration increases -with (1) increase in load, (2) diameter of drain, and 
(3) distance from stack. 

If the duration of the surge is a minimum, it follows that the corresponding 
peak rate of flow -will be a maximum. Hence the peaks will decrease with 
increase of time of duration of the surge, that is, with increase in load and with 
increase in distance from the point of entry of the individual discharges. Under 
this concept of flow' in the drainage systems of buildings, w'e mas' look upon 
steady uniform flow as being the limiting case of surging flow' as the ratio of 
peak flow' to average flow' approaches unity and the duration of the surge 
becomes infinite.* 

Because of the leveling out of surges as they pass along the primary and 

* This concept of surging flow is due to tlie late Dr. Roy B. Hunter of the National 
Bureau of Standards and is to be found in his papers, both published and unpublished 
[26-11. Contributions to this concept have also been made by John L. French of the 
National Bureau of Standards [2G-2). The interpretation given by French has been 
drawn upon heavily in the preparation of this chapter. 
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secondary branches of building drains and through the building sewer, it is 
necessary to consider the following cases - 

1. Primary branches 

a. Carrying capacity of empty drains when subjected to surging flow 
h. Carrying capacity of partially filled drains subjected to surging flow 

2. Secondar 3 ^ branches and building sewers 

3. Horizontal branches 

2. Primary Branches. Primarj'^ branches maj*^ be looked upon as falling 
into two general groups. The fust group consists of the smaller-diameter 
drains serving a relatively small number of fixtures, and these drains will be 
assumed to be substantially empty when a surge is imposed on the drain. The 
second group maj’’ be considered to comprise the larger-diameter drains serving a 
relatively large number of fixtures. Such drains Avill probably already be 
carrying an appreciable flow when a surge is imposed on them. 

a. Carrying Capacity of Empty Drains When Subjected to Surging Flow. In 
1939 Hunter conducted tests at the National Bureau of Standards on the 
capacities of horizontal (sloping) drains carrying fluctuating flows of water 
simulating the flow imposed on a drainage sj'stem by intermittent discharges of 
plumbing fixtures, in this case, water closets. Unfortunately, owing to his 
death, the results of these studies were never published. Following the war, 
however, his records and notes were salvaged by John L. French, who analyzed 
and summarized the data in the memorandum already referred to [26-2]. 

The tests under immediate consideration were made on a straight length of 
cast-u'on soil-pipe drain approximatelj' 70 ft long, with the water brought into 
the drain verticallj’’ downward through a long-sweep bend, thus simulating the 
flow from a stack into a building drain. Surges were produced by means of a 
quick-opening valve in the stack, the rate of flow being controlled by a gate 
valve. The duration of the surge was taken as the time that the quick-opening 
valve was open, and the capacity of the drain -was taken as the minimum rate of 
flow at which the drain flowed full at some section.* The tops of the lengths 
of cast-iron pipe were slotted so that it could be determined visually when this 
was the case. 

The results of these tests on a 3-in. -diameter system and on a 4-in.-diameter 
system are shown in Figs. 26-4 and 26-5. The data were obtained for drain 
slopes of 1.^6, yi, and in. per ft and for surge durations from 5 to 30 sec. 

The figures show clearly that the surge capacity of the drains becomes greater 
as the duration of the surge decreases. They also show that the effect of the 
slope of drain decreases as the surge duration decreases, also that the effect of 
the duration of surge on the surge capacity is smaller for the larger slopes than 
for the smaller slopes. 

In order to put the data in Figs. 26-4 and 26-5 in a form convenient for use, 
t lej have been replotted in Fig. 26-6 with Q/(7ni^/4) as ordinates and t as 

scissas. Thus the ordinates represent the velocity of the surge rvhen it just 

* I*® noted that the term “drain capacity” as used here differs from that 
<1 ' o ■'^'^whero in this chapter. The capacity of a building drain is ordinarily taken 
• 10 Mto of flow that will just make the pipe flow half full. 
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fills the cross section of the pipe. As would be expected, a surge of short dura- 
tion travels faster than a longer surge, and hence a drain of given size will carry 
a larger rate of flow without being overloaded if the surges are relatively short 
than if thej’’ are relatively long. 



Fig. 26-4. Hunter’s data — carrying capacity of 3-iii. drains under surging flovr. 



Fig. 26-5. Hunter's data — carrying capacity of 4-in. drains under surging flow. 

It will be noted from the curves in Fig. 26-6 that the agreement between the 
data from the two diameters of drain is surprisingl 3 ' good, considering the rough 
method used for determining when the drains just flowed full at some section. 
The next question that arises is whether the data can be generalized to applj' to 
drain diameters greater than 4 in. It would be expected that the velocitj' of 
travel of a surge would increase with increase in diameter of the drain and with 




CAPACITIES OF SLOPING DRAINS 


26-n 


the rate of flow. Yet there is no indication of this shown by the data for the 
3- and 4-in. drains. 

If we assume that the curves for the three different slopes apply to drain 
diameters up to and including 6 in., we are thereby establishing a factor of 
safety for the larger-diameter drains, since we are using lower velocities, and 
hence lower rates of flow, than would probably occur with these larger diameters 
of drain. 
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• ■ A 4 

Fig. 26-6. Analysis of data on surging flow in 3- and 4-m. drains — drain empty. 

In order that design loads may be determined for different slopes and diam- 
eters of drains, it is necessary to get at least a rough idea of the variation in 
duration of the surge from a water closet with the distance from the point at 
Avhich the discharge enters the drain. In order to do this, unpublished data 
obtamed by Hunter [26-2] on the flattening of surges from a water closet as they 
traA'eled along 3- and 4-in. drains will be considered. Figure 26-7 shoivs typical 
surges obtained by Hunter in the tests referred to. 

YTiile the surge from a water closet does not have the idealized rectangular 
form of the surges that supplied the data in Figs. 26-4, 26-5, and 26-6, the 
former can be put on a more nearly comparable basis Avith the latter by com- 
putmg the time that the actual surge would last if it consisted of a constant rate 
of flow equal to the peak flow. For example, if we apply this procedure to the 
surge shouTi in Fig. 26-7, we haAm peak rates of flow of 36.5 gpm at the entrance, 
34 gpm 11 ft downstream, 35 gpm 21 ft doAvmstream, and 26 gpm 42 ft down- 
stream. This gives for the surge durations 6.6, 7.1, 6.9, and 9.25 sec for dis- 
tances of 0, 11, 21, and 42 ft, respectively, downstream from the entrance to the 
drain. 

French [26-2] computed the durations girmn in Table 26.2 from other data 
0 tamed by Hunter on the discharge of water from a A\*ater closet passing along 
- and 4-in. drains laid on a slope of in. per ft. 

The data in Table 26.2 show that the surge durations for the discharge of a 
single water closet increase gradually Aidth the distance from the A\mter closet 
that the durations are the same for the 3-in. as for the 4-in. drain. This 
supports the eAudence given by Fig. 26-6. 
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Fig. 26-7. Flattening of surges from 
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closet in passing along 4-in. drain. 


The amount that the peak of each surge levels off as it travels along a hori- 
zontal branch and down the stack will vary with the length and slope of the 
branch and with the distance that it falls down the stack. Data on this are 
given in an unpublished manuscript by Hunter at the National Bureau of 


Table 26.2 Surge Durations Produced in 3- and 4-in. Drains 
Sloping 3>i In. per Ft from the Discharge of a Water Closet 


Distance from 
closet (ft) 

Surge duration (sec) 

Avg rate of flow (gpm) 

3-in. drain 

4-in. drain 

3-in. drain 

4-in. drain 

0 

6.5 

6.5 

37.0 

37.0 

6 

6.9 

7.1 

34.8 

33.8 

11 

7.1 

7.1 

33.8 

33.8 

21 

6.8 

6.9 

35.4 

34.8 

41 

9.0 

9.6 

25.3 

25.0 


Standards. He set up a single water closet on each of the fourth and tenth 
floors and discharged them into a 4-in. stack connecting to a 4-, a 5-, and a 
6-in. budding drain. The total volume of the flush was determined in each 
instance by catching the total discharge at the end of the building drain and 
measuring it. Then the outflow from the drain for each discharge was measured 
for the first 5 sec, the first 10 sec, and the first 15 sec of the outflow. 

Hunter comments that 60 to 70 per cent of the discharge leaves the drain in 
the first 15 sec, after which the flow gradually decreases, reducing to a mere 
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trickle at the end of about 45 sec for a 4-in. drain and in about 60 sec for a 6-in. 
drain. The flush of the closets lasted 8 to 10 sec. 

The data obtained in this investigation are given in Table 26.3. Analysis of 
the rather scanty data in this table indicates that we can assume the peak flow in 
a surge from a water closet to be about 2 per cent for each 10 ft of fall, the stack 

Table 26.3 Reduction in Peak Flow in the Surge from the Discharge 
of a Water Closet in a Stack and Building Drain 
(Single water closet on fourth and tenth floors) 


Length of 
fall in 
stack 
(ft) 

: 1 

Length of 
drain 
(ft) 

I 

Slope of drain 
(in. /ft) 1 

1 

1 Reduction in 
peak flow (%) 

4-ia. stack and 4-in. buUding drain 

30 

40 

¥ 

53 

90 

40 


60 

30 

40 ' 


43 

90 ! 

40 

1 

'4 

1 

53 


l-in. stack and 5-in. building drain 

30 

, 40 

1 

i ^ 

1 

' 44 

90 

40 

H 

56 

30 

40 

1 ^ 

35 

90 

1 40 


45 

30 

i ! 

40 i 

Ke 

33 

90 

! 40 1 

1 i 

1 

45 

1 

4-in. stack and 6-in. building drain 

30 

40 

1 

Vs 

44 

90 

40 

Vs 

64 

30 

40 

H \ 

34 

90 

40 


54 


being 4 in. in diameter. Probably the diameter of the stack has little effect on 
this figure. We can also assume that the reduction in peak flow is about 1 per 
cent for each foot of travel along a building drain, at least for 4-, 5-, and 6-in. 
rains and for slopes ranging from M to Ke in. per ft. These figures should be 
ooked upon merely as approximate values that make it possible to get a rough 
I ea of the flattening of surges of water closets as they pass down the stack and 
along the building drain. 

There is one aspect of the curves in Fig. 26-6 that has not been pointed out. 

e cun'es are based on the assumption that the individual discharges making 
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up the load on the drain or stack under consideration have the form of the surge 
as it leaves the fixture that creates it. That is, the average rate of flow and the 
duration of the flow are the same, regardless of the location of the surge in the 
drainage s 3 ’stem. Or, putting the matter another waj’’, no allowance was made 
for the leveling off of surges in preparing these curves. 

The leveling off of a surge increases the duration of the surge and thus 
decreases the load that the drain can earrj'- without becoming filled at some 
cross section (see Figs. 26-4 and 26-5). Furthermore, the discussion so far has 
concerned discharges from water closets, which jueld a short surge with a rela- 
tivelj”^ high rate of flow. Such fixtures as kitchen sinks, bathtubs, and laundry- 
traj^s, 3 'ield relative^' long fiat surges l 3 dng to the right on the cur\^es in Fig. 
26-6. 

On the basis of the foregoing considerations, French [26-2] chose the following 
surge durations for use in determining design loads for primar 3 ’^ branches of the 
building drain for 6-in. and smaller diameters.* 


Table 26.4 Surge Durations Assumed for 6-in. and Smaller 
Diameter Building Drains 


Drain Diameter (in.) 

4 

5 
0 


Surge Duration (see) 
S 
9 
10 


If the data shown in Figs. 26-4 and 26-5 are replotted as in Fig. 26-6 with 
values of as ordinates, the two curves for each slope but different 

diameters each coalesce into a single curve, there being a distinct curve for each 
slope. Note that the ordinates in Fig. 26-6 are velocities, specificall 3 ' the 
velocities corresponding to the drain running full, as it is at the section where the 
flow fills the cross section. 

Now these curves can be used to establish design loads for 3-, 4-, 5-, and 6-in. 
primar 3 ^ branches if it appears reasonable to assume that the fact that the 
curves for a given slope, but for 3-in and 4-in. diameters, coalesce when plotted 
as in this figure is an adequate basis for assuming that similar tests on 5-in and 
6-in. drains would have 3 delded results that would also agree with Fig. 26-6. 
Obviousl 3 ^ this cannot be known with certaint 3 ’^ without actual test results. 
However, in the absence of such data, and since the curves do come together so 
markedl 3 ^ for the 3- and 4-in. diameters, it will be assumed for design purposes 
that the same would hold true for the two largest diameters. 

The solid curves, for slopes of 3-1, and Ke in. per ft, were obtained from 
experimental data. The results have been extrapolated to furnish the cor- 
responding curves for slopes of 1^2 and in. per ft ^vith the aid of the cunm in 
Fig. 26-8. In determining this last-mentioned curve, it was assumed that the 
velocit 3 ’’ depended on the slope of the drain in accordance with the following 
relation : 


th ^ /Si\ 
t-2 


J 


(26-15) 


* In this report French was trying to explain the loading tables established hy 
Hunter and used in the Plumbing Manual, BMS66 [26-1]. The results of tliis 
analysis by French agree well with the values established by Hunter, but Hunter’s 
line of reasoning is not known, since his notes have been lost. 
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where the value of n can vary from zero up to 0.5, the latter being its value for 
steady flow. Taking the experimentally determined curves in pairs, cor- 
responding values of vi and Vz were read from the pair of curves under con- 
sideration, and the value of n was computed by using Eq. (26-15). The result 
is the curve in Fig. 26-8, giving n as a function of the duration of the surge. 
With these values of n determined, the dashed curves in Fig. 26-6 were com- 
puted for slopes of Mz and K m. per ft. 



0 5 10 15 20 25 30 

DURATION OF SURGE IN SECONDS 


Fig. 26-S. Effect of slope on velocity of flow for surging flow. 


h. Carrying Capacity of Partially Filled Drains Subjected to Surging Flow. 
Primary Branches. In the last section it was shown that the phenomenon of 
surging flow in sloping drains affords a logical basis for determining drain sizes 
for the smaller drains which may be assumed to be empty or nearly so, when a 
surge of waste water reaches them. It was assumed that drains up to and 
including 6-in. in diameter can be designed on this basis. 

For drains larger than 6 in. in diameter, another approach must be used. It 
IS assumed that such drains will in general be carrying an appreciable flow when 
a surge is imposed on them. 

Hunter at the National Bureau of Standards conducted an investigation of 
this condition, and the results that he obtained are to be found in an unpub- 
lished manuscript. These data have been analyzed by French [26-2], and his 
analysis is used as the basis of the following discussion. 

Hunter used a test system having a main line of 4-in. cast-iron soil pipe 40 ft 
long. A branch line also consisted of 4-in. cast-iron soil pipe connected into the 
main line through a wye-branch fitting. The pipe downstream from the junc- 
tion of the two lines had longitudinal slots cut in it, so that visual observation of 
t e filling of the cross section of the pipe at any point was possible. The lines 
uere set at several different slopes for the tests. A 3-in. supply line discharged 
t le constant rates of flow vertically downward through a 90° bend into the main 

>ne. A 2-in. supply pipe delivered the surging flow in the same way into the 
branch line. 


2 „ experimental results with this test installation are shown in Fig. 

• It is interesting to note that for certain conditions the capacity of the 
ram is less for the j'^-in.-per-ft slope than for the Ke-in.-per-ft slope. This 
can^ e attributed to the fact that the decrease in the peak of a surge is more for 
/iG-in. slope than for a t^-in. slope, so that this result is not contradictory. 
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Using the data just referred to, French carried out an analysis of drain 
capacities for the condition that surges are imposed on steady flou-, as may he 
the case with the larger-diameter drains when used as primar 3 - branches. The 
procedure that he followed is rather complicated, and he found later that prac- 
tically the same result could have been attained by assuming that the capacities 
of the larger drains are given bj-^ assuming surge durations of 10, 11, 12, and 
13 sec for 6, 8, 10, and 12-in. drains, respectively. Consequently, because of 
the greater simplicitj' brought about in the analysis bj' this last assumption. 



•10- SECOND SURGE 
X20-SEG0ND SURGE 
030-SECOND SURGE 


0 10 20 30 40 50 60 70 80 

STEADY FLOW IN MAIN LINE-GPM=Qm 

Fig. 26-9. Hunter's data on capacity of drains under surging flow — surge super- 
imposed on steady flow in drain. 

this procedure will be followed here. The computations are given in Table 
26.5, along with the computations for the smaller drains. In this table a surge 
duration of 7 sec is assumed for a 3-in. drain, instead of 8 sec, as recommended 
bj' French. 

26.5 Design Loads 

1. Primary Branches of Building Drain. In the preparation of 
Table 26.5, values of v were read from the curt'es in Fig. 26-6. These values 
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are listed in column 4 of the table. From these values and the cross-sectional 
areas of the different sizes of drain (the nominal diameters were used), values 
of the rate of flow, Q, are given in cubic feet per second and in gallons per 
minute (columns 5 and 6). These are the rates of flow that will just fill the pipe 
at some cross section. These values are next divided by 2 to give the rates 


Table 26.5 Capacities of Sloping Drains under Surging Flow 


Slope 
(in. At) 

Diameter 

(nominal) 

(in.) 

Surge 

duration 

(sec) 

4G 

® rd'- 

(fps) 

Q 

Q/2 

cfs 

gpm 

Computed 

(gpm) 

Manning 
formula 
n = 0.015 
(gpm) 

Design 

(gpm) 

(1) 

(2) 

(3) 

(4) 

(5) 

(6) 

(7) 

(8) 

(9) 


8 

n 

2.55 

0.891 

401 

200.5 

121 

200 


10 


2.38 

1.310 

589 

294.5 

215 

300 


12 

mm 

2.24 

1.762 

792 

396.0 

354 

425 

He 

6 

10 

3.35 

0.660 

296 

148.0 

79.5 

147 


8 

11 

3.10 

1.085 

487 

243.5 

170 

245 


10 

12 

2.93 

1.605 

721 

360.5 

275 

377 


12 

13 

2.77 

2.175 

976 

488.0 

505 

555 


3 

7 

4.75 

0.234 

105 

52.5 

17.5 

51.5 


4 

8 

4.38 

0.3825 

171.5 

85.8 

38.0 

84 


5 

9 

4.15 

0.5685 

265 

127.5 

69 

125 


6 

10 

3.95 1 

0,778 

349.5 

174.7 

110 

177 


8 

11 

3.70 

1.315 

591 

295.5 

242 

300 


10 

12 

3.62 

1.985 

891 

445.5 

390 

480 


12 

13 

3.48 

2.73 

1,226.5 

613.3 

710 

740 

>1 

3 

7 

5.15 

0.2535 

113.8 

56.9 

24.5 

58 


4 

8 

4.90 

0.428 

192 

96.0 

54 

96 


5 

9 

4.65 

0.637 

286 

143 

98 

146 


0 

10 

4.48 

0.8825 

396 

198 1 

146 

208 


8 

11 

4.32 

1.512 

679 

339.5 

340 

390 


10 

12 

4.20 

2.302 

1,033.5 

516.8 

555 

660 


12 

13 

4.10 

3.22 

1,445 

722.5 

1,000 

1,050 

H 

3 

7 

5.80 

0.285 

127 

63.5 

35 

64 


4 

8 

5.60 

0.486 

218,5 

109.3 

76 

112 


5 

9 

5.43 

0.745 

324.5 

162,3 

137 

175 


0 

10 

5.28 

1.04 

407 

233.5 

225 

265 


8 

11 

5.18 

1.99 

895 

447.5 

460 

525 


10 

12 

5.10 

2.80 

1,258 

029.0 

780 

910 


12 

13 

5.05 

3.97 

1,780 

890 

1,420 

1,500 


of flow that will just half fill the pipe. In column 8, values of the rates of flow 
that will just half fill the pipes, computed by the Manning formula (for steady 
flow) are given, computed for a Manning’s n of 0.015, which represents fairly 
rough pipe. The rates of flow given wmre then plotted in Fig. 26-10. It will be 
noted that the curves obtained from the data on surging flow^ would cross the 
straight lines representing steady flow near the upper part of the figure (i.e., for 
e larger diameters) if plotted according to the data in column 8 in Table 26-5. 
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But we know that the velocities for surging flow can never be less than for 
steady flow; so these curves should not cross the Manning curves. 

Consequently, the assumption is made that these eurves for surging flow will 
approach the corresponding Manning formula curves asymptotically'', and the 
cun'es are so drawn in the figure. Thus the left-hand family of curves in Fig. 
26-10, representing surging flow, become the design curves for primary branches 


I 2 4 6 8 10 20 



Fig. 26-10. Design loads for primary branches of building drains. 

of the building drain, and the design-load values in column 9 of Table 26.5 were 
read from these curves. 

The reason that the curves for surging flow do not agree with the Manning 
formula for large surge durations is that the variation of capacity with slope 
follows a different law for steady flow than it does for surging flow. Hunter’s 
experimental results for surges imposed on an empty drain showed that the 
capacity varied with the square of the diameter (see Fig. 26-6), whereas the 
Manning formula makes the capacity vary with the % power of the diameter . 

The design loads in gallons per minute are next converted to fixture units by 
the use of Figs. 24-5, 24-6, and 24-7. These values are given in column 4 of 
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tlie slope of the drain increase, the design load should approach the capacity 
given by the formula for steady flow, yet should never be less than the latter. 
The design loads computed for surging flow satisfy this criterion. Thus it is 
believed that the seemingly high fixture-unit capacities for the 10- and 12-in. 
drains are justified. 

The recommended design loads for primary branches of building drains are 
tabulated in Table 26.7. 

Table 26.7 Design Loads for Primary Branches of Building Drains 

Maximum number of fixture units that may be con- 
nected to any primary branch of a building drain 


Diameter of pipe 

(in.) Slope (in. per ft) 



V 32 

Kg 

K 

K 

K 

3 (.soil) 



20' 

27' 

3G' 

4 



170 

250 

315 

5 



450 

535 

700 

G. 


535 1 

735 

1,000 

1,400 

8 

916 

1,250 1 

1,700 

2,500 

3,700 

10 

1,700 

2,350 

3,350 

4,950 

7,300 

12 

2.550 

4,000 

i 

5,650 

8,700 

13,400 


'Not more tl.an two watei closets. Values taken from the National Plumbing Code, 
Table 11.5.2. 

2. Building Sewer and Secondary Branches of Building Drain. When 
we come to the consideration of the building sewer and the secondary branches 
of the building drain, we have to do with relatively steady flow. The larger 
the number of plumbing fixtures in a building (i.e., fixtures that are in use), and 
the longer the building drain and sewer, the more nearly will the flow in the por- 
tion of the line nearest the street sewer approach a steady condition. This 
means that a steady-flow formula, such as the Manning formula, will be 
approximately applicable. The larger the drain, the more nearly will this 
condition be approached. 

The approach to the problem of design loads for primary branches of the 
building drain, based on Hunter’s experiments, led to the conclusion that the 
capacity of a drain is greater for surging flow than for steady flow, the capacity 
gradually approaching that for steady flow as the surges flatten out. Thus we 
are led to the conclusion that the capacitj’’ of a secondary branch or building 
sewer of a given diameter is less than that of a primary branch of the same diam- 
eter. This might conceivably require that the building sewer be larger in 
diameter than the building drain in particular cases, even though it is carrying 
the same flow. It seems, however, that this will rarely be necessary, when it is 
considered that the design load is that load which will probably not make the 
drain flow more than half full more than 1 per cent of the time. It is obvious 
that a largo factor of safety is involved here. 
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Tlic inctbod used to obtain the design loads in Table 26.8 i.s as follows; For 
each given slope, a plot was prepared of the capacity loads against drain diam- 
eter, using the values for surging flow given in Table 26.7 and the values for the 
Manning formula for steady flow given in column 7 of Table 26.6. The results 
are plotted in Fig. 26-11 for three slopes of drain. For each pair of cuives thus 

Table 26.8 Design Loads for Building Sewers and for Secondary 
Branches of Building Drains 


Diameter 

Maximum number of fixture units that may be con- 
nected to any secondarj' branch of a buOding drain 
or to the building sewer 






of pipe 


Slope (in. per ft) 




He 


M 

H 

3 



201 

271 

361 

4 



170 

240 

300 




380 

400 

670 

6 


535 

650 

840 

1,300 

S 

900 

1,080 

1,400 

2,250 

3,370 

10 

1,500 

1.S40 

3,000 

4,500 

6,500 

12 

2,240 

3,550 

5,400 

8,300 

13,000 


' Xot more thaa two water closets. Values taken from the National Plumbing Code. 


drawn, repre.senting one slope, a curve was then faired in, starting at or slightly 
above the design load for the 12-in. drain by the Manning formula and curv^ing 
to meet the cun'e of capacities for surging flow at or near the smallest diameter 
for which a value was given. The design loads were then read from the f aired-in 
curve. 

The design loads thus obtained represent surging flow for the smallest-diam- 
eter drains and approximately steady flow for the largest drains. For drains of 
intermediate diameters, there is a gradual transition from one condition of flow 
to the other. 


The design loads given in Table 26.8 for secondary branches of building drains 
and for building sewers maj' be compared with the values in Table 26.9, quoted 
from Table S07(c)-III of BMS66. The fixture-unit values in this table are 
applicable, according to BiIS66, to “secondary branches of the building drain, 
the main building drain, and building sewer of given diameter and slope . . . 
■when the building drain has two or more primarj' branches of 3-inch or greater 
diameter and when the lowest horizontal branch or fixture drain is less than 
3 feet above the grade line of the building drain.” 

Comparison of the fixture-unit values in Table 26.9 with those given for the 
* a^ing formula in the last column of Table 26.6 shows that the values in 
iable 807 (c!-III in some instances greatly exceed those corresponding to the 
.'lanning formula. 
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Fig. 2G-1 1 . Dc.sign loads for secondary branches of building drains. 
Table 26.9 Limits in Fixture Units for Secondary Branch or Main 


Diameter 

(in.) 

fall 

J^-in. 

fall 

14-in. 

fall 

J4-in. 

fall 

3 


90 

125 

180 

4 


450 

630 

900 

5 

GOO 

850 

1,200 

1,700 

6 

950 

1,350 

1,900 

2,700 

8 

1,950 

2,800 

3,900 

5,600 

10 

3,400 

4,900 

6,800 

9,800 

12 

5,600 

8,000 

11,200 

16,000 


A study of the values in Table 807 (c)-III shows that, in preparing this table, 
Hunter used the concept of average flow in the system due to a large number of 
water closets as the basis for the table. He assumed the following values to be 
characteristic of water closets; average frequency of use, once in 5 min; volume 
of discharge per flush, 4 gal. Then the average flow in the system from one 
water closet is % gpm, and the average flow from n water closets is 0.8« gpm. 
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The next step is to read from Fig. 26-1, 26-2, or 26-3 the rate of flow that will 
fill the selected diameter of drain half full at the slope chosen. Suppose, for 
example, that we make the computation for a 10-in. drain on a slope of in. 
per ft. From Fig. 26-3 we read, for a Manning’s n of 0.015, the rate of flow, 
550 gpm. Then 

0.8n = 550 

71 = 668 water closets 


But a water closet has a fixttire-rmit rating of 10; so the number of fixture units 
corresponding to the flow of 550 gpm is lOn, or 6,680. Examination of Table 
S07(c)-ni gives the value 6,800 corresponding. Other values in Table 807 (c)-III 
check equally well or better; hence it may be concluded that the average flow in 
the system due to water closets was the basis used by Hunter for establishing 
this table. 

The values in Table 807 (c)-III should be used onlj’- for drains that are at a con- 
siderable distance from the stacks and then only when two or more primary 
branches empty into them. Himter used the logical procedure of making the per- 
missible load on a secondary branch depend on the length of the branch, and his 
method is given on page 49 of BMS66. However, this procedure has been gen- 
erally considered too complicated for adoption in plumbing codes; so it has not 
come into general use. The fact remains, however, that at least as far as load- 
ing tables are concerned BMS66 is the most logical code that has ever been 
written. 

It seems appropriate to remark at this point that the basic principle that has 
been used to determine design loads for drains is unnecessarily conservative and 
leads to overdesign of the drains. The principle is that the design load shall be 
taken as that load which probably will not be exceeded more than 1 per cent of 
the time and that the drain shall not flow more than half full for this design 
load. Under these conditions, the flow probably will not fill the drain half full 


more than an extremely small part of the time, and the half-full condition will 
probably not be exceeded more than a vanishingly small part of the time, and 
then not very greatly. Thus there arises the question of whether the design of 
the building drains and sewers is not at present unduly conservative and imnec- 
essarily expensive. The only factor that seems to operate in opposition to this 
xuew is the fouling of the drains, but it should be remembered that increasing 
the velocity of flow in a drain by a decrease in diameter tends to keep the drain 
scoured. No allowance has been made for these considerations in preparing 
Table 26.8 for secondary branches and building sewers. 


3. Horizontal Branches. A study of Table 807-III of BMS66 makes it 
obvious that, in establishing the fixture-imit values given in it for horizontal 
branches, Hunter assigned the same values for diameters up to and including 6-in . 
ranches as he assigned to primary branches for a slope of 3^ 6 io^- per ft. Also 
that, for 8, 10, and 12-in.-diameter branches, he selected values that correspond 
to a slope of Y 2 in. per ft. 

French has pointed out [26-2] that there are two reasons why allowance for the 
effect of slope in prescribing design loads for horizontal branches need not be 
a e. The first reason is that, since some flattening of the surges must occur 
5ctneen the horizontal branch and the primarj’’ branch that receives its load. 



26-24 


TECHNICAL SECTION 


the surges will be of shorter duration in the horizontal branch than in the 
primary branch. And Fig. 26-8 shows that the effect of slope becomes less and 
less as the duration of the surges decreases, becoming zero in the limit as the 
duration of the surge approaches zero. 

The second point that French makes is this: He has shown from Hunter’s 
data that flattening of surges takes place at a slower rate for high-drain slopes 
than for low slopes. Hence a horizontal drain laid at a high slope will deliver a 
severer load to a primary branch for the same fixture discharge than will the 
same drain laid at a low slope. But this has the same general effect on the 
selection of the drain sizes as does a lower slope; i.e., it tends to require a larger 
drain size than woidd otherwise be necessarJ^ Hence it would seem that a 


Table 26.10 Design Loads for Horizontal Branches 


Diameter 

branch 

(in.) 

(1) 

Recommended design loads' 

BMS66 design loads 

Slope 
(in. /ft) 

(2) 

Fixture units 

(3) 

Velocity- 

(fps) 

(4) 

Slope 
(in. /ft) 

(5) 

Fixture units 

(6) 

Vclocit5''' 

(fps) 

(7) 

3 


70 

2.25 

He 

20 

1.10 

4 



2.60 

Ke 

160 

1,35 

4 



1.90 




5 

h 

450 

2.20 

Ke 

360 

1.60 

6 


735 

3.10 

Kg 

600 

1.80 

8 



3.05 

H2 

1,200 

1.55 

10 


3,350 

3,55 

K2 

1,800 

1.75 

12 


5,650 

4.00 

K2 

2,800 

2.00 


• From Table 26. G. 

* Velocities from Manning formula with n — 0.015. Drain flowing half full. 

5 According to the National Plumbing Code, but not recommended because of low velocity. 


simple and safe rule to apply to horizontal branches is to assign to them the 
same fixture-unit load as is assigned to primary branches of the same diameter 
and at the lowest slope that would be used for a horizontal branch of that 
diameter. 

Computation shows that the minimum slopes permitted by the National 
Plumbing Code, if followed strictlj' in assigning fixture-unit values to horizontal 
branches,* with one exception, lead to velocities of flow (for the drain flowing at 
capacity, i.e., half full) that are greater than the minimum of 2 fps that is quite 
generally acceptedf (see Table 26.10). The design loads recommended for 
horizontal branches, therefore, are those given in column 3 of Table 26.10 and 
are the same for any slope of drain equal to or greater than the minimum slopes 
given in column 2 of the table. The minimum recommended slope for a 4-in. 
branch is M in. per ft, instead of the slope of in. per ft recommended by the 
National Plumbing Code. 

* Not less than in. per ft for 3-in. diameters and smaller. Not less than in. 
per ft for diameters larger than 3-in. 

t National Plumbing Code, Sec. 11.3.4. 
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4. Fixture Drains and Small Horizontal Branches. Since the methods 
of probabDity do not apply to the determination of design loads when small 
numbers of plumbing fixtures are involved, a different method must be used to 
determine drain sizes for these conditions. Adequate venting plays an impor- 
tant part in establishing the proper sizes for these small drains, and this subject 
will be treated in Chap. 27. 


26.6 Minimum Velocities of Flow in Drains 

The advent of the food-waste disposer in homes and commercial establish- 
ments has made it necessary to reconsider the matter of minimum permissible 


Table 26.11 Minimum Flow Conditions Recommended to Move 
AU Solid Materials through the Drainage System 


Ref. i 

Diameter | 
line 
(in.) 

1 

1 Velocity 
, of flow 

(fps) 

Slope of 
line 

(in. per ft) 

Remarks 

26-4 


2.0 


1 

26-5 

8 

1.0 

... 

Velocity used in sewer design 

26-6 

. . . 

1.75 


Sewers flowing full 

26-7 

4 

1.5 


Will not carry grease 

26-8 

4 

1.4 

4 

-Approximate values 

26-S 

® I 

1.0 

He 

Approximate values 

26-S : 

8 

0.7 

H 4 

Approximate values 

26-9 1 

8 

1.5 

136 

Street sewer, half full 

26-10 ' 


(2 , 5 gpm) 



26-11 1 

i 

(2.0 gpm) 


Fixture drains 


velocities of flow in the drainage systems of building and in the public sewer 
system. Nmnerous tests have been run and observations have been made on 
actual installations to determine what flow conditions will move all the solids 
discharged into the drainage system when food-waste disposers are added to the 
plumbing equipment. Table 26.11 summarizes some of the data and recom- 
mendations resulting from this work. 

However a word of caution is necessary in regard to the discharge of large 
quantities of ground sea-food shells into the drainage sjmtem. It is reported 
126-11] that trouble has been experienced with restaurants specializing in sea 
food and using food-waste disposers to get rid of the oyster and clam shells. 
It was found upon test that velocities of flow of even 5 fps were inadequate to 
dislodge the flat chips formed b 3 ^ grinding these shells. 







CHAPTER 27 


The Venting of Building Drainage Systems 


27.1 Traps and Trap Seals 

1. Purpose of Traps. All essential requisite of any building drainage 
system is that a means shall be provided to prevent sewer air from flowing from 
the building drain back through the plumbing fixtures into the rooms of the 
building. While the dangers inherent in breathing small quantities of sewer air 
have been greatlj' exaggerated [27-1],* nevertheless it would be inexcusable to 



A B C 

Fig. 27-1. Effect on trap seal of excess pneumatic pressure in drain. 


allow the ofiensive odors of such air to penetrate the building. The means that 
has invariably been used to prevent this backflow of sewer ah is the water-seal 
Irap. See Fig. 27.1. 

The water seal in the trap prevents the backflow of sewer air into the fixture 
and thence to the room unless the fluctuating pneumatic pressures in the drain- 
system exceed some value in excess of atmospheric pressure, so that air is 
forced through the water seal back into the room. 

^^If anything happens to .suck some of the water seal out of the trap (see Fig. 
-<-2.1), then a much smaller excess of pneumatic pressure in the system may 
Numbers in brackets refer to the bibliography at the end of the book. 

27-1 
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force sewer air back through the water seal. Hence the attempt is made to 
design the drainage system so that pressure reductions and excesses below and 
above atmospheric pressure at the points where fixture drains enter the stack shall 
not exceed some selected value ■which is visually taken as 1 in. of ■water in the 
United States. 

There are two predominant wav's in which trap seals are reduced, both of 
which are designated by the term siphonage. The first method is the one 
already discussed brieflv', in which pneumatic-pressure fluctuations caused by 
the discharge of fixtures on the system other than the fixture to which the trap 
in question is attached may suck water out of the trap until the positive part of 
the fluctuation can force sewer air back through the trap seal. The second 
method is the reduction of a trap seal by the discharge of the fixture to which the 




Fig. 27-2. Effect on trap seal of reduced pressure in building drain. 

trap is attached. The first of these two phenomena has been quite generally 
called “siphonage” in the United States, but “induced siphonage” by the 
British. The latter term is considered to be more logical than the first men- 
tioned, since the second phenomenon mentioned is also an example of siphonage. 
It is recommended, therefore, that the first phenomena described be called 
induced siphonage, following the British custom, while the second be called 
self-siphonage, as it has been in the past. 

2. How Trap-seal Losses Occur, a. Trap-seal Reduction through Induced 
Siphonage. The phenomenon of induced siphonage wiU be considered first (see 
Figs. 27-1 and 27-2). Figure 27-1.-1 shows a P trap, which is nothing more than 
a U tube ■with legs of unequal length filled with water to the level of the top of 
the shorter leg. This trap is inserted in the drainage line between the tafl pipe 
attached to the fixture and the fixture drain. It is assmned that no discharge 
is taking place from the fixture to which the trap is attached and that atmos- 
pheric pr&s.sure p^ exists above the water levels in the two legs. 
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Now assume that a pressure fluctuation occurs in the stack at the level of 
entry of the fixture drain in question, so that the pneumatic pressure acting on 
the trap seal on the fixture-drain side is Pa + Ap, where 

Ap = pgAh (27-1) 

where Ap = excess pneumatic pressure in drain 
p = density of the water in trap 
g = acceleration of gravity 

Ah = difference in level of the water surfaces in the two legs of the trap 
(see Fig. 27-lB) 

Now if the excess pressure Ap becomes zero again, the water level in the two 
legs will return to the initial level, as shown in Fig. 27-1 C, without any loss of 
trap seal, except possibly a very slight amount due to the overshooting of the 
water column when it returns to equilibrium. 

Now assume that the pneumatic-pressure fluctuation in the stack and fixture 
drain causes a suction p — Ap to be exerted on the water surface in the down- 
stream leg of the trap, as shown in Fig. 27-2rf. Obviously this condition will 
cause some of the water in the trap seal to flow out of the trap and down the 
fixture drain. Hence, when the negative-pressure fluctuation becomes zero 
and the water columns in the two legs of the trap stabilize, only part of the 
original trap seal will remain, as shown in Fig. 27-2B, and the trap-seal loss is 
measured by hi and the remaining trap seal by hr (see Fig. 27-2B). 

Figure 27-2C shows the case in which a positive-pressure fluctuation has 
forced the water surface in the downstream leg of the trap down to the level of 
the dip of the trap. This is the maximum pressure difference for which the 
trap seal will resist the flow of sewer air back into the room. Note that this 
excess pressure — or head of water — is measured by twice tlie initial depth of 
trap seal as shown in Fig. 27-1.4 . Thus, when there is a depth of water hr in the 
trap, the positive-pressure fluctuations on the downstream side of the trap will 
not force sewer air through the trap seal unless the excess pressure is greater 
than 2hr. 

b. Trap-seal Reduction through Self-siphonage. The phenomenon of self- 
siphonage is very complicated and does not lend itself readily to analytical 
treatment. The phenomenon can be illustrated by considering the discharge 
of a lavatory shown diagrammatically in Fig. 27-3. A lavatory exhibits self- 
siphonage to a greater extent than any other commonly used plumbing fixture. 

Lavatories are commonly built with rounded bottoms, and this shape pro- 
duces a strong tendency to self-siphonage. The discharge of a lavatory is quite 
high at first, decreasing a little as the depth in the basin decreases, until sud- 
denly the rate of discharge falls rapidly nearly to zero, with the coincidental 
formation of a vortex which allows air to be sucked down into the drain. With 
a flat-bottomed fixture, there is a prolonged “trail flow ” at the end of the dis- 
charge, as the film of water on the surface of the fixture slowly drains off, tending 
to refill the trap, but this trail flow is very brief with a round-bottomed lavatory, 
so that there is very little tendency to refill the trap. 

'Hvatorj'^ drains and traps are usualty in. in diameter. TMiile a drain of 
t 'IS diameter laid at a slope of y-i in. per ft or greater has adequate capacitj' to 
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carry the discharge from the lavatory vrithout the cross section being filled, pro- 
^^ded the water enters the drain smoothly approximately in the direction of the 
drain axis, actually the flow out of the trap is directed vertically, and as a result, 
for aU except the smallest flow rates, the water clings to the upper element 
of the drain at the entrance, and a slug of water is formed filling the drain at 
that point. This slug often lengthens until it extends a considerable distance 
downstream, sometimes even to the outlet. Air that is drawn in through the 
overflow of the lavator 3 ’^ passes down the drain in the form of bubbles that are 
dragged along the highest element of the drain. If there is enough of this air 
traveling with the water, when the flow from the lavatorj' falls off, the bubbles 
enable the water to break loose from the upper element of the drain, so that the 



piston effect of the water that would otherwise occur is often prevented. If the 
slug of water continues to fill the cross section as the flow decreases, it moves 
downstream slowlj^ creating a reduced pressure behind it that sucks the water 
out of the trap just as happens when the reduced pressure is due to induced 
siphonage. 

Again, the stream of water entering the stack fitting, if its velocity is suffi- 
cienth’ high, maj' shoot across the downwardly directed part of the sanitarj' 
tee or long-tum tee-wj’e, closing off the cross section at the outlet, and the slug 
thus formed maj^ increase in length in the upstream direction, closing off the 
cross section. Then, if the discharge from the lavatorj' decreases, this slug acts 
like a piston, pulling the air in the drain behind it as it moves out of the drain, 
and again we have the conditions necessary to reduce the trap seal. 

A tj'pical case of flow in a drain resulting from the discharge of a lavatory is 
described in National Bureau of Standards B]MS126, Self-siphonage of Fixture 
Traps [27-2]. 

“At first thought, it might seem that the flow taking place through a trap 
ordinarilj' consists of water onlj'. However, this is not the case, as has ahead}’' 
been pointed out. In most instances, air is carried out with the water also. 
We have observed this phenomenon in a transparent trap and fixture drain 
connected to a lavator}’’, and these observations indicated that air entered the 
trap in three ways. First, air was entrained by the water as it passed the oA’er- 
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flow outlet just below the laA^atory, and this air was carried through the trap in 
the form of bubbles. 

“Second, as the water surface in the lavatory continued to recede, a vortex 
formed in the lavatory, and in this way additional air was carried through the 
trap into the drain with the water. 

“Third, near the end of the discharge of the lavatory, with its attendant 
rapid decrease in the rate of flow through the lavatory outlet orifice, water was 
flowing out of the trap more rapidly than it entered, owing primarily to the 
inertia of the water in the trap and drain. Hence the water surface in the inlet 
leg of the trap receded to such an extent that in many instances air bubbled past 
the dip of the trap and entered the outlet leg of the trap. This latter manner in 
which air enters or passes through a trap is especially noticeable when a large 
pressure reduction occurs in the fixture drain near the end of the discharge 
period. 

“Now if the rate of flow in the drain and the diameter of the drain are not 
sufficient to close off the passageway in the inlet branch of the stack fitting, this 
air can pass off to the vent or stack and exerts no particular effect on the nature 
of the flow in the drain. 

“However, if the flow is sufficiently great to close off the passageway referred 
to, then the air in the drain becomes trapped between the solid mass of water in 
the vent fitting and the water in the trap and causes changes in the nature of the 
flow in the drain. This in turn affects the pressures in the drain and hence on 
the outlet end of the trap when the discharge from the fixture ceases. 

“The following is typical of the phenomena that were observed when air 
entered the drain in the manner described above. The entrained air from the 
overflow outlet entered the drain in the form of bubbles, which rose to the top 
of the drain at some indefinite point along it. If the quantity of air that col- 


lected in this way was sufficiently large, the drain, which was flowing full from 
the trap weir to this point, flowed only part full from this point on to the vent 
fitting. As the volume of entrained air diminished near the end of the lavatory 
discharge, the water frequently rose to the top of the drain along one or more 
portions of its length, filling the entire cross-section of the drain. Thus one or 
more plugs of water formed in the drain near the end of the period o^ discharge 
from the lavatory. 

“As the flow from the lavatory trailed off, the velocity of these plugs of water 
toward the vent fitting decreased, owing to the adverse head of water in the 
trap, -which slowed them dowm; and at the same time the lengths of the plugs 
of water diminished, owing to the sloughing 'off of water at their upstream and 
downstream ends. If one of these plugs was sufficiently near the trap Avhen 
this sloughing off occurred, some of the water that sloughed off from the 
upstream end of the plug flowed backward up the drain and partly or entirely 
refilled the trap. When the plug was further down the drain, this temporary 
ackfiow of water in the drain did not reach the trap, and hence no refill from 
this cause occurred.” 


It appears from the foregoing discussion that there are two ways in which 
re 11 of the trap can occur : (1) by trail flow from the fixture and (2) by back- 
er in the drain. In addition, it should be noted that when the drain can 
run full for all or part of its length, the presence of an abundant supplj' of air 
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carried along with the water helps prevent trap-seal losses. Since much of this 
air comes from the overflow of the lavatory, it follows that a lavatory without 
an overflow is much more likclj- to suffer trap-seal losses due to self-siphonagc 
than is a lavatory with an overflow. This has been investigated by Wyly 
at the National Bureau of Standards, but no report has ever been published 
by him. 

3. Limiting Trap-seal Loss. Inasmuch as reductions in trap seals of 
fixture traps will be the basis for deciding limitations of drain lengths and slopes 
in what follows, a discussion of what trap-seal losses or remaining trap seals 
are to be considered permissible is necessary. The adequate protection of the 
building against the penetration of sewer air by passage through or past the 
trap seal depends on the depth of trap seal that can be maintained under all 
conditions and hence on the magnitude of the effects of induced siphonage 
and self-siphonage. Actually the important thing is the remaining trap seal, 
but in the United States current practice is to set a limit to trap-seal losses, it 
being agreed that traps shall not have less than some minimum depth of trap 
seal. The National Plumbing Code provides (paragraph 5.3.1) that “each 
fixture trap shall have a water seal of not less than 2 inches and not more than 
4 inches, except where a deeper seal is required by the administrative authority.” 
Only when the design of traps has been standardized can there be any definite 
general relation between the remaining trap seal and the trap-seal loss for a 
given trap. 

The “limiting trap-seal loss” generally agreed on in this country is 1 in. of 
water, and this allows for some fouling of the fixture drain with time. The 
corresponding remaining trap seal for any given trap will then protect against 
the passage of sewer air back into the building past tlie trap seal as long as the 
excess pressure in the stack above atmospheric does not exceed twice the 
deptli of water that is in the remaining trap seal. 


27.2 Venting as a Means of Reducing Trap-seal Losses from 
Induced Siphonage 

1. Introduction. The complete venting of a building drainage system is 
a very complicated matter, as can be seen from the great variety of vents that 
are involved (see Chap. 12). It will not be feasible to treat all these here. 
However, there is an extremely important problem involved that has never 
been treated in the literature to any great extent. This is the preparation of 
venting tables for stacks and for horizontal branches. 

Owing to the fact that the conditions which tend to produce pneumatic 
pressures in the system that exceed or are below atmospheric pressure by con- 
siderable amounts vary so greatly from case to case, and also since the building 
drain may be wholly or partly submerged where it enters the street sewer, or 
it may not be submerged at all, it is not feasible to lay down rules for the venting 
of particular designs. Rather the scheme that will be followed here will be to 
assume the worst conditions that may reasonably be expected to exist and to 
prepare venting tables (i.e., the maximum lengths and minimum diameters of 
vents that may be used) for the worst conditions tliat may be anticipated. 
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The engineer who designs a particular system will then be expected to use his 
judgment as to how much he can relax the relatively severe requirements of 
the tables in his case. 

When water flows down a stack or when it flows along a sloping drain, the 
cross section being only partly filled in both cases, it tends to drag air with it. 
If this flow of air is blocked toward the outlet in any way, for example, by a 
hydraulic jump in the building drain, or by a submerged building sewer exit, 
then a considerable positive pneumatic pressure may be built up in the build- 
ing drain, and this pressure may extend up the stack for some distance, decreas- 
ing in the upwaid direction. If this excess pressure is to be prevented from 
occurring, adequate venting must be provided near the bottom of the stack, so 
that this air may be carried away without developing a pressure head of more 
than, say, 1 in. of water column in the stack where the vent is connected. 

The outer layer in the sheet of water falling down a stack exerts a frictional 
drag on the core of air inside the sheet of w'ater. If now the drain docs not 
flow full at any section, the stream of air thus dragged along by the water is 
more or less free to flow out of the outlet end of the drain into the free atmos- 
phere. Some retardation of the air stream will occur in the building drain 
and sewer owing to the facts that (1) the stream of water is slowed up some- 
what in flowing along the drain, (2) the air is now in contact with the unwetted 
portion of the drain wall, and (3) a hydraulic jump may partially fill the cross 
section of the drain. This retardation will ereate a back pressure which will 
be felt at least part way up the stack. If the drain is completely filled at some 
section, the air flow is completely blocked, in the absence of vents, and the 
back pressure in the drain may become very high. 

Considerable data are available on the pneumatic-pressure variations caused 
by sheet flow down vertical stacks, but the principal service rendered by these 
data is to demonstrate the magnitudes that these pressure variations can attain 
when the rate of flow greatly exceeds the recommended capacity of the stacks 
under test conditions that are not clearly defined. Consequently, the results 
are not of much practical value except as a means of demonstrating qualitatively 
certain general principles. A general understanding of the pressure phenorhena 
•that occur in stacks will be gained, however, by examining results reported bj' 
Dawson and Kalinske [27:3, 27-4], by Babbitt [27-5, 27-6], by Hunter [27-7], 
and by Wyly and Eaton [27-8], 

The back pressure created by the partial blocking of the building drain is 
well illustrated in Fig. 22-7, which presents data obtained by Dawson and 
Kalmske [27-3]. A 3-in. stack about 30 ft high was connected to a 4-m. drain 
open at the outlet. Water was introduced at elevation 0 in the figure. The 
conditions at entry are not stated — the type of branch fitting used and the 
egree to which the cross section of the stack at entry was closed off by the 
water stream entering the stack for different rates of flow. If sanitary fittings 
were used, then, according to Eq. (25-16), the stack would have been com- 
P etely filled at entry, and the water would have begun to back up above the 
e\e of entry when the rate of flow reached approximately 100 gpm. If, on 
le other hand, long-turn tec-w^yes were used, this condition would have 
occurred when the rate of flow reached approximately 200 gpm, according to 
V 0-15). Either rate of flow is greater than the recommended capacitj’’ of 
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the stack (see Table 25.7). However, it seems likely that the cross section of 
the stack was completely filled at entry e.vcept possibly for the lowest rate of 
flow. 

WTiether or not a hydraulic jump occurred in the drain is not stated, but, 
if it did, it probably did not completely fill the drain. This opinion is supported 
by the statement of the authors [27-3]: “the pressure at the bottom of the 
3-inch stack and in the house drain itself was about 45 inches of water, for a 
rate of flow of 50 gallons per minute when the house sewer was submerged and 
without vents. This means that an increase of approximately 35 inches of 
water was caused by the complete closure of the cross-section.” 


31 GPM INTRODUCED AT 
LEVEL "0" 




Fig. 27-4. Pneumatic pressure conditions in stack during flow of waste water. 


Wyly and Eaton [27-8] report pressure measurements on a 3-in. stack for 
various rates of flow. Water was introduced into the stack through one side 
of a 3- by 3-in. sanitary cross at a height of 32 ft about the base. At the base 
of the stack the water passed through a long-sweep bend into 50 ft of 4-in. 
drain laid on a slope of in. per ft, discharging freely at the outlet. The 
data wiU not be presented here in detail since the original paper is in the process 
of publication. However, it can be said that for a rate of flow of 80 gpm 
(87 gpm is the recommended stack capacity) the maximum negative pressure 
just below the point of entry was about 6 in. of water below atmospheric 
pressure, while the maximum positive pressure near the base of the stack was 
slightly more than 1 in. of water above atmospheric pressure. 

Figure 27-4 shows the results of pressure measurements in a 4-in. stack by 
Wise and Croft [27-14]. A flow of 31 gpm, considerably less than the capacity 
of the stack, was introduced through a 4-in. sanitary-P fitting, shown in the 
figure. Tests showed that this fitting introduced water into the stack with 
smaller pressure fluctuations than did several other fittings tested. 
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At the level of the fitting through which the water was introduced, a suction 
of 0.2 in. of water was observed. This was the pressure reduction necessary 
to suck air into the stack and to overcome wall friction in 30 ft of stack vent. 
At the level of water entry, the suction increased abruptly to a little more than 
0.7 in. of water, and this decreased gradually down the stack to a level about 
35 ft below the leA^el of water entry. From this level on, the suction decreased 
rapidly, becoming a positive pressure about 10 ft above the level of the build- 
ing drain. 

Table 27.1 Pressures in Building Drain Produced by Discharging 
Various Fixtures on Test Setup 
(Single-family dwelling, one story with basement 2-in. waste stack, 3-in. 

building drain) 


Fixtures discharged 

Combined 

discharge 

rate 

(gpm) 

Pressure, 
in. of 
water. 

No house 
trap 

Condition of 
submergence of 
house drain 

Pressure, 
in. of 
water. 
Vented 
house trap 

Sink 

23.6 

0.1 

Submerged to a 


lYater closet 

20.3 

0.1 

point 35 ft from 


Bathtub 

12.6 

0.1 

point of measure- 


Laundry tray 

25.4 

0.8 

ment of pressure 


Sink and laundry tray , . . 

49.0 

18.5 



Sink and water closet .... 

43.9 

0.5 



Sink 

23.6 

1.5 

Submerged to a 


Water closet 

20.3 

0.3 

point 12 ft down- 


Bathtub 

12.6 

0.1 

stream from point 


Laundn' tray 

25.4 

1.0 

of measurement of 


Sink and laundry tray. . . . 

49.0 

27.2 

pressure 


Sink and water closet. . . . 

32.9 

15.0 



Lavatory and bathtub 

22.5 

Negligible 

Not submerged 

10.0 

Water closet and bathtub 

32.9 

Negligible 

Not submerged 

17.0 

Bathtub. . 

12.6 

in or 

Not submerged 

9.5 

Sink and water closet .... 

43.9 

less 

Not submerged 

50.9 


Slope of building drain, in. per ft. Long-tum tee-nye fitting used for water closet, sani- 
taiy-tee fittings for all other fixtures. Pressures in drain were measured in an unvented floor 
drain 13 ft from the stack. The floor drain was capped, and a pressure connection was made 
to it. 

From Kational Bureau of Standards Report 2521 127-9]. 

This is a tj^iical illustration of the variation in pneumatic pressure in a stack 
for a rate of flow that is considerably below the capacity of the stack, which 
would be 140 gpm for a 4-in. stack flowing 3^4 full (see Table 25.6). 

Wise and Croft measured the maximum pressure reduction (just below level 
) for different rates of flow down the stack, up to 50 gpm. At this flow, the 
roaximum suction was about 1.2 in. of water. If the cumm can be extrapolated 
0 the design capacity of the stack, this would mean that the maximum suction 
or that flow would be about 4 in. of water. 
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In a study made for the Housing and Homo Finance Agency, Wj-lj', at the 
National Bureau of Standards, measured pressure variations in a 2-in. stack 
and 3-in. building drain for manj' different conditions [27-9, 27-10]. Tlic 
measurements in the stack do not have general applicability, since this diameter 
of stack is too small for a soil stack, but the data Iiave some value as applied to 
waste stacks. Some of the data are given in Table 27.1. The data show that 
the limiting capacitj' of a 3-in. drain with a slight degree of submergence at 
exit is about 44 gpm. Also the data show the adverse pressure conditions 
caused bj' the insertion of a vented liouse trap in the building drain. An 
unvented house trap would be considerablj' worse. 

2. The Purpose of A'ents. The maximum trap-seal loss due to pressure 
fluctuations that is usually considered in the United States to be permissible 
is 1 in. of water. When a P trap is used, this means that a negative pressure 
of 2 in. of water is required to reduce the trap seal by approximate!}' this 
amount for a single pressure fluctuation. It is found by experiment that still 
further trap-seal losses will occur if the same pressure reduction is applied to 
the trap withoiit any refill occurring in the meantime. On the basis of these 
considerations, it is arbitrarily decided that the attempt should be made to 
keep pressure fluctuations in a buUding drainage system down to a ma.ximum 
of ± 1 in. of water. 

It is not necessary that these fluctuations should not be exceeded an}T\'hcre 
in the system. The important thing is that they shall not be exceeded where 
fixture drains or horizontal branches connect to the stack of building drain. 


27.3 Design of Vents to Control Induced Siplionage 


1. Volume Rate of FIoac of .Air for Wliicli Provision Shorild Be IVIadc 
in Stacks. Considering first the flow of air down the stack, we can set an 
upper limit to the air flow, as has been pointed out by Dawson and Kalinske 
[27-3]. If we assume that the velocity of the core of air inside the sheet of water 
flowing down the wall of the stack is moving with the same velocity as the inner 
layer of the sheet of water, with which it is in contact, then we can write the 
equation 


Qtr _ r _ ay /a 

Q« 1 — r 1 — Oy/a 


(27-2) 


where Qy = volume rate of flow of water down stack 
Qo = volume rate of flow of air down stack 
Oy = cross-sectional area of sheet of water 
a = cross-sectional area of stack 

If Qy and d, the diameter of the stack, are given, then the value of r can be 
computed from the formula 

^ = r = 0.100 i (27-3) 


where d — diameter of vent pipe, in. 

Qy = rate of flow of water down stack, cfs 
Equation (27-2) can be derived from Eq. (25-S). 
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Another convenient relation is the following equation connecting the thick- 
ness of the sheet of water flowing down the stack at terminal velocity and d: 




(27-4) 


Equations (27-2) and (27-3) make it possible to compute Qa when and d 
are given. With the maximum value of Qa known for a given stack, it is then 
possible to compute the length of vent of a given diameter that will pass this 
rate of flow of air with a head loss of 1 in. of water.'*' This procedure will be 
presented in a later section. 

Table 27.2 iNIaximum ^'^olume Rales of Air Flow' in Stacks foi* Which 
Provision Must Be Made by Venting, Based on the Design 
Load of the Stack 
(Stacks flowing full) 



The assumption that the core of air in the stack is traveling with the same 
velocity as the sheet of water flowing down the wall of the stack needs some 
consideration. This is, of course, only an approximation, since its velocity will 
depend not onW on the velocitj' of the sheet of w'ater but on the blocking 
effects that take place in the building drain and sewer. However, if we con- 
sider that the building sewer is submerged or that at some point of the build- 
ing drain a h 5 'draulic jump closes off the cross section of the drain and thus 
completely blocks the flow' of air, then this flow must be maintained by the 
introduction of an adequate vent near the bottom of the stack if excessive 
pneumatic pressures are not to occur there. 

^yiy [27-8] has made measurements radially of the velocity distribution in 
the falling sheet of water in a 3-in. stack in the region in which terminal veloc- 
itj was known to exist. He found that the velocity near the outside of the 
s eet (the layer in contact with the air core) is approximately equal to the 
terminal velocity computed from Eq. (25-9). However, what he actually 
measured was the pitot pressures created by the moving water, and he has 

remaining trap seal of 1 in. will just suffice to protect against a pneumatic 
stack of 2 in. head of water in excess of atmospheric pressure. How- 
r, -vents are usually designed to afford a factor of safety by keeping this excess 
pressure to 1 in. of water. 
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shown in another part of the same investigation [27-8] that the sheet of water 
flowing down the stack has an air content that varies from zero at the wall to 
about 50 per cent in the portion adjacent to the air core. Hence the actual 
velocity in this outer layer may have been about times the computed ter- 
minal velocity. 


Table 27.3 Computation of Rates of Air Flow in a 4-in. Stack 


QtD 

(gpm) 1 

Qw 

(cfs) 

d 

(ft) 

Qwld 

0.100(Q/d)% 

■ 

1 

1 — r 

r 

“ Qa/Qw 

Qa 

(gpm) 

20 

1 

0.0446 

0.336 

0.1320 

0.0300 

0.0894 

0.9106 

i 

10.2 

204.0 

40 

0.0892 

0.336 

0.2650 

0.0455 

0.1355 

0,8645 

6.37 

254.8 

60 

0.1335 

0.336 

0.397 

0.0580 

0.1725 

0.8275 

4.80 

288.0 

SO 

0.1780 

0.336 

0.530 

0.0683 

0.2035 

0.7965 

3.92 

313.6 

100 

0.2225 

0.336 

0.663 

0.0780 

0.2320 

0,7680 

3.31 

331.0 

120 

0.2670 

0.336 

0.795 

0.0870 

0.2590 

0.7410 

2.86 

344.0 

140 

0.3120 

0.336 

0.928 

0.0960 

0.2860 

0.7140 

2.49 

348.0 

160 

0.3560 

1 

0.336 

1 

1.060 

0.1030 

i 

0.3070 

0,6930 

2.26 

1 

360.0 



FLOW OF WATER-GPM 

Fig. 27-5. Air flow in 4-m. stack for different rates of flow of waste water. 

However, since the air stream is subject to an unknown retardation in the 
building drain and sewer, even when free outflow exists at the outlet and the 
hydraulic jump that occurs in the drain does not completely fill the cross section 
of the drain, refinement in the consideration of this velocity is not justified, and 
it will be assumed that the ma.ximum velocity of the core of air in the stack is 
equal to the average terminal velocity given by Eq. (25-9). 

The maximum volume rates of air flow for which provision must be made in 
stacks of different diameters, on this basis, can be computed from Eq. (27-2). 

Dawson and Kalinske [27-3] give experimental data on air inflow for a 4-in. 
stack for flows of water up to 300 gpm. As would be expected, the volume rate 
of flow increases up to a maximum and then decreases, owing to the variation in 
the ratio (1 — r)/r and the product of this ratio with Q„. Similar data have 
been computed from Eq. (27-2) and are superimposed on the data of Dawson 
and Kalinske [27-3] in Fig. 27-5. The then computed curve is carried only to 
approximately the design load, whereas Dawson and Kalinske carried their 
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mcaburemcuts considerablj" bej’ond this point. Neither curve has reached its 
maximum by the time the design load has been reached. The fact that the 
computed curve lies above the cuire b 3 * Dawson and Kalinske indicates that in 
their tests the velocitj* of the air core was less than the terminal velocity of the 
water. 

The computations for the computed cun'e in Fig. 27-5 are given in Table 27.3. 
The ratio r was computed from Eq. (27-4). 

2. Volume Rate of FIo^v of -Air for AVhicli Provision Should Be IVIade 
in Horizontal Branches. We assume the branch to be flowing half full at 
the design rate of flow and that the air in the upper half of the drain is flowing at 
the same velocitj' and hence volume rate as the water. The rates of flow of air 
will then be equal to the design rates of flow of water, and these values can be 
taken from Table 26.5, column 9. 

Table 27.4 Maximum Rates of Flow of -Air for Which Provision 
Should Be IVIade in the Venting of Horizontal Branehes 


Diameter of 
branch 
(in.) 

, i 

1 Slope 
(in. per ft) 

Qa 

(gpm) 

134 


1 

4.5 

13^ 

}i 

7.0 

2 

H 

S.S 

2K 1 

! , 

15.0 

3 i 

i M 

25.5 

4 1 

1 H ! 

! 54 


‘ 1 

I 69 

0 1 

! M 

' 112 

S 1 

; H 

, 240 


This basis for determining the rates of flow of air for which provision should 
be made jields excessive values for small fixture drains, such af and IJ-^-in. 
drains, since these drains are apt to flow full or nearly full during most of the 
discharge period. For the largest horizontal branches considered here, it is 
po^ible that provision for more air flow than that specified above should be 
made for the case of the drain flowing less than half full. However, the verj^ 
considerable factor of safety involved in assuming that the air is flowing with 
the same mean velocity as the water would seem to provide amply for this; so 
the assumption is believed justified. 

3. Permissible Lengths and Diameters of A'^ents for Stacks. In order 
to establish the maximmn permissible lengths of vents of a given diameter for a 
pressure drop of 1-in. head of water, it is necessary to compute pressure losses 
or^ ifierent rates of air flow in vents of different diameters and for different 
(length of vent to diameter of vent), 
e Darcy-Weisbach equation wiU be used for this purpose in the form 



(27-5) 
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where h ~ loss of head betweeu ends of pipe in feet of air column of same 
density us air flowing through vent 
/ = Darey-Weisbacli friction coefficient 
I = length of vent, ft 
d = diameter of vent, ft 

V ~ mean velocity of flow of air through vent, fps 
g = acceleration of gravity, ft per sec® 

The number 1.5 in the parenthesis represents the factor by which the velocity 
head is multiplied to give the head loss necessary to accelerate the air to the 
velocity v[1.0{v- /2g)] plus the entrance loss [0.5{v^ /2g)\. 

Since we wish to measure the loss of head in terms of water column instead of 
air column, we multiply h in Eq. (27-5) by the ratio of the density of air to the 
density of water, and a suitable value of this ratio to assume is 0.0012. IVe also 
multiply h by 12 in order that the result may be in inches of water column. 
Consequentliq Eq. (27-5) becomes 

h = 0.0144 ^1.5 + / ^ (27-6) 

where h is now measured in inches of water column. 

The value of / cannot be assumed constant over the range of diameters from 
to 12 in. We assume a value of Manning’s n (which does not vary with 
diameter) of 0.012, a value somewhat less than that assumed for building 
drains. The reason for this is that it seems reasonable to assume that the 
vents will not foul up so much as do the drains. We compute the limiting 
values of / (i.e., for fully developed turbulent flow) corresponding to n = 0.012 
from 

^ = 0.0925E" '7 (26-14) 

obtaining approximately 0.055 for the lli-in. vents and 0.032 for the 8-in. 
vents. On the basis of these limiting values, the values of / given in Table 
27.5 will be assigned to the vents of various diameters. 

Table 27.5 Values of Darcy- Weisbach/ Assumed for Vents 
of Different Diameters 


Diameter 

vent 

(in.) 

Value of 
/ 

Diameter 

vent 

1 (in.) 

1 

Value of 
/ 

IM 

0.055 

i 

4 

0.045 

iy2 

0.055 

5 

0.040 

2 

0.050 

6 

0.040 


0.050 

8 

0.035 

3 

0.045 




This method of computing values of the Darcy- Weisbach / takes into account 
the diameter of the vent but not the velocity of the air flow through it. Actu- 
alljq / depends on the diameter of the vent, the velocity of the flow of air, and 
the kinematic viscosity of the air. However, the unavoidable indefiniteness of 
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anj" general approach to the problem of venting a plumbing stack is so great 
that the additional accuracy that would be achieved bj" taking velocit}" into 
account is not warranted. The values of / given in Table 27.5 correspond to 
fully developed turbulent flow. — - 

An approach to the problem of assigning suitable values of / to vents of 
difierent diameters has been suggested by Wyly at the National Bureau of 
Standards. His proposed method would take into account the range of 
velocities of air flow in a r^ent of given diameter corresponding to the rates of air 
flow in stacks of diameters that can be vented suitably by a vent of the diameter 
under consideration. In other words, instead of assigning a single value of / to 
each diameter of vent, he rvould assign different values, depending on the diam- 
eter of the stack vented. This problem is being investigated further. 

The procedure followed in computing the values in the venting Table 27.6 is 
as follows: First the rates of flow of air corresponding to rates of flow of water 
down the stack of a selected diameter were computed from Eqs. (27-2) and 
(27-3). These values are sho™ in Fig. 27-5 for a 4-m. stack. The relation 
between the rate of flow of air through a vent of given diameter for the value of 
l/d that would produce a pressure-head loss of 1 in. head of water wms then 
computed from the following modification of Eq. (27-6); 


449 X 52.6d^ 
Vl.5 +fl/d 


gpm = 


1,550 


gpm 


(27-7) 


d and I being measured in feet. 



le results for a 3-in. vent are shown in Fig. 27-6. Then, for anj"^ selected 
Vi lie of the rate of flow of water down the 4-in. stack, for example, the 

■'a lie 0 can be read from Fig. 27-5. Next, entering Fig. 27-6 with this 
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Table 27.6 Sizes and Lengths of Vents for Staeks 


Size of 
soil or 
waste 
stack 
(in.) 

Fixture 

units 

con- 

nected 

Diameter of vent (in.) 

IH 


2 



4 

5 

6 

8 

10 

12 

Maximum permissible length of vent (ft) 

2 

5 

85 

190 

715 









2 

7 

70 

145 

550 









2 

9 

60 

125 

470 









2 

11' 

50 

115 

425 









2H 

10 

30 

55 

215 

550 









20 

25 

48 

170 

450 









30 

22 

45 

155 

425 









40 

21 

43 

150 

410 








2H 

50' 

20 

42 

145 

400 








3 

60 


15 

60 

150 

510 







3 

90 


15 

55 

140 

490 







3 

120 


14 

53 

135 

480 







3 

150' 


14 

52 

130 

470 







4 

100 




45 

150 

560 






4 

200 




40 

1.30 

500 






4 

300 




36 

120 

475 






4 

400 




34 

115 

450 






4 

500' 




33 

no 

445 






6 

500 





40 

130 

525 





6 

700 





35 

126 

510 





5 

900 





32 

120 

490 





5 

1,100 





30 

115 

470 





5 

1,300' 





30 

no 

460 





6 

1,200 






55 

220 

620 




6 

1,600 






47 

185 

550 




6 

2,000 






42 

170 

500 




6 

2,400 






38 

155 

460 




6 

2,800' 






36 

145 

425 




8 

3,000 







40 

125 

660 



8 

4,000 







35 

no 

500 



8 

5,000 







30 

95 

460 



8 

6,000 







27 

85 

425 



8 

7,000 







24 

76 

390 



8 

8,000' 







22 

70 

370 



10 

7,000 








20 

145 

545 


10 

9,000 








16 

125 

490 


10 

11,000 








13 

no 

440 


10 

13,000 








10 

100 

410 


10 

15,000' 








8 

90 

380 


12 

14,000 









35 

190 

590 

12 

16,000 









31 

170 

560 

12 

18,000 









28 

155 

530 

12 

20,000 










25 

140 

505 

12 

22,000 









23 


480 

12 

24,000 









21 


460 

12 

26,000' 









19 


450 


* Approximately capacity of stack. 
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value of Qa, ""e can read the value of the ratio l/d and compute the value 
of I This value, rounded off, was then entered in the proper place in Table 

27.6. 

Comparison of the values in Table 27.6 with the corresponding values in 
Table 12.21.5 of the National Plumbing Code shows that many of the lengths 
■riven in the latter are considerabljr higher than those presented here. This 
does not mean necessarilj’ that the values in Table 12.21.5 are too high, since it 
has aheady been explained that Table 27.6 is based on the maximum rates of 
flow of air that can conceivably be required. Particularly for the larger vents 
and stacks, such as will be involved in multistory buildings, there will be vents 
at intermediate floors connecting to the stack through the horizontal branches, 
and these will relieve the load on the main vent that is under consideration 
here. The result of this will be to increase the permissible lengths of main 
vent over the lengths given in Table 27.6. Hence the values in Table 27.6 
should not be looked upon as rigid limits that must not be exceeded. When 
additional vents connect into the stack to relieve the pressure conditions, the 
lengths given in this table maj^ even be doubled. 

4. Permissible Lengths and Diameters of Vents for Horizontal 
Branches. It does not appear to have been generall}' recognized that the 
venting of horizontal branches does not require nearly so much provision for 
venting as is necessarj’’ for stacks. This is due to the fact that the velocitj’’ of 
flow of waste water in the branches is much less than in stacks. One code 
that does recognize this, however, is the Detroit code [27-11]. While the 
assumptions made in the preparation of that table were somewhat different 
than those used in the preparation of Table 27.7, the general method followed 
in the two cases was much the same. 

The rates of flow of water in the horizontal branches as given in Table 27.4 
were computed from Manning’s formula, Eq. (26-7), and as explained earlier 
in this chapter, the rates of flow of air are assumed to be the same as the rates of 
flow of water. Maximum permissible lengths of vents for horizontal branches 
are given in Table 27.7. It will be of interest to compare these values with 
Table IVA of the Detroit code. 


27.4 Restrictions on Drains Required to Control Self- 
siphonage 


The most comprehensive studies made to determine the conditions under 
which fi.\ture drains will be safe against excessive self-siphonage have been 
made at the National Bureau of Standards [27-2, 27-7] and at the Building 
Research Station in England [27-12, 27-17]. 

The earliest systematic investigation of the subject appears to have been 
^rried out by Hunter at the National Bureau of Standards [27-7, page 122]. 

a result of his tests with lavatories, kitchen sinks, laundry trays, and bath- 
u Hunter reached the following conclusions: 

■ IT j, following table summarizes the results of the experiments giv- 
w at are believed to be safe maximum lengths for nominally horizontal 
uiuented wastes from fixtures connected to a stack or vented branch at points 
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where they are free from detrimental aspirating or back-pressure effects. It is 
understood that they refer to self-siphonage only. Possible increase in self- 
siphonage due to fouling has been taken into account. 


Lengths of Nominally Horizontal Unvented Waste Pipes 
Believed to Be Safe against Self-siphonage 


Plain P traps 
nominal length, 
full seal (in.) 

Safe length (ft) of waste pipes for 

Wash basin with fall 
not greater than 
in. to 1 ft or less than 
in. to 1 ft 

Wide-bottomed fixtures 
with fall of 

in. to 

1 ft 

34 in. to 

1 ft 

2 

4 

4 

8 

3 1 

C 

C 

12 

4 1 

8 

8 

16 


“These lengtlis are from the center of the trap to the stack or larger vented 
braneh waste and would permit one 90° elbow in the waste at a distance not 
greater than 18 inches from the inlet arm of the trap. Elbows in other posi- 
tions should be counted as equivalent lengths of pipe.” 

Hunter drew the correct inference that the rate of flow affected the self- 
siphonage of a trap but, unfortunately, did not leave a record of the rates of 
flow in his tests. Consequently, since the discharge rates of fixtures have 
increased considerably since his work was done, his conclusions may not be 
sufficiently conservative for present-day conditions. He also drew the conclu- 
sion that has been confirmed by later experimenters that increasing the depth 
of trap seal increases the loss of seal under given conditions, but also increases 
the remaining trap seal, so that deeper trap seals bring about greater safety 
against self-siphonage than do shallow seals. 

The complexity of the self-siphonage process can be appreciated from the 
fact that French and Eaton [27-2] showed that loss of trap seal from this cause 
is affected by the rate of discharge from the fixture; the length, diameter, and 
slope of the fixture drain ; the dimensions of the trap, particularly of the depth 
of the trap seal and the internal diameter of the trap; the type of stack fitting; 
and the amount and duration of the trail flow from the fixture. 

The great majority of the tests made by these two experimenters were car- 
ried out on lavatories, since a round-bottomed lavatory is more highly subject 
to self-siphonage than is any other commonly used fixture. Kitchen sinks also 
exhibit self-siphonage, but bathtubs are practically free from it because of their 
large flat bottom area, and they will certainly be safe against it if the same 
criteria are used for them that are recommended for sinks. 

French found that the results of his self-siphonage tests on lavatories with 
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drains laid at different slopes could be simplified in certain instances if he 
plotted trap-seal losses against the dimensionless variable Sl/d and in the other 
cases by plotting trap-seal loss against S^H/d, where S is the slope of the 
drain in feet per foot, I is the length of the drain, and d is the inside diameter of 
the drain in the same units as those in which is expressed. 


Table 27.7 Maximum Permissible Lengths of Vents 
for Horizontal Branches 



* More than 1,000 ft. 


The ratio l/d is, of course, nothing but the length of the drain expressed in 
pipe diameters. Then the variable Sl/d represents the distance through which 
the drain falls between the inlet and outlet expressed in pipe diameters. 

Figure 27-7 shows the results that French obtained for a lavatory installation 
with a IJ^-in. trap and with the drain connected to the stack through a sani- 
tary tee or short-turn stack fitting. It will be seen that no self-siphonage 
occurs until fil-l/d reaches a value of about 6, and then self-siphonage starts 
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and increases rapidly as S^'H/d increases, gradually leveling off to approach a 
trap-seal loss equal to the normal depth of the trap seal. Each plotted point 
represents the average result of 10 consecutive tests under as nearly identical 
conditions as could be attained. 

The results of two different slopes of drain are brought together by the use 
of the variable <S^Z/d, but there is considerable scatter of the data. This 
scatter is characteristic of self-siphonage tests, for the phenomenon is highly 
sensitive to the slightest differences in the test conditions. Only approximate 
agreement can be expected in such tests, even when the utmost care is taken 
to reproduce the conditions of test on consecutive runs. 



DRAIN 

SLOPE 


°'/47'"T 

•V/FT 


Fig. 27-7. Self-.siphonagc experimental data. 


French found that, when a 1^^-in. trap and drain were used in the lavatory 
tests, the use of the variable brought better order out of the data than 

did the use of the variable Sl/d. However, when a V/i-in. trap and drain were 
used, the opposite was true. No explanation has been found for this fact. 
Also he found that the limiting value of the variable (i.e., the value that corre- 
sponded to a trap-seal loss of 1 in. of water) was different for the sanitary tee 
than for the long-turn tee-wye. A lavatory drainage system that connects to 
the stack through a sanitary tee is less subject to self-siphonage than is one that 
connects to the stack through a long-turn tee-wye (see Table 27.8). 

In an unpubli.shed report, Wyly, at the National Bureau of Standards, has 
summarized the permissible unvented lengths of lavatory drain resulting from 
the investigation just discussed [27-13]. These lengths are given for a remain- 
ing trap seal of 1 in. and in. The data were obtained with an 18- by 20-in. 
lavatory and with several conventional P traps that gave the worst self-siphon- 
age losses of any of the traps tested. The data are based on the maximum 
trap-seal losses obtained in either 5 or 10 consecutive runs as nearly identical 
as they could be made, with the lavatory filled to the overflow. Wyly showed 
also the maximum permissible unvented lengths of drain corresponding to a 
remaining trap seal of in. Since a remaining trap seal of in- will protect 
fixture traps against excess pneumatic pressures in the system of up to 1 in. of 
water (which is the limit set in designing the venting system), it would seem 
that this remaining trap seal would suffice in many simple systems. 
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Table 27.8 Permissible XJnvented Lengths of Lavatory Drains 
for Remaining Trap Seals of 1 In. and In. 
Remaining trap seal of 1 in. 



Remaining trap seal of in. 


iH 

10.9 

Long turn 

S^H/d =3.0 

26 j 

18 

15 


10.9 

Sanitary tee 

Sm/d =6.6 

57 1 

40 

33 

I3^ 

1.3.2 

' Long turn 

Sl/d =1.18 

So 

42 

28 

1 3^ 

i 13.2 

Sanitary tee 

Sl/d = 1.58 

114 

57 

38 


The results of tests made by French on kitchen sinks may be summarised by 
saving that 



may be used as the criterion for the seK-siphonage of kitchen sinks when the 
drain is connected to the stack through a long-tum fitting and 



vrhen a sanrtaiy-tee or short-tum fitting is used. 

Tests made on a conventional bathtub 5 ft long connected to a 134 -in--diam- 
eter trap and drain yielded no trap-seal loss in any instance. Drains 17 and 
25 ft long were used, and they were laid at slopes of and % in. per ft. 

^Thde self-siphonage is ordinarily* an undesirable phenomenon, water closets 
depend on seK-^siphonage for satisfactory* operation. With the water closet, the 
fcture trap is designed to make seK-siphonage occur when the fixture is flushed 
in order that the contents of the bowl may be removed properly. The trail dis- 
c "rge from the tank or flush valve is designed to refill the bowl properly with- 
out loss of trap seaL 

Tests conducted by French on water closets having drains up to 25 ft in 
-ugth and laid at slopes of 34 and in. per ft showed only minor trap-seal 
1-^7 Hence it is concluded that there is apparently no need to limit the 
-1^ Oi a water-closet drain because of self-siphonage. 

mitt ^ ™ Table 27.8 were considered by the Coordinating Com- 

^ or a National Plumbing Code but were thought to be too complicated 










27-22 


TECHNICAL SECTION 


to be used in their entiretj'^ in a code. The \-aluos adopted by the Committee 
and given in Table 12.9.3 taken from the National Plumbing Code arc based 
on these results, however. 

It has been pointed out that a remaining trap seal of in. will be satisfac- 
tory in many instanees (see conclusion 10 following). For that reason Wyly 
included in his table of permissible unvented lengths of drain the values based 
on a K-in- remaining trap seal. 

Among the conclusions drawn by French and Eaton as a result of their inves- 
tigation of the self-siphonage of fixture traps are the following [27-2]; 

“1. Increasing the diameter of the outlet orifice of a lavatory from 11^ to 
inches increases the trap seal loss greatly, frequentlj' more than 100 per 
cent, owing to the increased diseharge rate. 

“2. Flat-bottomed fixtures cause smaller trap-seal losses than do round-bot- 
tomed fixtures, owing to the greater trail discharge from the former. 

“3. With a IJ^-inch fixture trap and drain, an 18- by 20-inch lavatory gave 
greater trap-seal losses than did a 20- by 24-inch lavatory, presumably owing 
to the greater trail discharge of the latter. When a lJ4"iiich trap and drain 
were used, no particular difference was noted in the trap-seal losses caused by 
the two lavatories. 

“4. The elimination of the overflow in lavatories will increase tlic trap-seal 
losses substantially. 

“5. The effect on trap-seal losses of varying the vertical distance from the 
fixture to the trap from 6 to 12 inches appears to be negligible. 

“6. For a given rate of discharge from a lavatory, decreasing the diameter of 
the drain will increase trap-seal losses. 

“7. An increase in slope or a decrease in diameter of the fixture drain will 
tend to cause increased losses due to self-siphonage, and these two dimensions 
are fully as important as the length of fixture drain in causing self-siphonage. 

“8. Trap-seal losses are usually much greater when a long-turn vent fitting 
is used than when a short-turn or a straight-tee fitting is used. No significant 
difference between the behavior of short-turn and straight-tee fittings in this 
respect was observed. Thus, since it is known that a long-turn fitting is more 
effective in introducing water from a horizontal branch into the stack than is 
either the short-turn or straight-tee fitting, the characteristics of these fittings 
are contradictory in these respects. The fitting that is most advantageous 
from the standpoint of introducing the water into the stack is the least advan- 
tageous from the standpoint of self-siphonage. 

“9. The permissible values of /S^Z/<f 2 and (Sif/d 2 , given in table . . . ,* which 
are based on a remaining trap seal of 1 inch, are adequate for lavatorj’^ 
installations throughout the plumbing system. 

“10. The permissible values of ;Si^Z/d 2 and Sf/d: given in table . . . ,* based 
on a remaining trap seal of inch, are adequate for lavatory installations on 
the top floor or at other locations in the drainage system where the venting 
system is sufficiently underloaded or otherwise designed so that negative pres- 
sures either do not occur or are negligible in magnitude. 

“11. The permissible values of 5^-Z/d2 and Sl/d 2 in tables . . . can be 
increased appreciably by proper choice of the lavatory and trap. 

* Table 27.S of this chapter. 
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“12. With short-tum vent fittings and with long-tnrn vent fittings when 
used with drains on a slope of inch per foot and less, a trap-seal loss of more 
than half the depth of the trap seal will not be obtained if the drain is so designed 
that the value of 

|va 

do 

is less than aborit 0.5. 

" 13. Trap-seal losses are increased if the internal diameter of a P-trap is less 
than that of the fixture drain. Thus, if we are to prevent excessive trap-seal 
losses for a P-trap due to self-siphonage, we should use a trap having a fairly 
large internal diameter. Furthermore, siphonage of the trap due to pressure 
reductions caused by the discharge of other fixtures on the S 3 "stem can be 
rendered less harmful bj’ using a trap with a large depth, of seal. While increas- 
ing the depth of seal maj^ lead to greater trap-seal losses, it also results in a 
greater remaining trap-seal than if a trap with a shallow seal were used. 

“14. If a remaining trap seal of 1 inch is adopted as the dividing line between 
satisfactorj’’ and unsatisfactory operation, the relation 



when a long-turn vent fitting is used, and the relation 



when a short-turn vent fitting is used, will give satisfactory maximum permis- 
sible unvented lengths of fixture drains for ordinary types of sinks and com- 
bination fixtures for IH and 2-inch-diameter traps and drains. . . . 

“15. From limited data on bathtubs, it is concluded that the permissible 
values of Sl/dn for sinks can be applied with at least equal safety to bathtubs. 
It is believed that more e.xtensive data on the self-siphonage characteristics of 
bathtub traps will indicate that self-siphonage of this fixture is not serious 
under anj^ commonly used method of installation, and that the permissible 
values of Sl/d^ suggested here can be increased with ample safety. 

16. The test results on the self-siphonage of water closets have indicated 
that the unvented length of drain for these fixtures need not be Kmited because 
of self-siphonage. 

1<. Permissible unvented lengths of drains for fixtures for which specific 
data are lacking can be obtained from figures 17 to 19, inclusive.* The permis- 
sible unvented lengths of drain obtained in this manner will be safe, but, for 
most fixtures, and especiaUj' for those with appreciable trail discharge, the data 
m figures 17 to 19 will yield drain lengths considerablj’- shorter than those that 
might be used with complete safety. 

18. Standardization of the dimensions of fixture traps, and especially of 
^vatoiy traps, with regard to int.ernal diameter and depth of trap seal is 
igUjr desirable. Minor restrictions on these dimensions can lead to substan- 
m j' increased lengths of fixture drains. 

These figures are not reproduced here. 
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“19. Standardization of the hydraulic characteristics of fixtures is desirable, 
at least for lavatories, sinks, and combination fixtures. Substantially increased 
permissible unvented lengths of fixture drains can be obtained for a moderate 
decrease in the discharge rates of the fixtures. 

“20. Increase in depth of trap seal above the 2-inch minimum commonly 
permitted by codes will make it possible to increase appreciably the maximum 
permissible unvented lengths of fixture drains.” 

The foregoing conclusions point out emphatically the fact that longer 
unvented lengths of drains could be used and the construction of plumbing 
drainage systems made less expensive in many instances if proper design of 
fixtures and fixture-drain lines are used to accomplish this and if the maximum 
discharge rate of faucet-controlled fixtures is limited to a reasonable value. 
Standardization could accomplish a great deal in this regard. 

Research on self-siphonage at the Building Research Station in England 
[27-12, 27-17] has brought about a better understanding of the phenomenon 
and means of combatting it. The study showed, in agreement with work in 
this country, that self-siphonage need not be serious if proper precautions are 
taken and that lavatories, because of their shape, are more subject to self- 
siphonage than other fixtures. The investigation also included a study of two 
types of flow that occur in fixture drains — plug flow and the formation of a 
hydraulic jump — and their effect on self-siphonage was determined. In par- 
ticular, analytical methods were applied successfully to a study of the plug 
motion, which is a very complicated phenomenon. 

27.5 Stack Venting 

1. Advantage of and Restrictions on Stack Venting. In stack venting 
the fixtures are connected independenlUj through their fixture drains to the stack 
without any venting other than what is afforded through the stack and stack 
vent (see Fig. 27-8R). Since no back venting is used when the fixtures are 
stack-vented, economy of installation is achieved. 

However, with this type of venting, certain precautions must be observed if 
the trap seals of the stack-vented fixtures are not to be depleted excessively by 
the pneumatic-pressure variations within the stack. One precaution that must 
be observed is to connect the fixtures on the floor in question to the stack in the 
proper order vertically upward. They should be connected in order of decreas- 
ing rate of discharge in the upward direction. Thus the lavatory drain should 
be the drain that is highest on the stack. The reason for this is that the dis- 
charge of a fixture drain into the stack causes pressure reductions for some dis- 
tance below the point of entry, and this pressure reduction is greater, the greater 
the rate of discharge. 

Another precaution that is observed in the United States is to permit stack 
venting only in single-story structures or on the top floor of multistory buildings 
(see Sec. 12.13.1 of the National Plumbing Code). The reason for this is that 
flows of waste water from higher floors of a building may cause sufficient^ large 
pressure reductions in the stack at the levels where the fixture drains from the 
stack-vented fixtures connect to cause excessive losses of trap seal. 

It should be noted, however, that the British have installed some systems with 
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stack venting on eveiy floor of multistory buildings and report that it is working 
satisfactorily. Wise and Croft report [27-14] that a single-stack* system in a 
five-story flat is operating with negligible trap-seal losses. They go on to cite 
the following: 

“A four-story single-stack system in a block of flats in Harlow has given 
satisfactory service for over two years; results of tests on this installation made 
available to the authors by the council surr-eyor of Epping agree reasonably 



D 

Fie. 27-8. Diagram of wet-vented systems. 


well with the results obtained by the laboratory. Systems installed by Willeden 
Borough Council in eight-story maisonettes occupied in 1953 are giving satis- 
factory sendee. F. C. Cook [27-15] has reported that a single-stack system in 
five-story flats built in 1936 is still working efficiently with only negligible seal 
losses. Besides these, a number of one-pipe installations with w.c.’s only 
ventilated are in use in various parts of the country. ...” They go on to add: 

Many objections have been raised to it (i.e., the single-stack system] on the 
pounds that the slightest seal reduction is likely to cause unhygienic conditions 
in buildings. However, it is so simple a method and saves so much money and 
material that it has been tried on several occasions recently. These trials have 

Bj single-stack” the authors mean a stack-vented system. See Fig. 4a of the 
wioronce cited. 
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met with complete success, and one experimenter [27-16] has claimed that, with 
careful design, vent pipes can be omitted with . no danger to health, no 

loss of efficiency, and a saving in costs ... in the neighborhood of 25 per cent.’ 
. . . Results of an investigation of simple installations have already been pub- 
lished” [27-17, 27-18], 

One reason why the British have been able to use stack venting successfully 
on more than the highest floor of multistory buildings is probablj' the fact that 
the rates of discharge from their plumbing fixtures are apparently smaller in 
general than is the case in the United States — ^for example, 2- and 3-gal flushes 
for water closets [27-14], However, thej' show a willingness to effect economies 
by resorting to careful design bj' competent engineers to a greater extent than is 
the case here. The tendenc 5 ' in this country is to simplify procedures in the 
design of plumbing systems so that persons without technical training can 
applj' them. The result is an unnecessarj’^ increase in cost. 

The possibilitj' of the house sewer being submerged at the outlet also needs 
consideration. French has pointed out [27-19] that “ ... if the house or 
buUding sewer is sufficiently submerged by the water flowing in the street sewer, 
it is possible, under certain conditions, to obtain a momcntarj' positive pressure 
in the stack at the point where the stack-vented water closet and bathtub con- 
nect to the stack. It is obvious that, if these positive pressures arc sufficiently 
great, sewer gas or air will be forced out of the system through the water-closet 
and bathtub traps and into the dwelling.” 

He goes on to show that there are three cases to be considered in this connec- 
tion: (1) a stack-vented group of bathroom and kitchen fixtures on the top 
floor of a multistory building in which vented fixtures connect to the stack at 
lower levels; (2) a single-story dwelling in which only a single bathroom group 
of fixtures is stack-vented: and (3) a single-story dwelling in which a kitchen 
sink or combination fixture and a batliroom group of fixtures are stack-vented. 

In a multistorj' building, with the stack -vented fixtures on the top floor, there 
is no need to be concerned, since the positive pressure caused by a submerged 
buUding sewer will not reach so far up the stack. 

IVith regard to the second class listed above, French made tests on such a 
system (see Fig. 27-1) with the street sewer flowing full. He showed that 
“the discharge of the lavatory, tub, and water closet, in coincidence or in any 
combination, will not cause positive pressures sufficiently large to break the seal 
of anj' trap. Hence it is apparent that the performance of a stack-vented single 
group of bathroom fixtures on a single-storj’ stack will not be adversely affected 
by submergence of the house sewer.” 

However, when the sink or combination fixture is stack-vented, in addition to 
the bathroom group, then submergence of the house sewer led to the bubbling 
of sewer air back through the water-closet trap when either the sink or tray 
compartments of the combination fixture were discharged, ^^^ 1 ile the amount 
of air that bubbled back could by no stretch of the imagination be considered a 
health hazard, nevertheless on esthetic grounds alone, such a condition should 
be prevented. 

The conclusions reached by French [27-19] are as follows: 

“1. A group of stack-vented bathroom fi.xturcs consisting of a water closet, 
lavatory, and a shower stall or bathtub, with or without .shower head, will 
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ojicratc satisfactorily under the pressure conditions occurring in a plumbing 
drainage system, provided that; 

(a) The water closet and tub or shower drains connect to the stack at the same 
level, 

(b) The stack is 3 or more inches in diameter, 

(c) No other fixtures connect to the stack at a higher level, 

(d) The lengths and slopes of the fixture drains are such that self-siphonage of 
the fixture traps does not occur. 

“2. A stack-vented group of fixtures consisting of the fixtures of a single 
bathroom and a kitchen sink or combination fixture located on the top floor of 
a multi-storj’- sj^stem will operate satisfactorily under the pressure conditions 
occurring in a plumbing drainage system, provided the conditions of conclusion 
are obseiwed and vented fixtures connect to the stack below the top floor or that 
the stack or building drain is otherwise vented below that point. 

“3. A stack-vented group of fixtui-es, consisting of the fixtures of a single 
bathroom and a kitchen sink or combination fixture located on the top floor of a 
system in which no vented fixtures connect to the stack below the top floor, or 
the building drain is not otherwise vented, will operate satisfactorily under all 
normal vacuums and positive pressures occurring in the stack, but will be sub- 
ject to objectionable bubbling of air from the drainage sj^stem through the 
water-closet and bathroom traps when the street sewer is sufficiently overloaded 
to cause frequent and severe submergence of the outlet end of the house or 
building sewer.” 

A few remarks may be in order about the application of the foregoing rules or, 
rather, the misapplication of them. There have been cases in which stack 
venting has been rejected on the basis of tests in which the bathtub drain con- 
nected into the water-closet elbow. Successive flushes of the water closet 
reduced the tr.ap seal of the bathtvrb to the danger point. This, however, is not 
stack venting. The individual fixture drains must run independently to the 
stack according to the definition of stack venting given earlier. 

.\gain, cases have occurred in which stack venting has been disapproved 
because trap seals of the stack-vented fixtures were depleted excessively when 
all the fixtures on the system were operated simultaneously. The probability 
of such a condition occurring was ignored. The question of the probability of 
simultaneous operation of fixtures has been treated in Chap. 24, but the treat- 
ment there dealt with large numbers of fixtures. The problem wiU be recon- 
sidered here in order to reach conclusions as to what might be considered a 
reasonable design load for the case under consideration, i.e., a group of stack- 
vented fixtures. 


French has treated this problem in some detail [27-19]. He points out that 
is tests showed that the discharge of the tub or the water closet had no effect 
on trap-seal losses. Hence attention can be confined to the discharges of the 
a^atorj' and the sink or tray compartments of the combination fixture. Now 
we have little reliable data on which to base assumptions as to the maximum 
requency of use of these fixtures, but we can make assumptions that are obAU- 
ous j too severe and see wkat probabilities result. French assumed that the 
S'n compartment of the combination fixture is filled and emptied at random 
cr.A 0 mm, the tray compartment once ex-ery 10 min, and the lavatory once 
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every 3 min. It can hardlj' be argued that these frequencies of use are less than 
would occur in service. The duration of discharge was assumed to be 15 sec for 
the sink, 40 sec for the tray, and 9 sec for the lavatory. 

Then it is easy to compute that the probabilitj^ of finding all three fixtures 
discharging at any arbitrarily chosen instant of observation is 

P = 15^00 X Moo X %so = 0.000167 

or about 1 in 6,000. It would seem that an occurrence that would probably 
happen much less frequently than 1 in 6,000 need not be considered as a design 
load. This is particularly true when it is considered that the occurrence of the 
simultaneous discharge of all three fixtures, with the consequent excessive 
reduction of trap seals, will have no serious results, but is rather merely objec- 
tionable esthetically. 

In a similar manner the probability of finding either the sink and tray, the 
sink and lavatory, or the tray and lavatory discharging simultaneously with the 
third fixture not discharging can be computed: 

P = X %S0 X X *%00 X + ‘^%00 X %80 

X 28^00 = 0.00868 

or about 1 part in 115. 

The probability of the simultaneous discharge of any pair of the fixtures — 
sink, tray, and lavatory — would seem to be sufficiently great to warrant select- 
ing the pair that gives the worst results as providing the test load for the system. 

Wise and Croft at the Building Research Station in England have also con- 
sidered this problem, although they were considering design loads, rather than 
test loads, when small numbers of different kinds of fixtures are involved 
[27-14]. They concluded that the test load for stacks should be based on a 
probabilit}' of occurrence of 0.01 and that combinations of discharges that are 
less probable than this should be ignored [27-1]. This value is in good agree- 
ment with the value of 0.00868 given above. 

27.6 Wet Venting 

1. Introduction. A wet vent is a vent that vents a particular fixture and 
at the same time receives the discharge from other fixtures (see Fig. 27-8). In 
practice, such a vent receives the discharge only from low-rated fixtures, such 
as lavatories, sinks, etc., never from a water closet or from a number of fixtures. 

The principal object of using wet vents is to reduce the vent piping required 
for a given installation by making individual pipes serve two purposes. Because 
the use of wet venting simplifies the drainage system and therebj^ decreases the 
cost of installation, there is an increasing tendency among code-writing authori- 
ties to permit its use under suitable restrictions that are necessary to prevent 
excessive trap-seal losses. 

Hunter, at the National Bureau of Standards, conducted tests on wet venting 
and reported the results in Recommended Minimum Requirements for Plumb- 
ing in Dwellings and Similar Buildings (BH2, 1924, out of print), and later in 
BH13 [27-7]. He showed that, under certain conditions, wet venting could be 
used without danger of reducing trap seals excessively. In a later publication 



THE VENTING OF BUILDING DRAINAGE SYSTEMS 


27-29 


[27-20] he indicated that bathroom fixtures back to back can be wet-vented 
satisfactorily, provided the bathtub drains between the wet vent and the 
bathtub trap are laid on a uniform slope and otherwise comply with the condi- 
tions necessary to prevent excessive self-siphonage. 

Ex-tensive tests on the wet venting of fixtures were carried out at the National 
Bureau of Standards for the Housing and Home Finance Agency by French, 
Eaton, and Wjdy, and the results are reported in BMS119 [27-21], 

2. Nature of Wet-venting Phenomena. The nature of the phenomena 
involved in wet venting can be visualized readily from the description given in 
BMS119 (page 4): 

“In the tests made with transparent tubing on the test installation shown 
in figure 2, B [Fig. 27-8B], it was observed that, if the flow through the wet 
vent was started before or at the end of the period of tub discharge the tub 
drain remained substantially filled with water, and small quantities of air 
bubbled from the -wet vent through the tub waste and formed a pocket in the 
drain at the trap, with the water-air interface forming, of course, a horizontal 
plane. 

“As discharge continued through the wet vent and air bubbles continued to 
move up the tub drain to the air pocket over the trap, a gradual lowering of 
the water surface occurred. At the end of the period of flow from the wet 
vent, a group of large ah bubbles moved rapidly upstream toward the trap, 
immediately reliernng the vacuum over the trap weh and allowing the water 
seal in the trap to return to equilibrium. 

"If, prior to the flow through the wet vent, sufficient ah had been admitted 
to the tub drain to reduce the depth of water over the trap weh to a small 
value or zero, a larger trap-seal loss was obtained than if only a small pocket 
of air formed, and the depth of water over the trap weir was relatively large. 
This was due to the fact that, if the depth of water over the trap weir was rela- 
tively large at the time when the flow through the wet vent ceased, the trap 
was refilled, at least in part, by flow from the tub drain into the tub trap, and 
only a small, if any, trap-seal reduction resulted. On the other hand, if the 
pocket of ah was large enough so that the water level in the tub drain was at 
or below the level of the tub-trap weir, there was not in general any flow of 
water from the drain into the trap, and large trap-seal losses w'ould result under 
certain conditions. 

In these tests, in which the tub was discharged while flow from the wet 
r ent was occurring, the amount of tub trap-seal loss thus depended upon the 
size of the ah pocket in the tub drain and more specifically upon the height of 
the water surface in the tub drain wdth respect to the trap weh. The depth 
of water over the trap weh was observed to depend on a munber of factors, 
some of them being relatively indefinite. 

First, and as would be expected, the water surface in the tub drain could 
e made to remain above the trap weh with small or no resulting trap-seal 
osses b 3 ^ making the tub drain sufficiently short or by laying it on a sufficiently 
ou slope. In addition, the amount of ah that bubbled back into the tub 
^ram was observed to be highly xmriable, depending on a number of factors, 
-uc 1 as the rate and duration of the discharge through the wet vent, and the 
lameters of the wet vent and the horizontal branch .... 
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“The phj'sical phenomena occurring when flo'vv through the wet vent is tak- 
ing place at the end of the period of discharge from the tub are further com- 
plicated bj' the fact that under certain circumstiinces air is drawn into the tub 
drain through the tub trap. This may occur either at the end of the period 
of flow from the tub or at the end of the flow frt>m the wet vent. The flow of 
air through the tub trap at the end of the period of discharge of the tub appears 
to be principally due to the entrainment of air by the flowing water during the 
formation of the vortex which occurs in the tub when the depth of water over 
the outlet orifice has become sufficiently small, but it is also undoubtedly due 
partlj’^ at least to the inertia forces in the tub drain operating at the end of the 
period of tub flow and causing the water surface in the down leg of the trap to 
recede below the dip of the trap, with consequent flow of air through the ti:b 


3- INCH DIA STACK 



trap and into the drain. The air drawn through the tub trap in this manner 
has the effect, of course, of increasing the size of the air pocket over the trap 
and hence of decreasing the depth of water over the trap weir. In this way 
it may cause increased trap-seal losses.” 

3. Trap-seal Losses for Different Discharges through a Wet Vent. 
The test installation used for this purpose at the National Bureau of Standards 
is shown in Fig. 27-9. Here the lavatorj^ and combination flxture are back- 
vented, while the tub is wet-vented. The common waste for the lavatory and 
the combination fixture senses as the wet vent for the bathtub. 

In these tests the flow in the wet vent was obtained in two ways: (1) by Ail- 
ing the fixtures discharging through the wet vent and then pulling the plugs 
and (2) bj^ allowing water to flow continuouslj^ from the faucets of the fixtures. 
The first type of flow will be termed “plug flow” here. The lavatory was 
filled to the overflow level, the sink and tra 3 ’^ compartments of the combination 
fixture were filled to a level approximate! j' 1 in. below the rim, and the tub 
was filled to a depth of 6 in. 
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Table 27.9 gives the results of one series of tests in which the tub drain, 
in. in diameter, sloped in. per ft and was varied in length from 4 to 6 ft. 
Two diameters of wet vent were used — 1}-^ and 2 in. The table shows clearly 
the adequacy of the 2-in.-diameter vent even for discharges through the wet 
vent as high as 45.6 gpm from the sink, tray, and lavatory. There were no 
losses of seal in the tub trap observed when the 2-in .-diameter wet vent was 


Table 27.9 Tub Trap-seal Losses — Tub Drain on In. per Ft 
Slope — Tub Not Discharged — Plug Discharge of Fixtures 
(Each value based on 10 consecutive runs) 


Fixtures discharged 

Type of fit- 
ting connect- 
ing lavatory 
and combi- 
nation fix- 
ture to wet 
vent 

Rate of 
flow 
through 
wet 
vent 
(gpm) 

Diameter 
of wet 
%'ent 
(in.) 

Tub trap-se 

Tub drain 

4 ft long 

al loss (in.) 

Tub dram 

6 ft long 

Max 

Avg 

Max 

Avg 

Sink (basket strainer in) 

Long-turn 

18 0 

m 



0 50 

0.35 


Short-turn 

18 0 




0 12 

0.12 

Sink (basket strainer out) 

Long-turn 

32 0 

m 



0.38 

0.23 


Short-turn 

32 0 




0.50 

1.33 

Sink, lavatory (basket 

Long-turn 

28 6 

IVz 

0 38 

o.k 

0.38 

0.28 

strainer in) 

Short-turn 

28 0 

IH 

0 25 

0 22 

0.25 

0.17 

Sink, lavatory (basket 

Long-turn 

42 0 

IH 

1 00 

0 80 

0 88 

0.57 

strainer out) 

Short-turn 

42 6 

1)4 

0 88 

0.65 

1.12 

0.85 

Sink, tray, lavatoo' (basket 

Long-turn 

41 7 

IH 

0 62 

0.46 

0 75 

0.57 

strainer in) 

Short-turn 

41 7 

1)4 


* • . > 

■Kill 

0.75 

Sink, tray, lavatory (basket 

Long-tum 

45 6 

1)4 

1 00 

0 85 

1 00 

0.78 

strainer out) 

Short-turn 

45,6 

IH 



1 12 

1 00 

Sink (basket strainer in) 

Long-turn 

18.0 

2 



0 

0 


Short-turn 

18.0 

2 



0 

0 

Sink (basket strainer out) 

Long-turn 

32.0 

2 



0 

0 


Short-turn 

32 0 

2 



0 

0 

Sink, lavatory (basket 

Long-turn 

28 6 

2 



0 

0 

strainer in) 

Short-turn 

28.6 

2 

0 

0 

0 

0 

Sink, lavatory (basket 

Long-turn 

42.6 

2 



0 

0 

strainer out) 

Short-turn 

42 6 

2 

0 

0 

0 

0 

Sink, tray, lavatory (basket 

Long-turn 

41 7 

2 



0 

0 

strainer in) 

Short-turn 

41 7 

2 



0 

0 

Sink, tray, lavatory (basket 

Long-turn 

45 6 

2 



0 

0 

strainer out) 

Short-turn 

45.6 

2 



0 

0 


used. On the other hand, appreciable losses occurred when a IJ-^-in. wet vent 
was used. 

Tests in ■which the slope of the tub drain w'as reduced to in. per ft showed 
no increase in trap-seal loss over the losses for the J^^-in. per ft slope. 

Two series of tests w'ere carried out on the same test system under extremely 
severe conditions — tests in which the tub was discharged also and tests in 
ich the water closet was discharged in addition to the fixtures discharging 
rough the wet vent. The results of the ^first-mentioned series of tests are 
given in Table 27.10. 
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The effect of adding the -water-closet discharge to that of the fixtures con- 
nected to the wet vent is shown in Table 27.11 for wet vents 1 }-^ and 2 in. in 
diameter. 

Table 27.10 Tub Trap-seal Losses — ^Tiib Drain on Slope of In. 
per Ft — ^Tub Discharged — Ma?cimum Losses 
Observed in 10 Runs 
(Each value based on 10 consecutive runs) 


Fixtures discharged 

Type of fitting 
connecting 
lavatory' and 
combination 
fixture to net 
\ ent 

Diameter 
of uet 
vent 
(in.) 

Kate of flow 
through wet 
vent 
(spm) 

Tub trap- 
(!' 

Tub drain 
4 ft long 

seal lo-ses 
:i.) 

Tub dram 
6 ft long 

Smk (basket strainer in) 

Long-turn 


18 0 


■ 0 75 


Short-tum 


18 0 


0 25 

Sink (basket strainer out) 

Long-tum 


32 0 


0 G2 


Short-turn 

IK 

32 0 


0 50 

Sink, lavatory (basket 

Long-turn 

IK 

28 G 

0 38 

0.75 

strainer in) 

Short-turn 

IK 

28 6 


0 50 

Sink, lavatory (basket 

Long-turn 

IK 

42 6 

0 25 

0 50 

strainer out) i 

Short-turn 

IK 

42 6 


1 00 

Sink, tray, lavatorj- (basket 

Long-turn 

IK 

41 7 

0 50 

1 00 

strainer in) 

Short-turn 

IK 

41 7 

0 50 

0 75 

Sink, tray, lavatory (basket 

Long-turn 

IK 

45 6 

0 25 

0 88 

strainer out) 

Short-turn 

IK 

45 6 

0 25 

1 00 

Sink (basket strainer in) 

Long-turn 

2 

18 0 


0 25 


Short-tum 

2 

18 0 

0 

0 25 

Smk (basket strainer out) 

Long-turn 

2 

32 0 


0 25 


Short-turn 

2 

32 0 

0 

0 25 

Sink, lavator>' (basket 

Long-turn 

2 

28 G 


0 25 

strainer in) 

Short-turn 

2 

28 G 

0 

0 50 

Sink, lavatorj' (basket 

Long-turn 

2 

42 G 


0 25 

strainer out) 

' Short- turn 

2 

42 G 

0 

0 50 

Sink, tray, lavatory (basket 

Long-turn 

2 

41 7 


0 38 

strainer in) 

Short-turn 

2 

41 7 

0 

0 50 

Sink, tray, lavatory (basket 

Long-turn 

2 

45 6 


0 38 

strainer out) 

Short-turn 

2 

45 G 

0 

0 50 


The trap-seal losses listed in Tables 27.9, 27.10, and 27.11 should be consid- 
ered in the light of the probability of occurrence of the combinations of dis- 
charge for which the trap-seal losses are given. This problem is discussed at 
some length by French, Eaton, and Wyly [27-21], and on the basis of very high 
assumed frequencies of use of the fixtures, the approximate probabilities shown 
in Table 27.12 are given. 

4. Conclusions Regarding the Use of Wet Venting. In view of the 
probabilities given in Table 27.12 the conclusion reached by French, Eaton, 
and Wyly, that “a loading consisting of the simultaneous discharge of the two 
fixtures on the system which cause the largest trap-seal losses has been adopted 
as the design or test loading of the system,” appears to be reasonable. Table 
27.13 is a summary of the maximum trap-seal losses for different combinations 
of discharge in Tables 27.9 and 27.10. 

Further tests by the same experimenters showed that, -when only a lavator}' 
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Table 27.11 Effect of Adding Water-closet Discharge to Test Loading 
(Tub not discharged and tub discharged) 


Tub trap-seal reduction (in.) 


Fixtures discharged 

- 

1 J^-in.-diametcr 
wet vent 

2-in.-diameter 
wet vent 

Max 

of 5 runs 

Avg 

of 5 runs 

Max 

of 5 runs 

Avg 

of 5 runs 

Sink, lavatory 

1 12 

0 85 


0 35 

Sink, tray, lavatory 

1 12 



0 60 

Smk, tray, water closet 

0 75 




Sink, tray, lavatory, water closet. 

1 38 



0 65 

Sink, lavatory, tub 

1.00 



0.37 

Sink, tray, lavatory, tub . . . 

1.00 



0.45 

Sink, tray, lavatory, water closet. 





tub 

1 50 


0 75 

0.30 


Table 27.12 Approximate Probabilities of Finding the Listed Fixtures 
Operating at Any Arbitrarily Chosen Instant of Observation 


Fixtures 

Probability 

Bathtub or laundry tray 

1/18 

Sink or lavatory. . . 

1/25 

Water closet. . 

1/42 

Laundry tray and bath 

1/260 

Sink and bath. . . 

1/350 

Lavatory and bath 

1/350 

Sink and lavatory 

1/600 

Sink, lavatory, tray 

1/6600 

Sink, lavatory, bath 

1/6600 

Sink, lavatory, water closet 

1/11,000 

Sink, tray, water closet 

1/15,000 

Sink, tray, bath, water closet 

1/160,000 

Sink, tray, lavatory, water closet 

1/210,000 


IS connected to the wet vent, a vent is adequate to keep trap-seal losses 

of the tub trap down to low values. Tests on a two-story duplex wet-vented 
system with two lavatories connected to a 13 '^-in. and 2-in. wet vent showed 
that such a system would operate satisfactorily. Little difference was observed 
in these last tests between the trap-seal losses w'hen the l)4-in. wet vent was 
Used and when the 2-in, vent w'as used. 

The conclusions drawn by French, Eaton, and Wyly as a result of their 
in'i estigation of wet venting are as follows: 

From test data presented it is concluded that the wet venting of one or two 
athtubs on the highest branch interval of systems such as those shown in 
gures 6, 21, and 22 [figure 6 shows a single lavatory and a combination fixture 
connected to the wet vent for a single bathtub; figure 21 shows a single lavatory 
connected to a wet vent for a single bathtub; figure 22 shows two lavatories 
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Table 27.13 Maximum Trap-seal Loss Observed for Discharge 
of Any T'wo, Three, or Four Fixtures 



Trap-seal loss (in.) 

Number of fixtures 

wet vent 

2-in. 
wet vent 


1.12> 

0 


1.12» 

0.50 


1.00 

0.50 

j 



' These figures were obtained with a G-ft bathtub drain laid at a J^-in.-per-ft slope. These 
conditions are not permissible according to the criterion given in the conclusions. 

connected to a wet vent for two bathtubs] is an adequate and satisfactory 
method of venting, provided : 

‘‘1. The slope and length of the tub drains and the diameter of the wet vent 
are such that the value of the quantity, Sl/d, does not e.xceed unity;* 

“2. The diameter of the horizontal branch is not less than IH inches when 
one lavatorj^ connects to the vent and not less than 2 inches when two lavatories 
or a lavatory and a kitchen sink, or a lavatory and a combination fixture con- 
nect to the wet vent; and 

“3. The fixtures on the wet vent connect to this vent at the same level. 
It should be remembered that, in computing values of Sl/d, the slope should 
be computed in terms of inches per inch or feet per foot, so that it will be 
dimensionless.” 


27.7 Dimensions of Fixture Drains 


The National Plumbing Code gives provisions for the sizes of fixture drains 
in Table 11.4.3. Illustrations of tjqrical drain sizes are given in Table 27.14. 

Table 27.14 


1 

Drain size 
(in.) 

Fixture 

units 

Fixtures 

IH 

1 

Lavatory, small-orifice outlet 

Floor dram 

iVz 

2 

i 

Lavatory, large-orifice outlet 

Domestic dishwasher 

Bathtub 

Kitchen sink, domestic 

Shower stall, domestic 

2 

3 

Combination sink and tray 

Kitchen, sink, domestic., with food-waste disposer 


4 

Combination sink and tray, with food-waste disposer 


* S and I are the slope and length, respectively, of the tub drain, and d is the 
diameter of the wet vent. 
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27.8 Frost Closure of Roof Vents 


1. Nature of the Phenomenon. In prolonged spells of very cold weather, 
roof vents may become partially or wholly blocked by frost on the inside of 
the exposed portion or on top of the vent. In such a case, the free inflow of 
air to replace air carried down the stack by the discharge or waste water from 
fixtures will be hindered or entirely prevented. This leads to reductions in 
pneumatic pressure in the upper part of the stack, with consequent reductions 
in seals in fixture traps connected to the stack. The result of this is that posi- 
tive-pressure fluctuations may then force sew^er air through these reduced trap 


seals. 

The phenomenon is well known in the noi-thern part of the United States 
and is common in Canada. However, particularl}'^ in Canada, because it has 
been so troublesome there, several expedients to prevent or minimize it have 
been devised. These will be considered later. 

The source of the ice or frost that forms in a roof vent is as follows : In cold 
weather a current of warm moist air commonly rises through the plumbing 
stack of a building at times when there is little or no flow of waste water down 
the stack. This upward flow of air is caused by the temperature difference 
between the air outside the building and that of the air inside the drainage 
system. Since the air in the system is warmer than the free atmosphere out- 
side, the inside air is lighter than that outside the building, and hence a pres- 
sure difference exists, tending to produce a flow of air up through the stack 
and out at the roof vent. The condition is analogous to that of a chimney 
through which hot gases are rising. 

A drainage system w'ithout a house trap is shown in Fig. 27-lOA. The 
sewer air has free passage from the street sewer through the building sewer and 
drain and up through the stack and roof vent. A similar system, but one con- 
taining a house trap and fresh-air vent, is shown in Fig. 27-105. In this sys- 
tem the water seal in the house trap prevents the air from the street sexcer from 
entering the building. Since cold air would enter through the fresh-air vent, 
there is little circulation of air inward through the fresh-air vent and up the 
stack. Hence little trouble should be experienced from frost closure of the 
roof vent if this system is used. 


TUien there is no house trap in the building drain, the relathmly warm and 
moist air from the sewer furnishes the supplj"^ of air that passes up through the 
stack. When this warm moist air reaches the chilled surface of the roof vent, 
some of the moisture condenses out in the form of water droplets, some of 
uhich pass up and out of the vent in the an- stream. Others strike the cold 
wall of the vent and freeze there. If this process continues for a considerable 
time, a continually thickening layer of frost forms on the inside xvall of the 
■'ent. And, if the cold weather persists for a sufficiently long time, this layer 
0 rest may fill the cross section of the exposed portion of the vent completely 
or it may reach equilibrium at some definite thickness that depends on the 
lameter of the vent, the air temperatures, and the wind velocity. 

n alternative effect or one that may happen in conjunction with the forma- 
frost° “^^rrular ring of frost on the inside of the vent is the formation of a 
air fio'^^ vent, this cap having a hole in it through which the warm 

0"s. This latter form is more familiar than the first, since it can be 
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observed from a distance without the necessity of getting on the roof and looking 
directly down the vent. 

2. Investigation of Frost Qosure. The problem of frost closure, that is, 
the extent to which exposed roof vents of various diameters can freeze up in cold 
weather under different conditions of air temperature and wind velocitj"', has 
been investigated both e.\-perimentally and theoretically by Eaton and Wyl}"^ at 
the National Bureau of Standards {27-22]. They simulated actual conditions 




Fig. 27-10. Building drainage systems with and without house traps. 

by constructing a 3-in. stack-vented single-story-with-basement building drain- 
age system and mounted a low-temperature chamber around the roof vent. In 
this way the roof vent could be kept at temperatures below — 30°F. 

Since the low outside air temperatures could not be simulated in the test as 
far as producing the pressure differential necessary to produce an air current up 
the stack, air was blown up through the system at velocities that were com- 
puted for different conditions of outside air temperatures. The necessary 
moisture was provided by allowing a small stream of hot water to flow down the 
stack at all times during the tests. This was adequate praeticall}’’ to saturate 
the current of air flowing through the stack and vent. 

In tests conducted with the temperature of the vent at — 30°F., it was 



THE VENTING OF BUILDING DRAINAGE SYSTEMS 


27-37 


demonstrated that a 3-in.-diameter vent would freeze up solidly given sufficient 
time Tests were also made with a 4-in. vent, but it was not feasible to con- 
tinue the test long enough to demonstrate whether complete closure would 
result. 

A theoretical analysis of the problem was made by Eaton and Wyly based on 
the laws of heat transfer (1) from the air stream in the vent to the ice surface on 
the wall of the vent, (2) through the layer of ice and the wall of the pipe, and 
(3) from the outside waU of the pipe to the wind. 

The derivation of the equation resulting from an analysis of the heat transfer 
is beyond the scope of this text, and the reader is referred to the original paper 
for a discussion of it. The equation yields a series of values of the temperature 
of the ice-air surface in the vent, the significance of which will be explained next. 



A given temperature difference 6, — e„ is available to bring about the transfer 
of heat from the air stream in the vent to the wind outside (see Fig. 27-11). As 
the ice layer increases in thickness, a greater and greater portion of this tem- 
perature difference is used to transmit the heat through the layer of ice. But, 
since the conditions outside the ice layer are assumed to remain constant, this 
means that the temperature of the ice-air surface in the vent must rise as the 
layer of ice increases in thickness. This rise in temperature cannot go on 
mdefinitely, however. If the temperature of the ice-air surface increases to 
+32°F., the droplets of water will no longer freeze on that surface but will run 
down the inside of the vent in the form of water. 

Also, if the roof vent is relatively small in diameter (see Fig. 27-12) and if the 
conditions are sufficiently severe, the temperature of the ice-air surface may not 
increase to -f-32°F, and the vent will keep on freezing up to closure, provided the 
severe conditions persist long enough. Then, ultimately, the temperature 
throughout the ice layer will become the same as the outside air temperature 
when the vent is frozen solid. 

These conditions are illustrated in Figs. 27-12, 27-13, and 27-14, for a 3-in., a 
d-in., and an 8-in.-diameter vent, respectively. In Fig. 27-12, for example, the 
ci^e for an outside air temperature of -1-20°F intersects the -1-32°F line when 
e diameter of the opening in the ice is about 0.85 times the inside diameter of 
e pipe. The ice layer will not increase in thickness beyond this point as long 
as the conditions remain constant. However, it can be seen that, if the outside 
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Fig. 27-12. Temperature of ice-air surface in a 3-in. roof vent for different outside air 
temperatures and for a wind velocity of 10 fps. 



diameter opening in vent 
INSIDE DIAMETER OF VENT 


Fig. 27-13. Temperature of ice-air surface in a 6-in. roof vent for different outside 
air temperatures and for a wind velocity of 10 fps. 
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INSIDE DIAMETER OF VENT 

Fig. 27-14. Temperature of ice-air surface in an 8-in. roof vent for different outside 
air temperatures and for a wind velocity of 10 fps. 


air temperature is lower than about -|-13°F, the ice will continue to thicken 
until complete closure results. 

The equation giving the temperature of the ice-air surface in the vent is 


— 8a Tz I , n 1 , rc . 1 

; = — ^ In — = 7 — In 1 ^ 

'» — 8z n kzi rz kto ri roAooJ 


(27-8) 


where 63 = temperature of the ice-air surface, °F 

8, = temperature of air stream entering roof vent, °F 
Ba = temperature of free atmosphere outside building, °F 
To, Ti, and Tz = radii, ft, defined in Fig. 27-11 
fC ,3 = coefficient of heat transfer from air stream to wall, Btu/ (hr) (ft^) 
(°F) 

hzi — coefficient of thermal conductivitj' of ice, Btu/ (hr) (ft) (°F) 
ho = coefficient of thermal conductivity of material of pipe wall, Btu/ 
(hr)(ft)(°F) 

Koa — coefficient of heat transfer from outer wall of vent to wind stream, 

Btu/(hr)(ft 2 )(“F) 

The values of Kzt and Koa were determined from relations given in “ Heat 
Transmission” by W. H. McAdams.* The value of kzi was taken as 1.0 Btu/ 
{hr)(ft)(°F) for the ice and .30 Btu /(hr) (ft) (°F) for the steel pipe wall. 

William H. McAdams, “Heat Transmission,” 3d ed., McGraw-Hill Book 
( ompany, Inc., New York, 1954. 
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In order to evaluate the coefficient K, 3 , it was necessaiy to compute the 
velocity of air flow through the vent for different degrees of frost closure, i.e., 
for different values of r^/n (see Fig. 27-11). This made it necessary to assume 
the dimensions of the system — the lengths and diameters of the house sewer, 
house drain, stack, and vent. For simplicity, the diameters of the various com- 
ponents of each system computed were assumed to be the same. The head of 
water h available to produce flow up the stack was then computed for each set 
of conditions assumed. 

The velocity of flow Vi in the stack was next computed for different assumed 
conditions of frost closure (values of dz) from the equation 

{5 + «'} + '■ V s + + 0 (&] ] i »■■») 

where Ah = head of water tending to produce air flow up stack, in feet of water 
column 

n = ratio of density of air in building sewer and building drain to 
density of water (temperature of air assumed to be 50°F) 

ri — ratio of density of air in stack to density of water (temperature 
of air assumed to be 60°F) 

/ = dimensionless Darcy- Wcisbach friction coefficient 
Li, L 2 , and L 3 = lengths of stack, building sewer plus building drain, and 
roof vent, respectiveljq ft 

d\ = diameter of stack, building drain, and building sewer, assumed 
equal, ft 

da = diameter of opening in vent, ft 

Vi = velocity of air flow in stack, fps 

Cl = bend-loss coefficient for bend from stack to building drain 

Cc = coefficient of contraction at junction of stack and e.xposed part of 
vent 

g = acceleration of gravity, ft per sec^ 

When the value of ai has been found, the value of V 3 can be computed from 



3. Practical Expedients for Preventing or Minimizing the Occurrence 
of Frost Closure. Two expedients for preventing or minimizing frost closure 
have been developed in Canada. One is to allow the vent terminal to project 
only an inch or two above the roof (see Fig. 27-15). In this way there is virtu- 
ally no exposed terminal. According to advice from Canada, the occasional 
blocking of the vent by snow during a storm causes no trouble due to depletion 
of trap seals, since the snow is so porous that air can pass through it quite 
freel 3 ^ Furthermore, the snow melts fairly promptly. 

A second expedient that has been used with considerable success is to enlarge 
the stack vent just below the roof. This has two effects — ^the increased diam- 
eter reduces the chance of the complete closure of the terminal (see Figs. 27-12, 
27-13, and 27-14), and the stream of air issuing from the smaller-diameter por- 
tion of the vent tends to pass up through the enlarged portion without touching 
the wall and hence without any great amount of chilling. 
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Fig. 27-15. Installation for preventing frost closure. 



Fig. 27-lC. Installation reported to prevent frost closure. 

leavinvt^^ method of construction is to enclose the vent terminal with flashing, 
at the hnff” between the terminal and the flashing that is closed except 
Still n connects with the heated space below the roof, 

frost closu IS said to have worked successfully in preventing 

also elimi occurred is shown in principle in Fig. 27-16.* This 

file ton o^ ^ trouble that had been experienced from gusts of wind striking 
* Re t d affecting the trap seals of fixtures in the building. The 

retired. ^ Thomas P. McDermott, Copper and Brass Research Association, 
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reduction in diameter of the stack vent by the insertion of the inner short 
length of pipe has the effect of reducing the pressure changes within the system 
due to the gusts, while, at the same time, the reduction is not enough to interfere 
appreciably with the inflow of air into the stack to replace air carried down by 
the flow of waste water. 

In Niagara Falls a curious cause of the closure of roof terminals by ice exists. 
Spraj’’ from the falls is sometimes carried over the city by a south or southeast 
wind, and in verj' cold weather it causes some of the vent terminals on buildings 
to ice up. In most cases the situation can be taken care of by 4- or 6-in. vents, 
but in some extreme cases it has been necessary to jacket the roof terminal with 
a spiral of copper tubing and to pass hot water or steam through the tubing. 

4. Conclusions Regarding Frost Closure. As a result of their investi- 
gation of the subject, Eaton and Wyli”^ drew the following conclusion in regard 
to frost closure; 

“1. The roof vents of building drainage systems maj' become partiallj' or 
completel 5 ’' closed bj' frost in very cold weather under certain conditions. 
Among the factors that affect frost closure are; (a) temperature of the outside 
air, (6) temperature and humidity of the air passing up the stack and the vent, 
(c) wind velocity', (d) length of vent that is exposed to the outside atmosphere, 
(e) diameter of the vent, (/) thermal insulation, if any, of the exposed part of the 
vent, or the use of a vent pipe of some material that is highly resistant to the 
transmission of heat, (g) whether or not a house trap is inserted in the building 
drain, either with or without a fresh-air vent, (h) whether or not the diameter of 
the vent is greater than that of the stack, and the distance to which such expan- 
sion extends below the roof, (i) the temperature conditions in the air space 
below the roof, (J) the exposure, whether northern, southern, etc., and (/.•) the 
velocit}' of air flow upward through the vent. 

“2. Frost closure has been observed in two general forms; (1) as a concentric 
layer that builds up on the inner wall of the vent, and (2) as a cap that builds up 
from the rim of the vent at its outlet. The latter form is the one that has been 
the more frequently obseiwed, possibly because it is the more easilj’ obsen-ed of 
the two. Sometimes the two forms occur simultaneously. 

“3. In general, it appears that there is little likelihood of trouble from frost 
closure unless the outside air temperature falls below about 10°F and remains 
there for at least several days. 

“4. Reducing the length of the exposed portion of the vent as much as 
possible appears to be the most certain way of reducing or preventing frost 
closure. 

“5. Uninsulated small-diameter vents in heated attics may freeze solid unless 
protected bj- insulation. 

“G. The discharge of hot water into the stack, particularly at night, when the 
upward convective air current is most pronounced, tends to increase the 
humiditj' of the air passing up the stack and thus increases the tendency to frost 
closime. 

“7. The larger the diameter of the vent, the less likely it is to close com- 
pletely because; (1) a longer period of cold weather is required to create the 
necessary thickness of ice, and (2) because, with the larger diameter vents, the 
temperature of the ice-air surface in the vents is generally higher for a given 
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tliickncss of ice layer than with the smaller diameter vents .... Freezing 
stops when a temperature of 32°F is attained at the ice-air surface. 

“8. As the air from the street sewer is relatively moist and warm, the use of a 
house trap to prevent this moist air from passing up the stack should reduce the 
tendency to frost closure. Even if a fresh-air inlet is provided on the house side 
of the trap, this pro^ddes a source of relatively cold dry air that carries with it 
less moisture to condense out and freeze in the vent. 

“9. Snow storms may close the vent temporarily, but the snow is porous, 
and evidence seems to be available that this does not cause any serious difficulty. 

“ 10. Reconnecting the vent pipes to the stack before it passes up through the 
roof has been found to reduce or prevent siphonage of trap seals when the vent 
was completely closed by frost. 

“11. Increasing the diameter of the vent above that of the stack may help in 
two ways: (1) It affords the advantage of a larger diameter of vent, so that it 
requires a longer time for the vent to freeze up completely, and (2) it wmuld seem 
that if the e.xpanded portion of the vent is relatively short, the stream of air 
passing up through the vent may not e.vpand soon enough to reach the chilled 
wall of the vent, and hence less moisture reaches the wall than w'ould otherwise 
be the case, so that the tendency to freeze is decreased. 

" 12. The greater the wind velocit}’’, the greater the tendency to closure. In 
general, however, the lower the temperature, the smaller is the wind velocity. 
Less trouble seems to be experienced when a vent has a southern exposure (in 
the northern hemisphere) than when it is exposed on the shady side of the roof. 

" 13. The use of a material for the vent pipe that has a higher resistance to 
the flow of heat than does steel has a favorable effect. 

“14, As a rough estimate of the rate at which the thickness of the ice layer in 
a vent maj’’ increase in cold weather, we may take a value of 0.07 in. /hr, or 
roughly 1 }^ in./day, assuming that the convective current of air persists during 
the greater part of the day. This value was obtained in laboratory experiments 
on 3-inch vents for an outdoor air temperature of — 30°F and with the air pass- 
ing up through the vent saturated with moisture at a temperature of about 
/0°F. Values of about 0.08 and 0.06 in, /hr were obtained for 1 J'^-in. and 4-in. 
vents, respectively.” 
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Strength of Buried Conduits under Earth Loads 


28.1 Introduction 

Buried pipes are subjected to backfill loads and to loads due to concentrated 
surface loads, such as truck-wheel and roller loads. These loads set up bending 
moments in the walls of the pipe and, consequently, tensile and compressive 
stresses in the pipe wall. Should these stresses become too great, the pipe will 
break, and while sewer pipes have been known to suffer fracture without col- 
lapsing [28-1],* nevertheless the breaks in sewer pipes offer an opportunity for 
sewage to leak out into the surrounding soil, on the one hand, and, on the other 
hand, for infiltration to occur, adding to the load that the sewer must carry and 
that the treatment plant must handle. Furthermore, there is the danger that, 
should the broken pipe be subjected to internal pressure due to an unusually 
large flow, the pipe may collapse. 

Until about 1913, no theory of earth loads on buried pipes was available, and 
engineering judgment was the only basis for determining whether or not a par- 
ticular pipe would be strong enough to stand, without damage, the unknown 
load that was to be imposed on it bj"^ a given depth of backfill and a given fill 
material. Neither had tests to determine the crushing strength of pipe been 
devised and the strength thus determined been related to the strength of the 
pipe under backfill loads. 

Because of these deficiencies in engineering knowledge and because of the 
great economic importance of the problem. Prof. Anson Marston at the Iowa 
State College commenced a long series of theoretical and e.xperimental investiga- 
tions of the loads that are imposed on buried pipes under various conditions; 
and this work was continued by M. G. Spangler, W. J. Schlick, and others. 
Their achievements are presented in a long series of bulletins of the Iowa State 
College Engineering Experiment Station and in several engineering journals, 
also in a book written by Spangler [28-2]. 

Today, as a result of this careful work, a sound basis for computing loads on 
buried pipes is available. Computing the load is only part of the problem, 
however, since we must also determine the strength of the pipe under an earth 
load before we can predict whether its crushing strength is adequate to resist 
the loads that will come upon it. Therefore standard laboratory crushing tests 
of the pipe are involved and the relating of the strength thus determined to the 
strength of the same pipe under conditions of earth loading. 

In the past, for the most part, engineers who have had to face these problems 

* lumbers in brackets refer to the bibliography at the end of the book. 
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have been concerned mainly with street sewers, intercepting sewers, and water 
mains, in other words, with relatively large pipes. This has been due partly to 
the large costs of such lines; partlj' to the fact that, because of the large diam- 
eters and considerable depths of trench often involved, the loads on the pipe 
were much greater than they are on house-connection pipes; and partly because 
the factors of safetj' involved were probably less than they are usually with the 
small-diameter house-connection lines. 

Today the smaller-diamcter pipes (say, up to and including 8-in. nominal 
diameters) are being used under conditions of backfill and concentrated surface 
loads that often make it essential to utilize available engineering knowledge of 
such loads in selecting pipe and determining the conditions of backfill. It is 
also necessary to have some knowledge of the relative strengths of fle.vible, 
semirigid, and rigid pipe under the several types of crushing tests used in the 
laboratory and the strength of these same pipes under earth loads. 

A somewhat different approach to the computation of the loads due to back- 
fill from that used generally with large-diameter pipes will be used for the small- 
diameter pipes, and it will be necessar}^ to extend the coefficient curves over a 
wider range of values than is given in the earlier literature in order to make them 
useful for computing loads on small-diameter pipes. 

The following discussion will be primarily concerned with water and gas 
service lines, house-connection lines, septic-tank distribution lines, and sub- 
surface drainage lines, i.e., to pipes of small diameters. The diameters con- 
sidered will be up to and including 8-in. nominal diameters. 


28.2 The Theory of Backfill Loads on Buried Pipes 

Buried pipes fall into two principal classes as regards earth loading: (1) ditch 
conduit.s and (2) projecting conduits. A dilch conduit is one that is placed at 
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Fig. 28-1. Diagram showing ditch conditions. 


the bottom of a ditch dug in undisturbed soil and then covered with backfill 
(see Fig. 28-1). A positive projecting conduit is one which rests on the undis- 
turbed surface of the ground and is then covered with an embankment (see 
Fig. 28-2). As might be anticipated, the width of the ditch enters in the equa- 
tion applying to the case of the ditch conduit, whereas there is no width of ditch 
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involved in the case of the positive projecting conduit, and the outside diameter 
of the pipe enters the equation instead. There is also a case termed the negative 
projecting conduit, but this will not concern us here, although it may be involved 
when a small-diameter pipe is installed in a narrow shallow ditch at the bottom 
of a trench that is wider than the transition width. 
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Fig. 28-2. Diagram showing positive projection conditions. 


1. Ditch Conduits. A typical case of a ditch conduit is shown in Fig. 28-1, 
in which a rigid pipe is shown at the bottom of a trench that has been backfilled 
level with the surface of the undisturbed ground. After some time has elapsed, 
the surface of the ground at the top of the trench will have settled, assuming a 
form somewhat as shown in exaggerated fashion in the figure. Since there is a 
greater depth of fill beside the pipe than there is directly over it, there will be 
more settlement over the portions of the trench between the sides of the pipe 
and the trench walls than there is directlj' over the pipe, since the pipe is 
assumed to be rigid. 


He consider a hypothetical “critical plane” to exist in the fill, as shown in 
Fig. 28-1, at the time when the backfill has just been completed. This is a 
horkontal plane tangent to the top element of the pipe. Points in this plane 
are considered to move with the particles of fill as the latter settles, so that, 
when the backfill has settled to form the curved surface shown at the top of the 
trench, the critical plane has assumed a similar form, but one that is not so 
pronounced as the first mentioned. 

In considering the problem of backfill loads on the pipe, it is convenient to 
assume the vertical primary and secondary planes shown in Fig. 28-1. The 
primary planes are tangent to the ends of the horizontal diameters of the pipe, 
'' ne the secondary planes are located at the lowest points of the troughs 
rmed by the surface curve and the curve of the secondary plane. Since these 
wo cunms are horizontal at the points where they are cut by the secondary 
P anes, no vertical shear in the soil can be transmitted through them. In other 
weight of the fill between the two secondary planes is all transmitted 
0 1 e pipe and to that portion of the trench bottom lying between the pipe and 
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the secondary planes. The weight of the fill outside the secondary planes is all 
carried by the bottom of the trench and the walls of the trench. When the pipe 
is rigid and the fill on each side of it is relatively compressible, it is assumed that 
the weight of all the backfill above the top of the pipe and between the two 
secondary planes is carried by the pipe. This assumption is involved in 
Eq. (28-1). 

For a pipe of given diameter and for a given fill material, the secondary planes 
shown in Fig. 28-1 move outward as the trench increases in width, and hence the 
load on the pipe tends to increase as the trench is widened. There is a limit to 
this increase, however; and beyond a certain width of trench, called the transi- 
tion width, which varies with the diameter of the pipe, its flexibility, and the 
characteristics of the backfill, the load on the pipe for conditions that are other- 
wise the same will remain constant as the trench is widened further. This con- 
stant load is equal to the load that would be exerted on the pipe if it were placed 
on the undisturbed subgrade and an embankment built up over it equal in 
height to the depth of the trench [28-3]. This condition, called the positive- 
projection condition, will be considered later (see Fig. 28-2). 

If, instead of being quite rigid, the pipe is flexible, and if the fills at the side of 
the pipe are well tamped, the stiffness of the side fills may be as great as that of 
the conduit, or even greater, and then the load on the pipe will usually be equal 
to or less than the weight of the fill between the two primary planes, depending 
on the relative stiffnesses of the pipe and the fill. When the pipe is rigid, the 
load on it is greater than that of the fill lying between the primary planes. 
Thus it is apparent that the load on a given pipe is greater if the pipe is rigid 
than if the pipe is flexible, other conditions being the same. 

The equation for computing the backfill load on a rigid pipe buried under the 
ditch condition with relatively compressible fills is 


where 


IF = 

1 _ g-Kli' H/Bd 


C,i = 


2/fa' 


(28-1) 

(28-2) 


In the above equations, 

IF = load on pipe, lb per ft of length 
Cd ~ load coefficient for ditch conduits 
w = weight of backfill material, lb per cu ft 
Bd = width of trench at level of top of conduit, ft 
e = base of natural logarithms 
H = depth of trench to top of conduit, ft 

K = ratio of active unit lateral pressure to unit vertical pressure 
a' = coefficient of friction between fill material and sides of trench 
Values of the coefficient Cd are plotted in Fig. 28-3 for several values of /fa' 
corresponding to different fill material characteristics. 

Values of K can be computed from the formula 


1 — sin ^i > 
1 -b sin <i> 


(28-3) 


or they can be taken from Table 28.1. 
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A glance at the equation giving the value of (7d shows that it is not the value 
of K alone or either n* or n' alone that determines these coefficients, blit rather 
the products K/j. or Kfi'. Now the coefficient fi' may be equal to or less than fi, 
but it cannot be greater. 
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Fig. 28-3. Values of coefficient Cd for ditch conditions. 


Table 28.1 Values of </> and K for Different Fill Materials 


Backfill material 

<l>, deg 

0, deg 

K 

Soft plastic clay 

5 

0 

1.000 

Wet fine silty sand 

20 

5 

0.840 

Dry sand 

30 

10 

0.704 

Gravel 

35 

15 

0.589 

Loose loam 

35 

20 

0.490 

Compact loam 

35 

25 

0.406 

Compact clay 

35 

30 

0.333 

Cinders 

35 

35 

0.271 

Compact sand-clay 

45 40 

50 

0.217 

0.133 


The values of Kp. = Kp' recommended by Spangler are shown on the curves 
in Fig. 28-3 and are listed in Table 28.2. 

It should be noted carefully that Eq. (28-1) applies to the case of a rigid pipe 
under ditch conditions and to a relatively compressible fill. The equation 
assumes tacitly that all the weight of material lying between the secondary 
P anes is carried by the pipe. If, however, the pipe is flexible and if the side fill 
IS well tamped, so that the tivo possess approximatelj^ the same degree of stiff- 
f* is the coefficient of internal friction of the fill material, see Eq. (28-9). 
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ness, then, according to Spangler [2S-1, page 413], Eq. (28-4) represents approxi- 
mately the condition of loading; 


TK = CseBMd (28-4) 

where Be is the outside diameter of the pipe in feet, and the other quantities 
have already been defined. Values of Ca can be obtained from Fig. 28-3. 

Table 28.2 Recommended Values of Kn = Kii' to Use 
for Different Types of Backfill 


Minimum for granular materials without cohesion 0.1924 

Minimum for sand and gravel 0. 1C5 

Maximum for saturated topsoil. 0.150 

Ordinary maximum for clay 0. 130 

Maximum for saturated clay 0.110 


The foregoing equations are designed to yield the maximum load that can be 
imposed on the pipe for the assumed conditions. However, the maximum load 
on the conduit may not occur for some time, and the load varies appreciably 
with the moisture content. Spangler states that this lag in developing the 
maximum load may last for several years and that the increase may amount to 
as much as 20 to 25 per cent of the total load. 

2. Positive Projecting Conduits. A positive projecting conduit is one 
that rests on the undisturbed surface of the ground and is buried under an 
embankment (see Fig. 28-2). The backfill load on such a conduit is the upper 
limit of the loads that are imposed on a ditch conduit as the width of the ditch is 
increased, all other conditions remaining constant. This fact has been demon- 
strated experimentally [28-3]. The width of trench for which the load on the 
pipe computed from the ditch formula [Eq. (28-1)] is equal to the load com- 
puted from the positive projection formula [Eq. (28-6)] is called the transition 
width. 

In order that the conditions affecting the load exerted on a positive projecting 
conduit may be understood clearly, certain concepts must be explained. Figure 
28-2 shows the fill over and adjacent to the pipe divided into an interior prism 
and two exterior prisms. The height of the interior prism is less than that of 
the exterior prisms, and hence the settlement of the fill directly over the pipe 
will be less than that of the exterior prisms unless the pipe is very flexible. Thus 
there will be vertical shearing forces along the shear planes shown in Fig. 28-2, 
the direction of this shear depending on the relative settlements of the interior 
and the exterior prisms and, hence, on the relative compressibilities of the fill 
and the pipe. The direction of these shearing forces has a marked effect on the 
load exerted on the pipe by the backfill. If the vertical shearing forces on the 
shear planes enclosing the interior prism act upward on the prism, then the load 
on the pipe is less than the weight of the backfill comprising the interior prism. 
If they act downward on the shear planes enclosing the vertical prism, the load 
on the pipe is greater than the weight of the backfill comprising the interior 
prism. 

It can be shown [28-2, page 417 ; 28-7, pages 861ff.] that, if the embankment is 
quite high, there will be a horizontal plane within the embankment, called the 
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plane of equal settlement (see Fig. 28-2), above which the settlement of successive 
layers of the fill will be equal and above which the vertical shearing forces on the 
shear planes are zero everywhere. If the embankment is quite low, however, 
these shearing forces may extend all the way to the top of the embankment. 
The load coefficients are quite different for these two cases, as will appear later. 

Another quantity that must be defined is the projection ratio. If the natural 
surface of the ground is shaped to fit the bottom of the pipe, then the pipe will 
project above the natural ground surface by an amount less than its outside 
diameter Be. The distance that the pipe projects above the natural surface of 
the ground is expressed as pBc, where p is defined as the projection ratio (see 
Figs. 28-2 and 28-4). 



Sf 


BEFORE SETTLEMENT 

AFTER SETTLEMENT 

Fig. 28-4. Settlements affecting loads on positive projecting conduits. 

A quantity that is fundamental in determining the backfill load that will be 
exerted on a positive projecting conduit is the “settlement ratio” (see Fig. 
28-4). This ratio takes into account the relative settlements of the interior and 
exterior prisms of fill. Spangler [28-2, page 421] defines this ratio as 


r,d = 


(Sm -1- sf) — (s/ -F ABc) 
Sm 


(28-5) 


where Sm = compression of fill material adjacent to pipe in height, pBc 

So = amount by which natural ground surface adjacent to pipe settles 
s/ = amount by which invert of pipe settles relatively to natural ground 
surface 

ABc = shortening of vertical diameter of pipe under load 

All these quantities should be expressed in the same units of length — ^feet, 
inches, etc. 

For a rigid pipe the settlement ratio is normally positive, and the backfill load 
on the pipe is greater than the weight of the backfill between the primary planes. 
filTl^ pip® 'til® settlement ratio may be negative, in which case the back- 
plane weight of the backfill between the primary 

The formula for the backfill load on a positive projecting conduit given by 
iilarston and Spangler is 

IF = CewBl 


(28-6) 
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In this equation, 


Cc = 


g±2K^n/B^ - 1 

i.2Kii 


(2S-7) 


for the case in which the plane of equal settlement lies outside the embankment 
and 


Cc = 


- 1 


" f;) (28-8) 


for the case in which the plane of equal settlement lies within the embankment. 

In the foregoing equations, n is the coefficient of internal friction of the liU 
material defined bj’ 

/t = tan 4 > (28-91 

where 4> — angle of internal friction of fill material 

He = height of plane of equal settlement (see Fig. 28-2) 

In Eqs. (28-7) and (28-8), the plus signs in the e.vponent of e and in the 
denominator of the fraction should be used when the settlement ratio is positive; 
the negative signs, when the settlement ratio is negative. 

In order to prepare a plot or table of values of the load coefficient Cc in 
Eq. (28.8), it is necessary to compute the values of He for different conditions. 
Marston and Spangler have given several formulas for He, one of which is 
[28-4, page 10; 28-7, page 8G5) 


g±2KliH,/Be -f. 

~ Be 


±2KfiredP -t- 1 


(28-10) 


In Eq. (28-10), use the +, — , -f- signs when the settlement ratio is positive 
and the — , -f-, — signs when it is negative. 

This equation has been solved for suitable values of r,ap, and the resulting 
values of Cc are plotted in Fig. 28-5. We may commence a consideration of this 
plot with the line corresponding to = 0. This case represents the situation 
when the pipe compresses exactly as much under the backfill load as the fill 
beside it does, and it will be seen from the plot that when this is true Ce = H {Be. 
For this particular case then, Eq. (28-6) becomes 

IF = wHBc (28-11) 

according to which the load on the pipe is equal to the weight of the fill directl}’’ 
over it, i.e., the weight of the fill lying between the two primary planes. 

Xow if the pipe is more compressible than the fill beside it, the coefficient lines 
to the right of the line just considered apply, and we have involved two sub- 
divisions of the class of positive projecting conduits — the incomplete ditch 
condition and the complete ditch condition. The complete ditch condition is 
represented by the coefficient cur\^e at the extreme right. For this condition 
the pipe is more fle.xible than the fill beside it, and the plane of equal settlement 
lies outside the embankment, or is imaginarj-. The incomplete ditch condition 
is represented by the lines lying between the line Cc = H/Bdr,^ = 0.0) and 
the extreme right-hand curv-e. This condition applies to the case in which the 
pipe is more flexible than the fill beside it, and the plane of equal settlement lies 
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TTithin the embankment. Thus the incomplete ditch condition applies to high 
embankments and the complete ditch condition to low embankments. 

Passing now to the case in which the pipe is stiffer than the fill beside it, we 
have the curves to the left of the curve Cc = H/Bc. Correspondingly there are 
two subdivisions of the main classification here. The complete projection condi- 
tion is represented by the cunm at the extreme left of the plot, and this cor- 
responds to the case of a low embankment for which the plane of equal settle- 
ment lies outside the embankment. The intermediate lines represent the case 


COEFFICIENT Cc FOR POSITIVE PROJECTING CONDUITS 



H/Bc 

Fig. 28-5. Values of coefScient Cc for positive projecting conduits. 

called the incomplete projection condition and correspond to high embankments 
for which the plane of equal settlement lies ■within the embankment. 

It is obvious from Pig. 28-5 that a rigid pipe of a given outside diameter will 
have a larger backfill load on it than a flexible pipe of the same diameter for 
conditions that are the same, since in general, the coefficient lines to the right of 
t e middle line represent the case of flexible pipes, while those to the left of the 
Huddle line represent the conditions that exist when the buried pipes are rigid. 

Computation shows that for practically all the cases of buried pipes not 
grater than 8 in. in diameter practical considerations require the trench to be 
er than the transition width. This is the range of diameters in which we 
e interested. In the few cases that may involve large diameters and deep 



TECHNICAL SECTION 


28-10 

trenches, the load on the pipe will be only a little less than the load computed on 
the assumption that the width of trench is the transition width, hence the 
following tables and plots of backfill loads will be based on the transition width 
of trench. 

Cur\'es giving transition width ratios for K — 0.165 are given in Fig. 28-6. 
It will be noted that these are given only for positive values of the settlement 
ratio r,dP, since the transition width has no significance for negative values of 
TtdP) and the critical plane (see Fig. 28-2) after settlement has occurred is con- 
cave upward in this case. These curves were computed by applying the 



principle that, for the transition rvidth, the load computed by Eqs. (28-1) and 
(28-2) is equal to that computed from Eqs. (28-6), (28-7) and (28-8). 

Transition widths for rigid and flexible pipe having nominal diameters of 4, 6, 
and 8 in, are shown in Fig. 28-7, It is assumed arbitrarily that the outside 
diameters of these pipes are 5, 7, and 9 in., respectively. The values were 
obtained by computing values of H /Be, reading the corresponding values of 
Bd/Bc from the proper curve in Fig. 28-6 {Bd is here the transition width), and 
then computing Bd. For the rigid pipe, the value of r.aP was taken as -{-0.50, 
and for the flexible pipe it was taken as 0.00 (see Table 28.3). It would seem 
clear from Fig. 28-7 that in only a few cases might the trench that would have 
to be excavated for these diametez-s of pipe be less than the transition width. 
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In order to compute the loads on any given pipe and for any given conditions 
of backfill, we proceed as follows : Spangler [28-2, page 422] recommends that the 
following values of the settlement ratio r,d be used in the absence of any further 
information. When house-connection pipes are involved or, in fact, any of the 
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Fig. 28-7. Transitions widths for small rigid and flexible pipes. 


small-diameter pipes considered in this discussion, the pipes will ordinarily rest 
on the undisturbed ground, so that the projection ratio will be equal to unity. 
For this case, 

r,d = 


Table 28.3 Recommended Values of the Settlement Ratio 

Condition Settlement Ratio 

Rigid culvert on foundation of rock or unyielding soil +1.0 

Rigid culvert on foundation of ordinary soil +0.5 to +0.8 

Rigid culvert on foundation of material that yields with respect to 

adjacent natural ground 0 to +0.5 

Flexible culvert with poorly compacted side fills —0.4 to 0 

Flexible culvert with well-compacted side fiUs —0.2 to +0.8 

On the basis of Table 28.3, it will be assumed for purposes of computation in 
what follows that for rigid pipe r^d = +0.50 and for flexible pipe r^d = 0.00. 
It is assumed that these values represent average conditions for the several 
types of pipe. Considerable variation from these values may occur in indi- 
vidual cases, and the person making the computation will have the responsi- 
lilhy for deciding what value to use. 

Marston has given the terms rigid, semirigid, and flexible significance in their 
app ication to earth loads on buried conduits [28-4, page 5] : 
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“Rigid conduits [are those] ■whose cross-sectional shapes cannot be distorted 
more than 0.1 per cent without causing materially injurious cracks; including 
all rectangular conduits, and all cylindrical conduits made of plain or reinforced 
concrete masonry or burnt clay pipes. 

“Semi-rigid conduits [are those] whose cross-sectional shapes can be distorted 
sufficiently to change their vertical or horizontal dimensions more than 0.1 per 
cent, but not more than 3.0 per cent, without causing materially injurious 
cracks; including segmental block conduits, and those made of cast iron pipe, 
together with some stone masonry cylindrical conduits. 

“Flexible conduits [are those] whose cross-sectional shapes can be distorted 
sufficiently to change their vertical or horizontal dimensions more than 3.0 per 
cent before causing materially injurious cracks; including those made of cor- 
rugated pipe, thin steel or wrought iron pipe, and probably some conduits made 
of brick or stone block masonry.” 

It is doubtful whether these definitions are workable when applied to small- 
diameter pipes. For example, Marston classified cast-iron pipe as semirigid. 
It would hardly seem that cast-iron soil pipe in diameters of 8 in. and less should 
be so classified but that it should rather be considered to be rigid. 

At the other extreme is a very flexible pipe such as polyethylene, which is 
coming into quite common use for water-service lines. This pipe has no true 
crushing strength in the usual sense of the word. Its resistance to excessive 
flattening under backfill loads is due almost entirely to the active and passive 
side thrusts exerted on it by the backfill. The first of these — the active side 
thrust — is due to the internal friction of the backfill material and is exerted 
equally on rigid and flexible pipe. The second-named — the passive side thrust 
— is due to forces that come into play because of the compression of the side fill 
as a result of the outward movement of the sides of the pipe wall as the pipe 
flattens under the vertical backfill load. This passive thrust is approximately 
proportional to the distance moved by the side walls, and hence it is much 
larger for a flexible pipe than for a rigid pipe. Hence, even though the pipe 
may have little elastic resistance to the vertical backfill load, the cross section 
ultimately stabilizes in somewhat flattened form under the earth pressures 
applied around its circumference. 

Bituminized-fiber pipe, because it is subject to cold flow under sustained 
loads, also possesses this same characteristic, but the deformation takes place 
at a much slower rate than it does for flexible plastic pipe. Because of this 
characteristic, bituminized-fiber pipe and flexible plastic pipes will sustain 
surprisingly high backfill loads with relatively little flattening of the cross 
section. 

It does not seem feasible to make any clear-cut classification of small-diam- 
eter pipes (up to and including 8 in. diameters) from the standpoint of earth 
loads. Certain kinds of pipe, such as cast-iron, concrete, vitrified-clay, and 
thick-waUed steel and copper, should be classed as rigid. Thin-wailed steel and 
copper, much plastic pipe, and bituminized-fiber may be classed as flexible. 
Most other pipe will lie between these two extremes. 

Another uncertainty in computing backfill loads on buried pipes is the fact 
that we can usually only estimate the characteristics of the backfill that affect 
the load on the particular buried pipe, and hence we must assume average 
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conditions for these characteristics. Thus the backfill loads given in Figs. 28-8 
to 28-11 should not be considered exact by any means, but only approximate. 

Figures 28-8 and 28-9 give backfill loads on small-diameter flexible and rigid 
pipes, respectively. Since it is not feasible to prepare individual plots to take 
account of each kind of pipe involved, because of differences in outside diam- 
eters for the same nominal diameter, the lines are computed for the actual diam- 
eters with which they are labeled, and it is necessary to interpolate for the 
actual outside diameter of the pipe in question. The lines are for a weight of 



Fig. 28-8. Backfill loads on flexible pipes up to 4-in. diameters. 


backfill of 100 lb per cu ft, and corresponding loads for other weights of backfill 
can be obtained by direct proportion. 

The lines in Fig. 28-8 for flexible pipe were computed by use of the formula 

W = wffB, (28-11) 

The lines in Fig. 28-9 for rigid pipe were computed by using the formula 

W = CcwB^ (28-6) 

^ alues of Cc were read from the curve for r,dp = -1-0.50 in Fig. 28-5. When 
e computed values of JI/Bc lay outside the limits of the figure, the value of Cc 
Table^^^'^^^^ ^rom the equation of the line representing rsdP — -}-0.5 (see 
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Strictly the lines in Fig. 28-9 should not be quite straight, but the deviation 
from linearity is negligible in comparison with other factors; so they are shown 
as straight in the figure. 



Fig. 28-9. Backfill loads on rigid pipes up to 4-in. diameters. 


Table 28.4 Equations of the Straight Lines in Fig. 28-5 Representing 
the Various Values of fjdp 
r,dp Equation of Line 

-1-2.0 a = -2.74 +2.nHIBc 

+ 1.0 a = -1,32 + 2.16H/Bc 

+0.7 Cc = -0.810 + \.92H/Bo 

+0.5 Cc = -0,63 + 1.17H/Bc 

+0.3 Cc = -0.31 + l.bbHfBc 

+0.1 Cc = -0.105 + 1.2317 /Be 

0.0 Cc = 0 + H/Bc 

-0.1 Cc = +0.098 + 0.7411 /Be 

-0.3 Cc = +0.25 + 0.59511/Bc 

-0.5 Cc = +0,41 + 0.5011 /Be 

-0.7 Cc = +0.55 + 0.43ff/Bc 

-1.0 Cc = +0.675 + 0.3711/Bc 

-2.0 Cc = +1.025 + 0.2111 /Be 

Backfill loads are given for flexible and rigid pipes, respectively, in Figs. 28-10 
and 28-11, for diameters ranging from 4 to 9 in., by half inches. The range of 
depths is extended to 20 ft, since house-connection lines are often laid at depths 
in excess of 10 ft, the range of depths used for smaller diameter pipes in Figs. 
28-8 and 28-9. Furthermore, since again the outside diameters of pipes of 
different materials may differ considerably for the same nominal diameter, the 
lines in Figs. 28-10 and 28-11 are computed for each half inch from 4 to 9 in. 
The loads corresponding to the actual outside diameters can be obtained by 
interpolation. 
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DEPTH OF TRENCH H IN FEET 

Fig. 28-10. Backfill loads on flexible pipes up to 9-in. diameters. TgdV = 0.00; 

w = 100 Ib/ft^. 



DEPTH OF TRENCH H IN FEET 

Fig. 28-11. Backfill loads on rigid pipes up to 9-in. diameters. r,dP = -1-0.50; 

w = 100 Ib/ft^ 


able 28.5 gives unit weights of various kinds of backfill under different 
grees of compaction and moisture content. These values were determined by 
Marston by direct measurement [28-1, Table 2]. 
utside diameters of house-connection pipes are given in Table 28.6. 
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Table 28.5 Typical Weights of Backfill Materials 


Material 

1 

1 Condition 

Weight 
(lb per ft) 

Black topsoil 

Loose, wet, 20% water 

60 

Black topsoil 

Loose, damp, from 2 ft depth 

75 

Mixture, black topsoil and yellow cla> 

Loose, wet, 19.4% water 

80 

Yellow clay, slightly sandy . 

Loose, damp, from 4 ft depth 

76 

Yellow clay, very sandy. 

Loose, damp, from 6 ft depth 

85 

Blue clay 

Loose, dry, from 15 ft depth 

83 

Sand 

Dry 

99 

Black topsoil 

Saturated 

100 

Black topsoil 

25% water 

108 

Yellow clay 

Saturated, 17 % water 

127 

Yellow clay 

Saturated, 26 % water 

145 

Yellow clay 

Dropped 3 ft into ditch 

84 

Yellow clay 

Dropped 7.8 ft into ditch 

88 

Mixture, yellow and blue clay 

Cold weather, dropped 14 7 ft 
into ditch 

96-101 

Yellow clay weighing 87 lb per cu ft 

Immediately after thoroughlj 
wetting 

97 

Yellow clay weighing 87 lb per cu ft 

After standing 6 days 

101 


Table 28.6 Outside Diameters of House-connection Pipes 
of Various Materials 


Nominal diameter (in.) 



2 


R 

5 

6 

8 

Asbestos cement 



4 78 

5 83 

6 82 


Bituminized fiber 

2 46 

3 56 

4 68 

5 82 

6 92 

9 14 

Cast iron, service weight 

2 25 

3 25 

4 25 

5 25 

6 25 

8 38 

Cast iron, extra heavy 

2 38 

3 50 

4 60 

5 50 

6 50 

8 63 

Concrete, nonreinforced 



5 


7H 


Vitrified clay, standard 



5 




Vitrified clay, extra 





7M 



3. Illustrative Examples. Problem 1 A l^-in type WS polyethylene 
water-service line is installed in a trench with 4 ft of cover. Backfill is yellow 
clay weighing 1 10 lb per cu ft, when wet What is the backfill load on the pipe? 
The trench is 2 ft wide, and the fill is tamped to the top of the pipe. The out- 
side diameter of the pipe is 1.85 in. 

Since the width of the trench is greater than the transition width, the load 
will be read from Fig. 28-8, which is based on Eq. (28-11) for a positive project- 
ing conduit for conditions such that r.^p = 0.0. Interpolating for the diameter 
1.85 in., the load is read as about 64 lb per ft from Fig 28-8. This is for backfill 
weighing 100 lb per ft To get the corresponding value for w = 110 lb per ft. 
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multiply 64 by 110/100, which gives W = 70.5 lb per ft. Computing the load 
by Eq. (28-11), we have 

TT^ =110 X 4 X ^ = 68 lb per ft 

Problem 2. A 6-in. bituminized-fiber house-connection pipe is installed in a 
30-in. wide trench with a cover of 11 ft of sandy j’-ellow claj', weighing 85 lb per 
cu ft. The fill is tamped to the level of the top of the pipe. The outside diam- 
eter of the pipe is 6.92 in. (Table 28.6). What is the backfill load on the pipe? 

Examination of Fig. 28-7 shows that the actual width of trench is greater than 
the transition width. Hence the positive projection formula, Eq. (28-6), is 
valid. Since the fill is tamped to the top of the pipe, this will tend to impose 
more load on the pipe than if the fill were not tamped. Hence, instead of 
assuming r,ip = 0.00, which is a good value to use when it is merely known that 
the pipe is flexible, we assume (see Table 28.3) that r,dp = 4-0.3. Then 
the value of Cc can be read from the proper coefficient curve in Fig. 28-5 
(r,dP = 4-0.03) for H/Bc = 11 X 12/6.92 = 19.1 or 28.7. Then, using Eq. 
(28-6) 

W = 28.7 X 85 X = 811 lb per ft 

While the use of the settlement ratio r,dp = -fO.S increases the computed 
load on the pipe over that which would result if r,dP is assumed equal to 0.00 
(the value on which the load curves in Fig. 28-10 were based), the strength of 
the pipe will also be increased under this load as the settlement ratio increases. 

Problem 8. An 8-in. vitrified-clay (standard-weight) house-connection line 
is to be installed in a trench 2 ft wide and wdth 9 ft of yellow clay backfill cover. 
The clay weighs 87 lb per cu ft. 

From Fig. 28-7 we see that the transition width for this case is about 2).^ ft. 
Since the trench is narrower than this, use 

W = CdwBl (28-1) 

H/Bd = % = 4.5. We obtain the value of Cd from Fig. 28-3, using the curve 
for Kn' = 0.130. Then Cd = 2.37, and 

W = 2.37 X 87 X 2^ = 825 lb per ft 


28.3 Superloads on Surface of the Ground 

In addition to backfill loads, a buried pipe may be called upon to resist loads 
imposed by concentrated or distributed loads on the surface of the ground. A 
tj pical concentrated load might be a wheel load from a truck, the load due to a 
roller used to compact the backfill, that due to a bulldozer, an airplane, etc. 
The problem of determining the loads on a buried pipe due to surface loads of 
^ types just mentioned was first attacked successfully as the result of a sug- 
gestion of J. H. Griffith [28-5] that the solution by Boussinesq [28-6] for the 
stress distribution in a semi-infinite elastic solid be applied to the distribution of 
sss m soils due to superposed surface loads. In this case, the surface of the 
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ground constitutes the plane boundary of the semi-infinite solid, which extends 
to infinity in all directions horizontally and downward. 

1. Concentrated Static Load Directly o^c^ the Pipe. The first problem 
that will be considered is that of the vertical pressure on a fimte area caused by 
a concentrated load on the fill directly over the center of a sj'mmetrical figure 



Fig. 2S-12. Diagram for computing load on pipe due to concentrated surface load 
directly over pipe. 

hung in a horizontal plane at a distance H directly below the concentrated load 
at the depth involved (see Fig. 2S-12). Table 2S.7 gives values of the influence 
coefficient C to be used m the formula 


IF = CP (28-12) 

where IT is the load in pounds on the rectangular area KLMN having the sides 
.-1 and B, this being one of the four equal rectangles arranged about the point K 
directly under the origin 0 at the surface of the fill, at which point the con- 
centrated load P lb is applied. 

In Fig. 28-12, the rectangle MQRT represents the horizontal projection of a 
section of the buried pipe of length 2B and of diameter Be = 2.-1. The coeffi- 
cients in Table 28.7 are given for values of 771 = A/H and n = B/H. Since 
Eq. (28-12) gives the vertical load on the rectangle LMXK, this result must be 
multiplied by 4 to give the entire vertical load on the length 2B of the pipe (the 
length of pipe is commonly taken as 1 ft). 

2. Eccentric Concentrated Static Load. The next problem to be con- 
sidered is that in which the concentrated surface load is not directly over the 
pipe (see Fig. 28-13). Here the surface load P is concentrated at the point 0. 
The horizontal projection of the length of pipe considered is represented by the 
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rectangle MQRT, and the center of this rectangle point K is centered under the 
point I so that the eccentricity of the load is 01 = JK. In this figure, the 
rectangle MNJV corresponds to the rectangle KLM N in Fig. 28-13. Now if we 
compute the load due to P on rectangle MNJV and subtract from this the load 
due to P on JVTS, we obtain the load on one-half of the projected area of the 
length of pipe under consideration. 

In the computation of the load on rectangle MNJV, m = 2A'/H and 
n = B{E. The corresponding value of the coefficient C in Eq. (28-12) is 
found in Table 28.7, and the load on area MNJV is computed from Eq, (28-12). 
Call this load Li. 



Fig. 28-13. Diagram for computing load on pipe due to concentrated surface load 
eccentric to pipe. 


In the computation of the load on area JVTS, m = A' /H and n = B/H. 
The coefiicient G for this area is found as before, and the load Lz on area JVTS 
is found by Eq. (28-12). Then the load on area MNST is found by taking the 
difference of Lj and Lj, and the load on the length 2B of the pipe is obtained by 
multiplying - L 2 by 2. 

The problems just discussed are treated at greater length by Spangler 
[28-2, Chap. 17; 28-7] and by Marston [28-4]. A still further problem, that of 
computing the pressure at a point below the surface of the fill due to a dis- 
tributed load over it resting on the surface of the fill, will be mentioned but not 
treated here. For this problem, see Spangler [28-2, Chap. 17] and Newmark 
[28-9], 

3. Concentrated Live Loads. The effect of impact due to concentrated 
live loads at the surface of the ground on the load to which a buried pipe is sub- 
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jected has been studied by Spangler, Winfrey, and Mason at the State College 
of Iowa [28-8]. 

As a result of this study, Marston proposed the following formula for the 
static and impact loads imposed on a buried pipe [28-2, page 432] : 

W = y ICP (28-13) 

L/ 

or, for a 1-ft length of pipe, 

W = ICP (28-14) 

where IF = average load per foot of conduit, lb per ft 

L = length of conduit in feet for which the load is computed 
I = impact factor, ranging from 1.5 to 2.0 for trucks driving on an 
unpaved roadway 

C = load coefficient, to be obtained from Table 28.7 
P = concentrated surface load, lb 

Table 28.7 Influence Coefficients for Rectangular Area 


71 


m 

0.02 

0.04 




0,2 

0.3 

0.4 


0.02 

0.0002 

!!! 

iii 

BpBI 

N 

0.0019 



0.0040 

0.04 

0.0004 





0.0037 


0.0068 

0.0080 

0.06 

0.0006 

Ew * ' " 




0.0056 


0.0101 

0.0120 

0.08 

EES 

Bill i ' S 




0.0074 


0.0135 

0.0159 

0.10 

0.0010 

BKl 1 i 





0.0132 

0.0168 

0.0198 

0.2 






0.0179 

0.0258 


0.0387 

0.3 


Dnulii : 



0.0132 


0.0373 


0.0559 

0.4 


mi i| 1 : 


0.0135 

0.0168 



ShSis!iS 

0.0711 

0.5 

HI 

y jjj 



0.0198 


0.0559 

0.0711 

0.0840 


n 


m 

0.6 

0.7 

0.8 


1.0 

1.2 

1.4 

1.6 

1.8 

2.0 

0.02 

mi 

0.0048 


mi 


m 

mi 

imi 

mi 

mi 

0.04 


HHIUm 

0.0103 


0.0111 

ffi R 

IiViihIii 




0.06 

0.0133 

0.0145 



0.0167 


0.0181 




0.08 

0.0177 

0.0193 



0.0223 






0.10 

0.0222 

0.0242 



0.0279 







0.0435 

0.0474 



0.0547 

iKR 







fiWiliaa 



0.0794 

0.0832 





0.4 


0.0837 


0.0977 

umuM 



0.1114 

0.1126 

0.1134 

0.5 

■I 

0.1034 

mm 

0.1158 



Hi 





This table is based on Table 1 of Ref. 28-9. Values are those of the coefficient C in Eq. 
(28-12). 
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■\^Tien the load is static, the value of I is unity. When the load is moving, the 
value of I depends on the speed and vibration of the vehicle and on the rough- 
ness of the roadway. 

4. Illustrative Examples. Problem 1. A 6-in. plastic drain line passes 
under an unpaved highway with a depth of cover of 3 ft. There is a slight 
depression in the roadway directly over the pipe. A heavily loaded truck with 
8,000 lb on each rear wheel, moving at moderate speed, passes over the pipe. 
What is the load on the pipe directly under one of the wheels due to both wheel 
loads? Assume that the distance between the center lines of the wheels is 
4.5 ft. There is then a concentrated load of 8,000 lb directly over the portion 
of the pipe under consideration and a concentrated eccentric load of 8,000 lb at 
a distance of 4.5 ft from the point on the pipe that is under consideration. 

Compute first the static load on the pipe due to the wheel load that is directly 
over it. The outside diameter of the pipe will be assumed to be 6.5 in. or 
0.542 ft. A 1-ft length of pipe will be considered. 

Referring to Fig. 28-12, B = 0.5 ft and A = 0.271 ft. Then 


_ A _ 0.271 
H 3 


0.090 


n = B/H ~ 0.5/3 = 0.107. From Table 28.7 we obtain by interpolation the 
value C = 0.0076. Now if we assume an impact factor of 1.75, 

TF = 4/CP = 4 X 1.75 X 0.0076 X 8,000 = 425 lb per ft 

The factor 4 is due to the fact that the coefficient C gives the load on one-quarter 
of the projected area of the pipe. 

Compute next the load on the pipe due to the wheel load of 8,000 lb that is 
4.5 ft off center. Referring to Fig. 28-13: 01 = JK = 4.5 ft and 


JN = 4.5 + 0.5 = 5.0 ft 


(Since for this case the axis of the pipe is projected into the line JN and the out- 
side diameter of the pipe is MQ.) 

The coefficient for area JVMN will be computed first. 

m = |r = ^ = 0.090 


and m = (45 + 0.5) /H = % = 1.67. From Table 28.7, C' = 0.0276. 
The coefficient C" for area JVTS will be computed next. 


B 0.271 


m - H - 


= 0.090 


n = A/H = (4.5 - 0.5)/3 = 1.33. Then C" = 0.0269. Then 

TF = 21 {C - C")P = 2 X 1.75 X 0.0007 X 8,000 = 20 lb per ft 

The total load on the pipe at the designated point due to the two wheel loads 
425 + 20 = 445 lb per ft. 


is 
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5. General Remarks. Thoroughly tamping the backfill beside the pipe is 
an advantage, regardless of whether the pipe is rigid or flexible. If the soil 
beside a rigid pipe is thus compacted, more of the load from the backfill is 
carried by the bottom of the trench than if the fill beside the pipe is uncon- 
solidated. If the pipe is flexible, consolidation of the fill beside it increases the 
horizontal passive thrust on the sides of the pipe, and this effect overbalances 
the increased vertical load, so that the pipe actually flattens less under a given 
backfill condition when the fill beside it is compacted than when it is not 
compacted. 

Allowing the pipe to rest on the flat bottom of the trench without shaping the 
bed to the curve of the pipe is a very unsatisfactorj’’ method of bedding, but 
because the installation of a house-connection line involves relatively little 
expense, proper inspection is usually lacking, to say nothing of adequate 
specifications for the installation. Fortunately, the strength of the pipe in 
crushing is usually more than adequate to meet the conditions of burial; how- 
ever, carelessness in the installation is often the rule and not infrequently leads 
to trouble. In extreme cases, when the owner is willing to spend the necessary 
money to have the installation made and inspected properly, improved methods 
of bedding, described by Spangler [28-2] and others, can be used. 

Conditions of bedding even worse than that in which the pipe has line contact 
with the bottom of the trench are not uncommon with house-connection pipe. 
Conditions do occur in which the bottom of the trench is not in contact with the 
lowest element of the pipe and in which the backfill is not forced under the pipe 
to support it. In such a case bending stresses are added to the crushing 
stresses, and the effect on the strength of the pipe can only be guessed, but the 
pipe is certainly less capable of carrying backfill loads when this condition 
occurs. 

With flexible pipes, the ordinary concepts of crushing strength as a requisite 
to enable the pipe to resist backfill loads without failure do not apply. Thou- 
sands of polyethylene water-service lines and at least one experimental poly- 
ethylene sewer have been installed without trouble from backfill or wheel loads. 
Yet polyethylene pipe has no crushing strength in the usual sense of the word, 
since it resembles rubber hose in this respect. The form of cross section of such 
a pipe stabilizes under the earth pressures, vertical and horizontal, and it may 
well be said that such a pipe is little more than a lining for a hole in the ground. 

Bituminized-fiber pipe behaves elastically under suddenly applied transient 
loads, but it is subject to plastic flow under loads that persist over a long period 
of time. This is an advantage as far as backfill loads are concerned. When the 
backfill is first placed over a line of bituminized-fiber pipe, the pipe undergoes a 
slight flattening, amounting in most cases to a few hundredths of an inch, this 
being accompanied by the creation of elastic stresses in the wall. As time goes 
on, the tensile stresses are slowly relieved through the plastic flow of the mate- 
rial, and the pipe flattens still further. As this happens, the side walls move 
outward, the horizontal diameter shortening bj'’ approximately the same 
amount that the vertical diameter shortens, and this movement develops a 
horizontallj" directed passive thrust that replaces the elastic stresses in resisting 
flattening. Ultimately, therefore, the form of the cross section stabilizes under 
the system of vertical and horizontal external forces exerted by the earth 
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around the pipe, with only small tensile stresses remaining in the .wall. How- 
ever, if the pipe, when in this condition, is suddenly subjected to a transient 
concentrated load at the surface of the fill over it, it responds to this load elas- 
tically. Consequently, after a line of bituminized-fiber pipe has been in the 
ground for some time, it is only slightly stressed in tension by the backfill load, 
and hence it can carry greater concentrated surface loads than if the backfill 
were stressing it. 

28.4 Relation of Crushing Strength of Pipe in Standard 
Laboratory Tests to Its Strength under Backfill and Wheel 
Loads 

1. Discussion of Laboratory Crushing Tests. There are thi'ee com- 
monly used methods of testing pipe that is to be buried in the ground for crush- 
ing strength (see Fig. 28-14). These are (1) the three-edge bearing test, (2) the 
two-edge bearing or flat-plate test, and (3) the sand-bearing test. 



TWO-EDGE 

BEARING 



B 


THREE-EDGE 

BEARING 



BEARING 


Fig. 28-14. Standard laboratory crushing tests of pipes. 


The three-edge bearing test has been quite commonly used in the past 
because it offers stable condition of support, particularly for the larger diam- 
eters of pipe. The following is the ASTM specification for this test: 

“ 16. When the three-edge-bearing method is used, the ends of each specimen 
of pipe shall be accurately marked in halves of the circumference prior to the 
test. The lower bearings shall consist of two wooden strips with vertical sides 
having their interior top corners rounded to a radius of approximately inch. 
The strips shall be straight and shall be securely fastened to a rigid block at 
least 6 by 6 in. in cross-section. The interior vertical sides of the strips shall be 
parallel and spaced a distance apart of 1 in. per foot of pipe diameter, but in no 
case less than 1 in. Before the pipe is placed, a fillet of plaster of Paris or 
other equalizing material, such as sand and sulfur, thick enough to compensate 
for the inequalities of the pipe barrel shall be cast on and between the lower 
bearings. The pipe shall be placed on the fillet while the plaster of Paris is still 
somewhat plastic; the use of the plaster of Paris fillet may be dispensed with 
W’hen agreeable to the manufacturer and the purchaser. The upper bearing 
s lall be a rigid wooden block at least 6 by 6 inches in cross-section, straight and 
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true from end to end. A fillet of plaster of Paris thick enough to compensate 
for the inequalities of the pipe barrel shall also be cast along the length of the 
crown. The upper bearing shall be brought in contact while the plaster of 
Paris is still somewhat plastic. The upper and lower bearings shall extend the 
full length of the socket.” 

When small-diameter pipes are involved, under 12 in. in diameter, the three- 
edge bearing method does not give comparable bending moments in the pipe 
wall for different diameters, since the lower bearing blocks are spaced the same 
distance apart for these diameters. Furthermore, no difficulty is experienced 
with the stability of these small-diameter pipes under the two-edge bearing 
test. Consequent^’', the latter method of testing would seem to be preferable 
for such pipes as house-connection pipes, because of its greater simplicity and 
because there is no deviation from geometrical similarity when pipes of different 
diameters are tested. The specifications for vitrified-claj’ pipe (Federal 
Specifications SS-P-361a), concrete sewer pipe (Federal Specification SS-P-371), 
and asbestos-cement sewer pipe (Johns-Manville Standard Specifications, 
October, 1949) require the three-edge bearing test to be used, while Commercial 
Standard CSl 16-54 and Federal Specification SS-P-356 for bituminizcd-fibcr 
house-connection pipe specify the two-edge bearing test. 

The requirement in Federal Specification SS-P-356 conceiving the crushing 
test of bituminized-fiber pipe reads as follows; 

“4-3.B.S Dry crushing strength. A 12-inch length (6-inch optional) cleanly 
sawed from each sample shall be kept in air at a temperature of not more than 
75°F. for 24 hours. The specimen shall be laid horizontally between two flat 
plates in a testing machine having a head speed of 0.5 inch per minute. The 
specimen shall be checked for conformance with 6.3.2 with the load at rupture 
reported in pounds per linear foot.” 

For rigid pipe the sand-bearing test gives a strength that is frequentlj' 
assumed to approximate the strength of properly bedded pipe under backfill 
loads. This is not true for flexible pipe, since much of the strength of the 
flexible pipe is derived from the horizontal passive thrust of the earth against 
the sides of the pipe, and this thrust is lacking in the three laboratory tests 
mentioned above. As a result, it should be recognized that a flexible pipe will 
stand without failure greater backfill loads than would be determined from 
crushing tests by the sand-bearing method. 

The sand-bearing test is sometimes substituted for the three-edge test where 
rigid pipe is involved. The ASTM specification for this test reads; 

“Sand-Bearing Method 

“17. (a) When the sand-bearing method is used, the ends of each of the 
specimens of pipe shall be accurately marked in quarters of the circumference 
prior to the test. Specimens shall be carefully bedded in sand, above and 
below, for one-fourth the circumference of the pipe measured on the middle line 
of the barrel. The depth of bedding above and below the pipe at the thinnest 
points shall be one half the radius of the middle line of the barrel. 

“ (b) The sand used shall be clean and moist and shall be such as will pass a 
4760 micron (No. 4) sieve conforming to the requirements of the Standard 
Specifications for Sieves for Testing Purposes (A.S.T.M. Designation; Ell). 
The sand in the lower bearing shall be loose when the pipe is placed. 



STRENGTH OF BURIED CONDUITS UNDER EARTH LOADS 


28-25 


“ (c) The top bearing frame shall not be allowed to come in contact with the 
pipe nor with the top bearing plate. The upper surface of the sand in the top 
bearing shall be struck off level with a rigid top bearing plate, the lower surface 
of which is a true plane, made of heavy timbers or other rigid material, capable 
of distributiog the test load imiformly without appreciable bending. The test 
load shall be applied at the exact center of this top bearing plate in such a 
manner as to permit free motion of the plate in all directions. For this purpose 
a spherical bearing is preferred, but two rollers at right angles may be used.” 

Since the same kind of crushing test is not used for all kinds of water and 
sewer pipe and since the results of these laboratory crushing tests do not afford 
direct information as to the strength of the pipe under backfill loads, further 
consideration of these tests will be given here. 

2. Maximum Bending Moments in the Pipe Wall for Various Condi- 
tions of Loading, a. Two-edge Bearing Test (see Fig. 28-14A). The maxi- 
mum bending moment for this condition is at the top (and bottom) of the pipe 
and is given by [28-10, page 8 ] 

Ms = 0.1591F2) (28-15) 


where Mo = bending moment, in.-lb 

TF = vertical load, lb per in. of length 
D = mean diameter of pipe, in. 

b. Three-edge Bearing Test (see Fig. 28-1 4B). A general expression for the 
maximum bending moment in the wall of a pipe subjected to the three-edge 
bearing test (without the plaster-of-paris fillets) has been developed b 3 " G. H. 
Keulegan at the National Bureau of Standards [28-11]. The maximum bending 
moment occurs at the crown of the pipe and is given by the following expression ; 

Ms = ~ ( WD = ^ KWD (28-16) 

4ir \ cos a / Lit ' 

where M = bending moment at crown 

a = angle made bj^ each reaction with the vertical (see Fig. 28-15). 
Strictlj’^ this equation can be considered valid onlj^ for rigid pipes. 

The angle a becomes zero for the two-edge bearing test, and Eq. (28-16) then 
becomes 


Ms =:^WD = 0.1591FD 

Ztt 


(28-17) 


which agrees with Eq. (28-15). 

Then the ratio of the maximum bending moments M 3 /M 2 for the three-edge 
bearing test and the two-edge bearing test for the same applied load W is 


Ms K 
M 2 2 


(28-18) 


where the value of N is to be obtained from Eq. (28-16). Hence the relative 
strengths of the pipe under these two tests are given by 
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Values of the ratio Ss/S- are plotted in Fig. 28-16, giving a means of relating 
the crushing strength of a pipe by the three-edge bearing method to its strength 
by the two-edge method, for diameters up to 8 in. 


W 



Fig. 28-15. Forces on ring in three-edge bearing test. 



Fig. 28-10. Ratio of crushing strengths of pipe; three-edge bearing test to two-edge 
bearing test. 


Wyly and Fishburn at the National Bureau of Standards made comparative 
tests on bituminized-fiber sewer pipe by these two methods [28-12]. They 
used 2-, 3-, 4-, 5-, and 6-in. nominal diameter samples of this flexible pipe and 
obtained values of the ratio considerably higher than those jdelded by Eq. 
(28-19) (see Fig. 28-16). 

The reason that the values of the ratio obtained in these tests were higher 
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than those yielded by the moment formulas has not been explained, but it is 
probably due to the fact that Eq. (28-16) applies to rigid pipe, while the pipe 
that was tested was flexible. 

One other point in regard to the three-edge bearing test requires comment. 
The use of plaster-of-paris fillets changes the bending moment appreciably from 
the relation given by Eq. (28-16), at least for the small diameters that are con- 
sidered here. The use of the fillets increases the crushing strength. However, 
this does not explain the high values of the ratio of crushing strengths obtained 
in the tests at the National Bureau of Standards, since no fillets were used in 
these tests (see Fig. 28-16). 

c. Sand-bearing Test. See Fig. 28-14C. The maximum bending moment in 
the wall of a pipe subjected to the sand-bearing test is 

M, = 0.0845 TFH (28-20) 

28-1, 28-12]. Then, if we take the ratio of crushing strengths, based on the 
ratio of the moments we obtain 


^ ^ 0.159 ^ 
Si 0.0845 


(28-21) 


3. Crushing Strengths under Condition of Installation. In comparing 
the crushing strength of house-connection pipes under backfill conditions with 
their strengths under the several laboratory tests discussed, we shall utilize the 
load factor, which is defined as the “ratio of the field supporting strength to the 
three-edge bearing laboratory strength of similar pipe” [28-14, page 13]. 
Furthermore the following discussion is restricted to rigid pipes. The support- 
ing strength of buried pipe is affected by the distribution of the vertical loads, 
upon the types of bedding used, and upon the distribution and magnitude of 
active lateral pressure on the sides of the pipe. This latter consideration 
requires that we distinguish between the ditch condition and the positive- 
projection condition, since it is only under the latter of these conditions that the 
active lateral pressure can develop fully. It may be remarked here that 
Marston’s assumption that the vertical load is distributed uniformly over the 
breadth of the pipe has been confirmed by measurements as well as the assump- 
tion that active lateral pressures are about equal to those computed by 
Rankine’s formula [28-2, page 317]. 

Spangler classifies bedding conditions for ditch conduits as follows [28-2, page 
434]: 


hnpermissible bedding is that method of bedding a ditch conduit in which 
there is line contact between the pipe and the bottom of the ditch and no care 
IS taken to pack the spaces under the pipe with at least partly compacted 
granular material (see Fig. 28-17A). 

Ordinary bedding is that method of bedding a ditch conduit in which the 
foundation is shaped with “ordinary care” to fit the bottom of the pipe with 
reasonable closeness for at least 50 per cent of the width of the pipe and in which 
the backfill is hand placed and tamped thoroughly to a height of at least 6 in. 
above the top of the pipe. All spaces under the pipe must be completely 
filled with granular material thoroughly packed (see Fig. 28-17B). 
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First-class bedding is that method of bedding a ditch conduit in which the 
foundation is shaped to fit the bottom of the pipe for at least 60 per cent of the 
breadth of the latter, in which the pipe is then placed in a layer of fine granular 
material in the shaped foundation, and in which the pipe is completely sur- 
rounded to a height of at least 12 in. above its top by fine granular material that 
is carefully packed into all spaces under and adjacent to the pipe and is thor- 
oughly tamped in layers not exceeding 6 in. in thickness (see Fig. 28-17C). 



^ IMPERMISSIBLE BEDDING 
LOAD FACTOR =1.1 



ORDINARY BEDDING 
LOAD FACTOR = 1.5 

6 



CONCRETE-CRADLE 

BEDDING 


LOAD FACTOR =2. 25 
TO 3.4 



LOAD FACTOR = 1 .9 TAMPED 


C C 

Fig. 28-17. Types of ditch-conduit bedding. 


Concrete-cradle bedding is that method of bedding a ditch conduit in which the 
lower part of the pipe is bedded in concrete of adequate thickness under the 
invert of the pipe and extending upward on each side of the conduit for a greater 
or less proportion of its height (see Fig. 28-17Z)). 

Spangler recommends the following load factors for these several kinds of 
bedding [28.2, page 436]: 

Considering the usual lack of care in installing house drains and house sewers, 
it would seem advisable to assume that the impermissible method of bedding is 
used and to adopt the load factor of 1.1 for house-connection lines when they 
are installed as ditch conduits. If the pipe is laid under an embankment (or, 
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Table 28.8 Load Factors for Several Methods 
of Bedding Ditch Conduits 


Impermissible bedding 1.1 

Ordinary bedding 1.5 

First-class bedding 1.9 

Concrete-cradle bedding 2.2 to 3.4 


presumably, the trench in which it is laid is considerably wider than the transi- 
tion width), the load factor may be appreciably greater than the value of 1.1, 
and the value can be computed by a formula [28.2, page 436; 28-14, page 38] 
that takes into account the projection ratio, the existence of the active lateral 
pressure, the internal friction of the backfill, etc. Spangler gives several tables 
of calculated values of the load factor, using this formula [28.14, pages 48-50]. 
For the method of impermissible bedding, these values of the load factor range 
approximately from 1.5 for very small depths of fill to about 1.3 for fills that are 
ten times the outside diameter of the pipe in depth. These values decrease very 
slightly as the projection ratio decreases. For the purposes of this book, the 
load factors /or rigid pipe and for impermissible bedding will be assumed to range 
from 1.1 to 1.3. 



Fig. 28-18. Typical form of trench bottom formed by ditching machine. 



Fig. 28-19. Load distribution on pipe resting in ditch such as shown in Fig. 28-18. 

Another aspect of the problem of the load factor is presented by Schilfgaarde, 
Frevert, and Schlick [28-15] in a paper in which they investigate the values of 
the load factor that result from laying the pipe directly on the bottom of a 
trench cut by a trenching machine. These machines have been found to leave 
an irregular bottom, a typical case of which is shown in Fig. 28-18. The 
investigators made plaster casts of the shapes of a number of forms of ditch 
bottoms left by trenching machines and then ran crushing tests on 5- and 10-in. 
tile when supported on surfaces shaped like these casts. 

This form of trench bottom leads to the loading shown in Fig. 28-19. 
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It is assumed that the backfill load, acting vertically downward on the top of 
the pipe, is distributed uniformly over the full diameter of the pipe. This 
load IF produces two reactions acting radially at the points of contact of the 
pipe with the bottom of the trench (see Fig. 28-19). In addition there is the 
active pressure thrust glF, where q is the ratio of the active thrust to the vertical 
load, acting horizontally and distributed uniformly over part of the diameter of 
the pipe, given by the proportion 2/(1 cos a). 



LOAD FACTOR 


Fig. 28-20. Load factor as a function of a for pipe resting in ditch as sliown in Fig. 
28-18. 

The authors of the paper computed values of the load factor for different 
values of a and for the two selected diameters using the distribution of loading 
shown in Fig. 28-19, and the relation that they find is shown in Fig. 28-20. 
When a is zero, the crushing strength under backfill conditions according to 
Fig. 28-20 is equal to the strength by the three-edge test. As a increases in 
value, the strength under backfill conditions increases, as would be expected, 
reaching a value of about 2.25 for a equal to 35°. 
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Absorption areas, 16-12, 16-17 

Acid sj'stems, 12-1 

Acid waste, 9-9 

Acidproof traps, 5-12 

Adequate flow, Kessler’s definition, 24-6 

Administration of plumbing code, 19-1 

Administrative authority, 1-1 

Air flow rates, 27-12, 27-13 

Air gap, 1-1, 9-7, 10-10, 17-1 

Air test, 14-3 

Alterations and repairs, 2-4 
Alternate materials and methods, 3-6, 
7-2 

Anchors, 1-28, 8-3 
Appliances, 9-3 
Approval, 3-6 

certificate of, 14-5 
Approved materials, 1-2, 3-6 
Area drains, 1-2 

Asbestos-cement sewer-pipe joints, 4-5 
ASTM crushing tests, 28-23 

Babbitt, H. E., 23-20, 24-3, 27-7 
Back to back fixtures, 12-11, 12-40 
Back siphonage, 1-3 
Backfill, excavation, trenching, and 
tamping, 2-4, 28-22 
materials, weights, 28-16 
Backfill loads on buried pipes, 28-2, 

' 28-22 

Backflow, 1-2, 10-9 

Backflow preventer, 1-2, 9-7, 17-1, 17-5 
Backwater valves, 6-1, 6-7 
BaUcock assemblies, effect on flush, 
23-15 

Bar and soda-fountain sinks, 12-10 
Base of stack, support for, 8-4 
Basic principles of National Plumbing 
Code, 3 

Bathtubs, equation of flow from, 23-2 
flow characteristics, 23-2 
tests, 23-2 

Batterj' of fixtures, 1-3 
Bedding of pipes, classes of, 28-28 
Bituminized-fiber pipe joints, 4-5 
Boiler blowoff, 1-3 
Bottling plants, interceptors, 6-5 
Boussinesq, J. J., 28-17 
Bowman, J. S., 24-3, 24-20, 24-30 


Branch, 1-3 
fixture, 1-14 
horizontal, 1-17 
Branch interval, 1-4 
Branch vent, 1-4 
Branches, primary, 26-9 
Brazed joints, 4-4 
Building, 1-4 

Building classification, 1-5 
Building drain, 1-5 

fixture units connected to, 11-11 
flow in, 22-5, 26-2, 26-8, 26-25 
pneumatic pressures in, 22-7, 22-9 
Building drainage system, 22-1 
Building Research Station, 24-2, 24-16, 
27-17, 27-24, 27-28 
Building sewer, 1-5, 11-1, 16-4 
combined, 1-8, 13-11 
depth, 2-7 

pneumatic pressures in, 22-9 
Building storm drain, 1-5, 13-1, 13-3, 
13-8 

Building storm sewer, 1-6, 13-3 
Building subdrain, 1-6, 13-2 
Building trap (house trap), 1-6, 5-6 
Bushings, soldering, 3-3 

Calked joints, 4-1 
Calking ferrules, 3-3 
Camp, T. R., 23-12, 23-16 
Cement mortar joints, 4-4 
Certificate of approval, 14-5 
Cesspools, 16-19 

Change in direction of piping, 2-1 
Chlorination, 15-3 
Circuit vent, 1-6 
Circuit venting, 12-36 
Classes of use of fixtures, 24-22, 24-23 
Classification, building, 1-5 
Cleanout equivalent, 5-11 
Cleanouts, 5-5, 5-7 
clearances, 5-11 
materials, 3-3 
size, 5-10 

Clear-water wastes, 9-8 

Closet, frostproof, 1-16 

Code (see National Plumbing Code) 

Coefficients, influence, 28-30 

Color code for water pipes, 10-2 
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Combination fixtures, 1-7 
flow data, 23-S 
tests, 23-6 

Combination waste-and-vent system, 
1-8, 12-50 

Combined building sewer, 1-S, 13-H 
Commercial dishwashing machines, 9-2 
Commercial grinders, 6-5, 7-15 
Common vent, 1-9, 12-15 
Complete ditch condition, 28-S 
Complete projection condition, 28-9 
Compliance, evidence of, 3-6 
Condemned equipment, 2-7 
Condensers and sumps, 9-8 
Conductors and connections, 13-4 
Conduits, backfill loads on, 28-2, 28-22 
classification of rigidity, 28-11 
ditch, 28-2, 28-3 
negative projecting, 28-3 
positive projecting, 28-2 
static loads on, 28-18 
surface loads on, 28-17 
Conformance with Code, 2-1 
Congested use of fixtures, 24-24 
Connections, prohibited, 4-9 
required, 2-9 

Continuous flow, 11-8, 13-13 
Continuous vent, 1-9 
Continuous waste, 1-10 
Control valves, water-supply, 10-17 
Controls, separate, for family units, 
10-17 

Coordinating Committee for a Nation.al 
Plumbing Code, 2B-6, 27-21 
Critic.al plane, 28-3 
Cross connection, 1-10, 10-3, 10-9 
Crushing strength, service conditions, 
28-27 

standard laboratory tests, 28-23 

Damage to drainage system, 2-0 
Darcy-lVeisbach formula, 26-3, 27-14 
Dawson, F. M., 22-7, 24-3, 24-20, 24-22, 

24- 28, 24-30, 25-2, 25-3, 26-5, 25-7, 

25- 14, 27-7, 27-10, 27-12, 27-13 
Dead end, 1-11, 2-11 

Defective plumbing, 14-5 
Definitions, 1-1 

Demand and discharge rates of plumb- 
ing fixtures, 23-1 
Demand loads, 22-2 
Demand weights, relative, 24-15 
Depth of building sewer, 2-7 
Design loads, British method, 24-2 
building sewer, 26-20 
criterion for, 24-9 

Dawson and Bowman method, 24-3, 
24-20 

Dawson and Kalinske method, 24-22 


Design loads, definition, 24-1 
fixture drains, 26-25 
German method, 24-3 
horizontal branches, 26-23, 26-25 
Hunter's method, 24-5 
illustrative problem, 24-28 
mixed system, 24-11 
primary branches, 26-lG, 26-19, 26-20 
secondary branches, 26-20 
simple system, 24-7 
stacks, 25-14 

Wise and Croft method, 24-15 
Detroit plumbing code, 27-17 
Developed length, 1-11 
Diameter, 1-12 

Discharge rates of plumbing fixtures, 
23-1 

Dishwashing machines, 7-18, 9-2 
Disinfection of water system, 10-15 
Disposal field, 16-13 
Disposal trenches, 16-14 
Distribution box, 16-11 
Double offset, 1-12 
Double trapping, 5-7 
Downfeed systems, 18-18 
Drainage below sewer level, 2-8 
Drainage loads, 22-2 
Drainage piping, horizontal grade, 2-1 
installation, 11-5 
offsets, 11-14 
for trailers, 20-9 
Drainage system, 1-13, 11-1 
building, 22-1 
materials, 11-1 
nonpressure, 22-2 
sizing, 11-10, 22-1 
Drains, 1-12 
area, 1-2 

building (see Building drain) 
building storm, 1-5 
capacities under surging flow, 26-8, 

26-9, 26-15 

fixture (see Fixture drain) 
floor, 7-17, 11-22 
lavatory, 22-9 
rates of flow, 26-3 
restrictions on length, 27-17 
roof, 13-6 

sloping (sec Sloping drains) 
subsoil, 1-28, 13-2 
velocities of flow, minimum, 26-25 
water closet, flow in, 22-10 
Drinking fountains, 7-16, 9-9, 17-1 
nozzles, 17-4 
standards, 17-7 
Dry wells, 16-19 
Duets, ventilation, 2-11 
Durham system, 1-13 
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Eaton, H. N., 24-30, 2S-2, 25-9, 25-12, 
27-7, 27-S, 27-18, 27-22, 27-29, 
27-32, 27-33, 27-3G, 27-37, 27-42 
Effective opening, 1-13, 17-6 
Ejectors, pneumatic, 12-41 
and sumps, 11-20 
Enforcement of Code, 19-7 
Equal settlement planes, 28-7 
E-sudence of compliance, 3-6 
Examination fee, 19-3 
Examining board, 19-3 
Excavation, 2-4 
Existing work, 1-14 
Expiration and revocation of license, 
19-5 

Ferrules, calking, 3-3 
Fishburn, C. C., 28-26 
Fittings, and connections, 2-2 
prohibited, 2-2 
stack, 22-3 
Fixture branch, 1-14 
Fixture drain, 1-14, 22-9 
sizes, 27-34 
Fixture supply, 1-14 
Fixture units, 1-15, 11-6, 12-11, 12-18, 
184 

per fixture or group, 11-7 
flow rate, 1-15 
limits, 12-35 
ratings, 24-13, 24-23 
bathtubs, flush valves, and flush 
tanks, 24-14 
drainage system., 24-28 
water-distribution sj'stems, 24-24 
Fixtures, 1-22, 7-1 
back to back, 12-11, 1240 
batterj'- of, 1-3 
classes of use, -24-22, 24-23 
combination (see Combination fix- 
tures) 

congested use, 24-24 
connection, 7-2 
group, 10-18 
installation, 7-3 
intermittent use, 24-1 
location, 2-9 
materials, 7-1, 7-2 
minimum facilities, 7-20 
overflow, 7-2 
prohibited, 7-5 
quality, 7-1 
reventing, 12-34 
special, 7-20 
Flared joints, 4-3 
Flashings, 11-5 
Flood-level rim, 1-15 
Flooded fixtures, 1-15 
Floor drains, 7-17, 11-22 


Floor flanges, 3-3 
Flow, adequate, 24-G 

building drains, 22-5, 26-2, 26-8, 
26-25 

continuous, 11-8, 13-13 
fixture drains, 22-9 
obstruction, 2-3 

recommended for small installations, 
24-21 

required, 18-3 

sewage, velocity of, 11-5, 26-25 
stacks, 22-3, 25-1 
Flow factors, simultaneous, 24-22 
Flow formulas, conversion, 26-5 
Flush, safe economic, 23-17, 23-18 
Flush requirements, 23-19 
Flush tanks, flush characteristics, 23-16 
versus flush valves, 23-15 
Flush valves, 1-15 

flush characteristics, 23-16 
versus flush tanks, 23-15 
Flushometer valve, 1-16 
Food grinders (see Grinders) 

Food handling, 9-1 

French, J. L., 24-30, 26-9, 26-11, 26-14, 

26- 15, 26-16, 26-23, 26-24, 27-18, 

27- 19, 27-20, 27-21, 27-22, 27-36, 
27-27, 27-29, 27-32, 27-33 

Frevert, R. K., 28-29 
Frost closure of roof vents, 12-8, 27-35 
Frost protection, 11-24 
Frostproof closet, 1-16 
Fullness, flow rates for any degree of, 
26-6 

Garbage-can washers, 7-19 
Garbage disposal, 16-7 
Griide, 1-17 

horizontal drainage piping, 2-1 
Grease interceptors, 6-1, 7-19 
Griffith, J. H., 28-17 
Grinder?, commercial, 6-5, 7-15 
residential, 7-11 
Ground-water supply, 15-1 
Gutters, 13-10 

Hangers, 8-3 

horizontal pipe, 8-2 
vertical pipe, 8-1 

Hazen and Williams formula, 26-2 
Heel or side-inlet bend, 2-3 
Hintz, O., 23-1, 23-3, 234, 23-6, 23-7, 
23-14, 23-16, 23-20 
Horizontal branches, 1-17 
fixtures connected to, 11-11 
vents for, 24-17 
Horizontal pipe, 1-18, 2-1 
Hot-poured joints, 44 
H.oVwateT distribution, 10-24 
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Hot-^vater relief pipe, 9-5 
Hof-rvater safety de^-ices, 10-24 
House trap (building trap), 1-6, 5-6 
Housing and Home Finance Agency, 

23- 1, 25-9, 27-10, 27-29 
Hunter, Hoy B., 22-10, 24-5, 24-11, 

24- 12, 24-13, 24-18, 24-22, 24-24, 

24- 26, 24-28, 24-29, 25-1, 25-3, 

25- 5, 25-6, 25-9, 2G-8, 26-9, 26-11, 

26- 14, 26-15, 26-20, 26-22, 26-23, 

26-24, 27-7, 27-17, 27-18, 27-28 

Hydraulic jump, 22-5, 27-7 

Incomplete ditch condition, 28-S 
Incomplete projection condition, 28-9 
Increasers and reducers, 4-9 
Indirect waste pipe, 1-18, 9-1 
length, 9-6 
material, 9-6 
receptors, 9-7 

Indhudual fixture reventing, 12-34 
Individual sewage-disposal system, 16-1 
Indir-idual vent, 1-18 
Individual water supply, 15-1 
Industrial wastes, 1-19, 2-6 
Influence coefficients, 28-20 
Inspection, tests, and maintenance, 

14-1 

Inspector, plumbing, 1-22 
Installation, drainage piping, 11-5 
fixtures, 7-3 
Interceptors, 1-19, 9-3 
accessibility, 6-3 
bottling establishments, 6-5 
efficiency, 6-3 
grease, 6-1, 7-19 
laTmdrj-, $-4 
oil, 6-6 
sand, 6-3 
separators, 6-1 
slaughterhouses, 6-5 
venting, 6-3 

Interference of flows, stack flttings, 

25-11 

Interval, branch, 1-4 
Iowa State College, 26-1 

Joints, 4-1 

bituminized-fiber pipe. 4-5 

brazed, 4-4 

calked, 4-1 

cement mortar, 4-4 

flared, 4-3 

hot-poured, 4-4 

lead, burned, 4-5 

precast, 4-4 

prohibited, 4-9 

special, 4-7 

sweated, soldered, 4-3 


Joints, threaded, 4-1 
t 3 -pes, 4-1 
use of, 4-6 
wiped, 4-2 

Kalinske, A. A., 22-7, 24-20, 24-22, 
25-2, 25-3, 25-5, 25-14, 27-7, 27-10, 

27- 12, 27-13 

Kessler, L. H., 24-3, 24-6 
Keulegan, G. H., 28-25 

Laundries, 6-4 
Laundry interceptors, 6-4 
Laundrj' traj-s, 7-20 

flow characteristics, 23-1 
tests, 23-3 

Laundrj' tubs, discharge rate, 23-4 
Lavatories, 7-8 

discharge pattern, 23-1 
discharge rate, 23-2 
drain, flow in, 22-9 
equation of flow from, 23-2 
methods of use, 23-2 
Leaching well or pit, 1-19 
Lead joints, burned, 4-5 
Leaders, 1-19 

and storm drains, size, 13-8 
Length, developed, 1-11 
License, 19-2, 19-6 

expiration and revocation. 19-5 
required, 19-2 
Liquid waste, 1-19 
Load factor, 1-20, 28-27, 28-30 
Loading tables for stacks, 25-12 
Loads, demand, 22-2 

design (see Design loads) 
drainage, 22-2 

on pipe, theorj’ of backfill, 28-2 
Local ventilating pipe, 1-20 
Location, of fixtures, 2-9 
of vent terminals, 12-7 
Loop vent, 1-20, 12-36 

McDermott, T. P., 27-41 
Main, 1-20 

Main vent, 1-20, 12-45 
Maintenance, 14-6 
Manning formula, 26-3, 26-21, 27-14 
Marston, A., 28-1, 28-8, 28-11, 28-12, 

28- 15, 28-19, 28-28 
Mason, C., 28-20 

Massachusetts Institute of Technologj', 
23-12 

Materials, alternate, 3-6, 7-2 
approved, 1-2, 3-6 
for drainage sj'stem, 11-1 
for fixtures, 7-1, 7-2 
quality and weight, 3-1 
special, 3-2 
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Materials, specifications for, 3-1 
for storm drains, 13-3 
table of, 3-4 
use of, 3-1, 3-7 
for vents, 12-1 
Mayer, il. G., 25-6, 25-8 
Mobile-borne park standards, 21-1 
Mobile-home standards, 20-1 
Multistory bathroom groups, 12-29 

National Bureau of Standards {see 
Standards, National Bureau of) 
National Plumbing Code, administra- 
tion of, 19-1 
basic principles, 3 
conformance -with, 2-1 
Nevrmark, N. M., 28-19 
Nonpressure drainage sj'stems, 22-2 
Nuisance defined, 1-21 

Obstruction to flow, 2-3 
Offsets, 1-21, 11-14, 11-17, 12-42, 12-44 
double, 1-12 
return, 1-24 
Oil interceptors, 6-6 
Oil separators, 6-2 
Openings, effective, 1-13, 17-6 
waterproofing, 4-9 
Orifice, outlet, 23-1 
Overflow, fixtures, 7-2 

Percolation tests, 16-12 
Permits for plumbing work, 19-7, 19-8 
Pipe cleanouts, 5-7 
Pipes, horizontal, 1-18, 2-1 
indirect waste (see Indirect waste 
pipe) 

outside diameters, table of, 28-16 
protection, 2-5 
revent, 1-24 
soil, 1-26 

strength tests, 28-23 
surface loads on, 28-17, 28-18 
vertical, 1-29 
(jSee also Conduits) 

Piping, measurements, 2-10 
in relation to footing, 2-8 
Pit seepage, 16-14 
Pit or well leaching, 1-19 
Plumbers' examining board, 19-2 
Plumbing fixtures (see Fixtures) 
Plumbing inspector, 1-22 
Plumbing Manual, 22-10, 25-14, 26-19, 
26-21 

Plumbing system defined, 1-22 
Pneumatic ejector, 12-41 
Pneumatic pressure conditions, 22-7, 
27-7 

Potable water, 1-22, 21-9 


Precast joints, 4-4 
Pressure, auxiliary, 10-22 
line, effect on flush, 23-15 
minimum, 10-22 

pneumatic, in drainage system, 22-7, 
27-7 

Pressure-relief valves, 10-24 
Pressure tanks, 10-15 
Primary branches, 26-9, 26-16 
Private sewer, 1-23 
Private water supply, 10-12 
Probabilities, table of, for fixture 
operation, 27-33 

Probability, application to design loads, 
24-5 

Prohibited fittings, 2-2 
Prohibited fixtures, 7-5 
Prohibited joints and connections, 4-9 
Prohibited traps, 5-6 
Projection ratio, 28-7 
Protection, of pipes, 2-5 
of trap seals, 12-2 
Public sewer, 1-23 
Pumping equipment, 10-13, 15-5 

Quality, of fixtures, 7-1 
of materials, 3-1 
of water, 15-2 

Rankine’s formula, 28-28 
Ratproofing, 2-7 
Receptors, shower, 7-8 
Reducers and increasers, 4-9 
Relief vent, 1-23, 12-42, 12-48 
Repair and alteration, 2-4 
Return offset, 1-24 
Revent pipe, 1-24 
Reventing of fixtures, 12-34 
Rim, 1-25 

flood-level, 1-15 
Riser, 1-25 
Roof drains, 13-6 
Roof-garden vents, 12-5 
Roof vents, frost closure of, 12-8, 27-35 
Roughing-in, 1-25 

Safe water, 15-3 
Safety devices, 10-24 
Sand interceptors, 6-3 
Sand-roughness factor, 25-3 
Sanitary sewer, 1-26, 11-4 
Satisfactory flow, Kessler’s definition, 
24-6 

Satisfactory service. Hunter’s definition, 
24-6 

Schilfgaarde, J. van, 28-29 
Schlick, W. J., 28-1, 28-29 
Seats for water closets, 7-6 
Secondhand equipment, 1-26, 2-7 
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Seepage pits, 1G-I4 

Self-siphonage, 27-2, 27-3, 27-17, 27-22 
Separators, 6-1 
oil, 6-2 

Septic tank, 1-26, 16-4, 16-5, 16-7 
Service pipe, 10-12 
Settlement ratio, 28-7 
Sewage, 1-26 

flow velocity, 11-5, 26-25 
Sewage-disposal s\’stem, individual, 

16-1 

Sewer"pipes, 2-4 

Sewers, building (see Building sewer) 
in filled ground, 11-3 
overtaxed, 12-32 
private, 1-23 
public, 1-23 
required, 2-9 
sanitarj’, 1-26, 11-4 
for trailer parks, 21-6 
Shear planes, 28-6 
Short sweeps, 2-1 
Shower, prefabricated, 7-10 
Shower compartments, 7-S 
Shower heads, data, 23-20 
Shower receptors, 7-S 
Side-inlet bend, 2-3 
Side vent, 1-26 

Simultaneous discharge of fixtures, 
24-19, 24-20 

Simultaneous flow factors, 24-22 
Sinks, 7-11 

bar and soda-fountain, 12-10 
flow characteristics, 23-5, 23-6 
tests, 23-4 
wash, multiple, 7-18 
Siphonage, 27-2, 27-3 
back, 1-3 

self, 27-2, 27-3, 27-17, 27-22 
vents for control of, 27-10 
Sizing, drainage system, 11-10, 22-1 
water-supply system, 10-19, 10-21, 
18-1, 18-5, 18-7 
Slaughterhouse wastes, 6-5 
Sleeves, 2-6 

Sloping drains, capacity, 26-1, 26-17 
combination of, 26-7, 26-8 
uniform flow, 26-2 
Soil pipe, 1-26 
Soil structure, 16-15 
Soil and waste stack, minimum size, 
11-12 

Soldered sweat joints, 4-3 
Soldering bushings, 3-3 
Spangler, M. G., 28-1, 28-5, 28-7, 28-8, 
28-10, 28-19, 28-20, 28-22, 28-28 
Special joints, 4-7 
Special materials, 3-2 
Special wastes, 9-1, 9-9 


Specifications for materials, 3-1 
Stack fittings, 22-3 
Stack group, 1-27 

Stack vent, 1-27, 12-32, 27-35, 27-41 
design, 27-10 t 

diameter and length, 27-13, 27-16, 
27-19 

Stack-vented system, 22-1 
Stack venting, 1-27, 27-24 
Stacks, 1-27 

base supports, 8-4 

capacity, 25-1 

design loads, 25-14 

flow in, 22-3, 25-1, 25-5 

loading tables, 25-12 

maximum carrj'ing capacity, 25-1 

minimum size, 11-12 

permissible rates of water entry, 25-8 

pneumatic pressures in, 22-7 

terminal lengths, 25-4 

terminal velocities, 25-2 

trailer-coach, capacities, 25-8 

vent, 1-29, 12-3 

Standards, National Bureau of, 22-4, 
23-1, 25-9, 25-12, 26-8, 26-15, 27-4, 

27- 9, 27-17, 27-28, 27-36, 28-26 
Storm drain, 1-5, 13-1, 13-8 

combined with sanitary drainage, 
13-4, 13-11 
connections, 13-5 
material, 13-3 
size, 13-8, 13-11 
Storm sewer, 1-28 
building, 1-6, 13-3 
Strainers, crossbar, 23-2 
fixtures, 7-8 

Strains and stresses, 8-3 

Structural safety, 2-4 

Subdrain, building, 1-6, 13-2 

Subsoil drain, 1-28, 13-2 

Sumps and ejectors, 1-28, 9-8, 11-29 

Supply fixture, 1-14 

Supports, 1-2, 1-28, 8-1 

Surface loads, on buried pipes, 28-17, 

28- 18 
live, 28-19 

Surges in drains, duration of, 26-1, 
26-14 

flattening of, 22-10, 26-12 
Swimming pools, 9-10 

Tamping backfill, 28-22 
Tank supply, 10-14 
Tanks, pressure, 10-15 
water-supply, 10-13 
Temperature-relief valves, 10-24 
Terminal length, 22-4, 25-4 
Terminal velocity, 22-4, 25-2 
Terms, definition of, 1-1 
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Tests, air, 14-3 

inspection and maintenance, 14-1, 
14-3 - : 

laboratorj', for crushing strength, 
28-23 

material and labor for, 14-2 
percolation, 16-12 
sinks, 23-4 
water, 14-3, 14-5 
Threaded joints, 4-1 
Toilet bowls (see TTater closets) 

Toilet facilities for workmen, 2-12 
Trail flow, 27-3 

Trailer-coach stack capacities, 25-8 
Trailer parks, standards, 21-1 
Trailers, standards, 20-1 
Transition width of trenches, 28-4, 28-6 
Trap dip, 12-12 
Trap seals, 1-2S, 22-3, 27-1 
losses, 27-2, 27-3, 27-6, 27-10, 27-30 
protection, 12-2, 12-12 
Trap standards, 4-S 
Trapping, double, 5-7 
Traps, 1-2S, 5-1, 22-3, 27-1 
acidproof, 5-12 

building, 1-6, 5-6, 27-10, 27-35 
cleanouts, 5-5 
distance to fixture, 5-4 
general requirements, 5-4 
level and protection, 5-6 
prohibited, 5-6 
size and tj-pe, 5-5 
storm-water, 13-3 
imderground, 5-6 
Trenching, 2-4 
building sewer, 11-2 
disposal, 16-14 
Trough urinals, 7-7 

Unions, 4-7 

Upfeed sj'stems, 18-18 
Urinals, 7-7 
trough, 7-7 
Used equipment, 2-7 

Vacuum breakers and air gaps, 10-10 
Values for continous flow, 11-8 
Valves, backwater, 6-1, 6-7 
for fixtmes, 11-6 
flush, 1-15, 23-15, 23-16 
flushometer, 1-16 
water-supply control, 10-17 
Velocities, minimum, in drains, 26-25 
terminal, 22-4, 25-2 
Vent headers, 12-46 
Vent stack, 1-29, 12-3 
Vent sx-stem, 1-29 
combined with waste svstem, 1-8, 
12-50 


Vent terminals, 12-4, 12-7 
Ventilating pipe, local, 1-20 
Ventilation ducts, 2-11 
Venting, 2-10 

of building drainage S3'stem, 27-1 
loop and circuit, 12-36 
to prevent trap-seal losses, 27-6 
stack, 1-27, 27-24 
wet, 11-12, 12-19, 27-28, 27-30 
Venting interceptors, 6-3 
Vents, 12-1 
branch, 1-4 
circuit, 1-6 
common, 1-9, 12-15 
connections, 12-38 
continuous, 1-9 
fixture, 12-11, 12-18 
grades and connections, 12-9 
for horizontal branches, 27-13 
indi\*idual, 1-18 
loop, 1-20, 12-36 
main, 1-20, 12-45 
materials, 12-1 
relief, 1-23, 12-42, 12-48 
roof-garden, 12-5 
side, 1-26 

size and length, 12-47, 12-49, 27-13, 
27-16, 27-19 
stack (see Stack vent) 
wet, 1-31, 27-28 
3 'oke, 1-32 
Vertical pipe, 1-29 

IValasyk, E., 24-26, 24-30 
Wall-himg fixtures, 7-4 
Wash sinks, multiple, 7-18 
Waste, continuous, 1-10 

indirect (see Indirect waste pipe) 
industrial, 1-19, 2-6 
liquid, 1-19 
pipe, 1-30 

Waste stacks, minimum sizes, 11-12 
for sinks, 11-16 

Waste-and-vent combination S3'stem, 
1-8, 12-50 

Water, characteristics, 10-16 

nonpotable, identification of piping, 

10-2 

potable, 1-22, 21-9 
quantit 3 ' and quality, 15-2 
safe, 15-3 
testing, 14-3, 14-5 
Water closets, 7-5 
adequate flush, 23-10 
comparison of functioning, 23-14 
connections, 2-11 
discharge rate, 23-7 
flow characteristics, 22-10, 23-9,23-13 
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Water closets, pedestal urinals and trap 
standards, 4-8 
seats, 7-6 

siphon action, 23-9 
for trailers, 20-7 

Water-distributing pipe, 1-30, 16-1 
Water-flow charts, 18-6, 2G-4, 26-5, 26-6 
Water main, 1-30 
Water outlet, 1-30 
Water-pipe sizing, 10-21 
Water-pumping equipment, 10-13 
Water-service pipe, 10-12 
Water supply, 10-1, 10-19 
control, 10-17 
individual, 15-1 
mandatory, 10-2 
private, 10-12, 21-S 
protection, 7-4, 10-2 
quality, 10-1 
for trailer parks, 21-8 
Water-supply pipe, 1-31 
Water-supply system, disinfection, 

10-15 

distribution of demand, 24-26 
sizing, 10-19, 18-1, 18-5, 18-7 


Water-supply tank, 10-13 
Waterproofing of openings, 4-9 
Wells, classification, 15-2 
construction, 15-4. 
dry, 16-19 
leaching, 1-19 
location, 15-1, 16-3 
Wet vent, 1-31, 27-28 
Wet venting, 11-12, 12-19, 27-28, 27-30 
Winfres;, R., 28-20 
Wiped joints, 4-2 
Wisconsin, TJnivcrsitj'- of, 24-3 
Wise and Croft method, 24-16, 24-19, 

24- 20, 24-30, 27-8, 27-9, 27-25, 
27-28 

Work, existing, 1-14 
Wyly, R. S., 23-1, 23-3, 23-4, 23-6, 
23-7, 23-14, 23-16, 23-20, 24-30, 

25- 2, 25-3, 25-9, 26-12, 27-7, 27-8, 
27-10, 27-11, 27-20, 27-22, 27-29, 
27-32, 27-33, 27-36, 27-37, 27-42, 
27-26 

Yoke vent, 1-32 
Zinkil, R. H., 27-30 



